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PREFACE. 


Owing  to  our  supposedly  inexhaustible  coal  supply,  interest  in  hydraulic  develop- 
ment has  naturally  been  of  tardy  growth  until  recent  years;  and  it  is  only  lately  that 
the  government  has  taken  steps  toward  the  development  and  commercial  use  of 
water  power  resources  and  the  preservation  of  the  forests. 

In  Europe  the  limited  coal  supply  early  induced  the  utilization  of  the  water 
resources;  and  the  various  Continental  governments  encouraged  this  movement  by 
granting  favorable  franchises,  and  in  many  cases  advanced  money  to  finance  the 
undertakings,  at  the  same  time  protecting  the  water-sheds  by  rigid  enforcement  of 
forest  preservation  laws.  It  is  but  natural,  therefore,  that  hydraulic  developments 
and  electric  transmission  received  early  and  special  attention  abroad,  and  as  a  result 
Europe  abounds  in  hydraulic  developments,  utilizing  heads  varying  from  16.5  inches 
to  31 16  feet. 

Believing  that  the  progress  in  hydroelectric  engineering  is  stimulated  by  the 
interchange  of  American  and  European  ideas,  and  having  had  considerable  prac- 
tical experience,  both  here  and  abroad,  the  author  presents  this  volume  as  compre- 
hending the  most  advanced  American  and  European  practice,  and  trusts  that  numer- 
ous novel  features  of  hydraulic,  mechanical,  and  electrical  engineering  are  made 
obvious.  To  point  out  a  few  of  the  new  features,  the  following  are  cited:  Air- 
shafts  and  equalizing  chambers  in  connection  with  pressure  tunnels.  Seamless- 
welded,  flangeless,  telescoping  penstocks  to  facilitate  shipment  and  to  eliminate 
expansion  joints.  Siphon  system,  in  contradistinction  to  the  inverted  siphon  — 
which  latter  is  a  misnomer.  Impulse  wheels  with  draft  tubes  and  multiple,  non- 
water-wasting  nozzles.  Compound  turbine  on  a  single  shaft,  the  discharge  of  one 
being  the  supply  of  the  other.  Rapid  and  complete  turbine  tests  by  curtain  methods 
and  autographic  recording  device.  Thirty- thousand- volt  generators  and  their 
cflBcient  protective  devices  against  lightning.  Unique  combination  of  single  and 
three-phase  high-tension  transmission  systems  from  three-phase  generators.  Wagon- 
panel  switchboard  systems.  Segregation  and  decentralization  of  switchboards. 
Continuous  water-flow  grounders  and  horngaps  with  micromctric  setting.  Two- 
legged  transmission  towers  and  line-crossing  protection. 

It  is  not  the  object  of  the  engineer  as  a  designer  of  hydroelectric  developments 
to  design  any  particular  machine,  such  as  a  turbine,  generator,  transformer,  etc., 
but  to  provide,  by  selection  from  the  different  makes,  an  assemblage  of  machines  and 
devices,  each  designed  to  perform  its  particular  function  in  the  most  economical  manner, 
and  to  have  the  machines  properly  combined  to  form  one  complete  unit  for  the  purpose 
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of  generating  and  transmitting  electrical  current  from  water  power  on  a  satisfactory 
commercial  basis.  Being  of  the  opinion  that  a  good  illustration  may  tell  more  at  a 
glance  than  a  long  discussion,  numerous  cuts  are  presented  to  readily  show  the  present 
standing  of  the  American  and  European  Hydroelectric  Engineering.  Reports,  maps, 
and  charts  on  rainfall,  evaporation,  and  run-off  may  be  directly  acquired  from  the 
various  governments,  and  therefore  are  not  herein  given. 

As  engineers,  students,  and  others  desire  suggestions  and  examples  in  the  same  or 
similar  lines  of  work  ^s  executed  by  engineers  of  standing,  there  are  given  in 
Part  III  descriptions  of  several  hydroelectric  developments,  distinctive  in  their  indi- 
vidual features.  From  these  the  experiences  and  opinions  of  various  authorities 
and  examples  of  their  works  are  given;  for  instance,  the  Niagara,  Lockport  and 
Ontario  Power  Company's  development  is  an  epitome  of  papers  by  five  authorities. 
The  following  eight  examples  are  chosen  as  representative  plants  of  America  and 
Europe: — The  Ontario  Power  Plant  (medium  head)  and  its  60,000-volt  trans- 
mission system;  The  Great  Falls  Plant  (low  head),  Charlotte,  N.  C,  with  its  11,000 
and  44,000- volt  lines,  together  with  data  on  the  fundamental  requirements  regarding 
the  development,  source,  and  market  for  power.  The  Necaxa  Plant,  Mexico,  which 
gives  excellent  examples  of  a  high  head  development,  and  a  170-mile,  60,000-volt 
(ultimate  voltage  80,000)  distribution.  In  the  description  of  the  Kykkelsrud-Hafs- 
lund  system  the  parallel  operation  of  two  prominent  Norwegian  low  head  plants 
is  presented.  The  Urfttalsperre  plant  (medium  head),  Germany,  the  most  promi- 
nent of  the  kind  in  Europe,  furnishes  striking  examples  of  how  to  harness  the  yearly 
run-off  and  to  husband  natural  resources  in  low  mountainous  countries.  The  unique 
price  scale  adopted  enables  the  consumer  to  secure  power  as  low  as  0.9  to  i  cent 
per  K.W.  hour.  Another  German  plant,  the  Uppenborn,  embodies  many  novel 
features  in  its  low  head  development  and  50,000-volt  transmission  lines,  and  also 
illustrates  the  effect  of  high  voltage  on  a  telephone  system.  The  Brusio  Plant 
(1300  feet  head)  and  its  50,000-volt  Swiss-Italian  transmission  system,  probably 
surpasses  all  other  hydroelectric  undertakings  because  of  its  many  new  features. 

Some  discussion  has  arisen  among  American  engineers  as  to  the  practicability 
of  direct  generation  of  high  voltages  and  the  consequent  elimination  of  step-up 
transformers.  For  many  years  Continental  Europe  has  had  several  high  voltage 
generator  plants  in  operation,  and  that  in  Manojlovac,  Dalmatia,  is  the  latest  and 
foremost  of  the  kind,  having  four  6000-HP.  Francis  turbines  connected  to  30,000- 
volt  generators.  The  current  is  transmitted  over  a  21 -mile  aerial  line,  sufficiently 
protected  against  lightning  by  simple  devices. 

It  is  hoped  that  the  engineer  in  general,  architect,  and  student,  also  the  manu- 
facturer, promoter,  and  financier  will  find  in  the  text  and  illustrations  a  systematic 
and  comprehensive  treatise  on  hydroelectric  plants  from  their  inception  to  the 
delivery  of  power  to  the  substation  and  consumer. 

FRANK   KOESTER. 

New  York  City, 
April,  1909. 
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PART  I. 

THE  TRANSFORMATION  OF  WATER  POWER  INTO 
ELECTRICAL  ENERGY. 


HYDROELECTRIC    DEVELOPMENTS   AND 
ENGINEERING. 


CHAPTER    I. 

PROPOSITION. 

Investigation.  Before  developing  a  water  power  much  preliminary  study  is 
necessary  to  ascertain  whether  the  proposition  will  be  a  paying  one.  Reliable  data 
must  be  collected  and  put  in  complete  and  definite  form  before  capitalists  can  be 
interested. 

After  the  investigations  are  made  showing  the  amount  of  energy  ^.vailable,  the 
possible  field  of  consumption  must  be  carefully  considered.  This  may  include 
other  central  stations,  either  steam,  gas,  or  even  other  water-power  plants.  While 
the  selling  price  of  current  is  known,  it  might  appear  difficult  to  ascertain  what  it 
costs  existing  companies  to  produce  electrical  energy.  There  are,  however,  several 
ways  by  which  this  information  can  be  obtained,  and  with  the  help  of  an  experienced 
engineer  very  close  figures  can  be  ascertained. 

These  costs  are  essential  as  a  guide  for  the  new  development,  because  it  may 
have  to  compete  with  or  possibly  sell  current  to  established  stations,  and  in  any 
event  this  is  the  salient  factor  in  determining  whether  the  proposed  plant  is  an  advis- 
able development. 

In  the  case  of  selling  power  to  established  electrical  systems  the  plants  are  cus- 
tomarily operated  in  parallel.  In  some  instances  the  separate  companies  have 
found  it  expedient  to  merge  their  interests  and  form  a  corporation.  Having  arrived 
at  the  competitor's  figures,  the  other  prospective  fields  for  current  consumption  must 
be  thoroughly  canvassed,  to  ascertain  the  load  and  the  price  for  which  the  current 
can  be  sold.  In  fixing  the  selling  price  different  rates  are  charged  according  to  the 
amount,  duration,  and  time  of  load.  Conclusions  as  to  the  cost  of  current  can 
only  be  derived  after  trial  load-curves  have  been  plotted,  and  the  careful  balancing 
of  the  engineering  and  commercial  items  for  each  particular  plant. 

Plants  are  economical  in  first  cost  and  in  operation  in  proportion  to  the  constancy 
of  their  load  factors.  With  greatly  varying  loads  much  machinery  is  idle  a  large 
part  of  the  time.  However,  in  competing,  successfully  with  existing  central  station 
or  private  plants,  prospective  consumers  who  will  require  current  for  only  a  few 
hours  each  day  or  possibly  each  week,  and  those  who  will  need  emergency  current, 
must  not  be  overlooked.  That  these  consumers  pay  a  high  rate  for  the  service 
rendered  is  but  natural. 
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4  HYDROELECTRIC    DEVELOPMENTS    AND   ENGINEERING. 

After  the  foregoing  investigations  have  been  made,  and  the  figures  show  that  the 
installation  is  warranted,  the  possible  future  growth  of  the  locality,  such  as  the 
industrial  increase,  electric  railroading,  etc.,  must  be  well  considered;  with  the  growth 
of  the  community  an  increase  in  consumers  naturally  follows. 

Hydroelectric  plants  have  often  been  installed  without  provision  for  future 
extension;  the  dams  are  located  in  such  sections  of  the  rivers,  and  are  of  such  a 
design,  that  an  increase  in  storage  supply  or  additional  head  is  impossible.  Plants 
have  also  frequently  been  installed  where  sufficient  water  to  carry  the  full  load 
cannot  be  obtained  during  certain  seasons  of  the  year.  While  the  former  may  be 
due  to  lack  of  foresight,  the  latter  is  attributable  to  negligence  in  proper  investiga- 
tion. Under  such  conditions  competition  would  be  difficult.  In  many  cases  water- 
power  plants  do  not  have  to  meet  competition,  as  they  may  be  pioneers  in  the  field. 
Under  favorable  conditions  the  hydraulic  plant  may  be  reinforced  with  a  steam  or  a 
gas  engine  plant,  this  auxiliary  equipment  taking  the  load  during  periods  of  low 
water  and  hours  of  heaviest  demand. 

The  equipment  and  size  of  the  units  should  be  such  that  they  will  run  at  their 
best  efficiency  throughout  the  day,  that  is,  they  must  not  run  underloaded  or  greatly 
overloaded.  .Reserve  units  must  be  kept  in  readiness  to  be  thrown  on  the  line 
when  the  demand  calls  for  them. 

Present  practice  is  to  install  as  large  units  as  possible. 

FOREST   PRESERVATION. 

The  relation  of  forests  to  water-power  development  is  of  the  greatest  impor- 
tance. It  is  a  well-known  fact  that  the  soil  of  forests  retains  the  water  of  precipita- 
tion more  uniformly  and  releases  it  gradually,  so  that  during  dry  seasons  a  supply 
of  water  is  assured.  Flat  non-forested  land  may  hold  the  water  and  form  swamps, 
but  in  most  cases  the  water  drains  off  rapidly,  so  that  streams  having  denuded 
watersheds  are  subject  either  to  floods  or  droughts. 

Long  observation  and  costly  experiments  have  proven  that  forests  receive  a 
greater  quantity  of  rain,  hail,  and  snow  than  land  in  the  same  vicinity.  Mountain- 
ous countries,  whether  bare  or  covered  with  forest,  receive  more  rain  than  flat  coun- 
try; and  the  forests  in  mountainous  countries  receive  more  rain  than  bare  land  at 
the  same  elevation. 

The  following  data  throw  some  light  on  the  effect  forests  have  on  water-power 
developments. 

According  to  the  report  by  the  Swiss  engineer,  Lauterberg,  the  drainage  of  the 
canton  Tessin,  between  1834  and  1862,  was  reduced  about  28  per  cent,  due  to  the 
removal  of  forests.  He  states  further  that  prior  to  the  destruction  of  forests 
the  valleys  were  flooded,  on  the  average,  every  54  months,  while  after  the  forests 
were  destroyed  floods  occurred  every  29  months.  Professor  Ebermcyer  states  that, 
considering  the  evaporating  factor  of  free  land  as  100  per  cent,  the  evaporation  of 
the  forest  land  is  only  22  per  cent,  other  conditions  remaining  the  same.  Dr.  van 
Bebber  observed  that  a  forest  at  an  elevation  of  1000  meters  (3280  feet)  has  about 
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50  per  cent  more  drainage  than  free  land  situated  on  the  same  elevation.     Relative 
to  tViis,    Professor  Schreiber,  who  observed  conditions  in  Saxony,  came  to  the  con- 
clusion that  forests  on  open  country  receive  as  much  precipitation  as  free  land  ele- 
vated   200    meters   (656   feet)   higher.     Further,  Professor    Landolt,  Zurich,  states 
that    for    every  100  meters  (328  feet)  elevation   the   annual  drainage  will   increase 
10  inches- 

Between  the  years  of  1843-1883  the  Ekaterinoslaw  government,  Russia,  culti- 
vated a  forest  of  5000  acres,  and  established  two  meteorological  stations  in  this  sec- 
tion. The  reports  show  that  since  the  introduction  of  the  forest,  showers  are  much 
more  frequent,  and  the  previously  feared  dry  seasons  are  things  of  the  past.  The 
stations  report  that  the  average  rainfall  between  1893-1897  was  18  inches  for  free 
land,  while  for  the  forests  22.25  inches. 

The  French  government  spent  14,500,000  francs  between  the  years  1861  and 
1877  to  forestize  235,000  acres  in  mountainous  localities.  The  result  was  so  bene- 
ficial that  the  government  decided  to  forestize  about  two  million  acres  additional, 
which  will  probably  cover  60  to  80  years  and  consume  150,000,000  francs.  Austria 
has  at  present  very  elaborate  plans  to  reestablish  forests  in  denuded  sections.  The 
Italian  government  has  set  aside  $8,000,000  as  a  beginning  towards  the  reestablish- 
ment  of  the  forests  in  the  southern  Alps.  For  many  years  Germany  has  enforced 
rigid  laws  for  the  preservation  of  her  forests,  and  in  recent  years  has  encouraged 
and   assisted  water-power  developments. 

In  May,  1908,  the  governors  of  several  States  discussed  the  preservation  of  our 
national  resources,  particularly  those  of  forests  and  water  supply.  This  was  due 
chiefly  to  the  increase  in  the  fluctuation  of  streams,  which  is  a  direct  result  of  the 
destruction  of  forests. 

Fluctuations  of  water  supply  and  danger  due  to  floods  have  forced  water-power 
developments  to  additional  expenditure  to  harness  water  of  uncertain  quantities. 
For  instance,*  one  of  the  largest  power  companies  had  to  build  new  dams  25  per 
cent  greater  in  cross  section  than  the  older  ones  on  the  same  stream;  other  hydraulic 
plants  that  previously  had  abundant  water  are  now  forced  to  supplement  with  auxil- 
iary steam  plants. 

HYDRAULICS. 

LoLWS  of  Hydraulics.  In  1830,  Galileo  stated  that  the  laws  governing  the  flow 
of  water  were  not  as  well  known  as  those  governing  the  movements  of  the  celestial 
bodies,  and  even  to-day  this  is  still  true.  Our  experimental  data  of  to-day  are  far 
in  advance  of  hydraulic  theory,  hydraulic  engineering  being  based  more  on  empir- 
ical facts  than  on  rational  mathematical  formulas.^ 

For  power  purposes  water  is  usually  measured  in  cubic  feet  of  flow  per  second. 
The  unit  weight  of  water  at  ordinary  temperature  is  62,5  pounds  per  cubic  foot. 
The  present  theory  of  the  flow  of  water  is  based  on  a  few  formulas.  The  funda- 
mental laws  of  falling  bodies  apply  also  to  the  flow  of  water.     Of  course  the  formu- 

*  Forestry  Hearing,  Am.  Inst.  E.  E.,  May,  1908. 

*  Merriman,  Treatise  on  Hydraulics. 
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las  derived  from  the  laws  of  gravity  cannot  be  directly  applied  to  hydraulics;  they 
must  be  changed  to  suit  conditions.     However,  by  the  judicious  use  of  the  funda- 
mental principles  and  common  sense  all  power  problems  may  be  easily  solved. 
The  principal  formulas  in  hydraulic  calculations  are: 

V  =  \/2  gh  =  8.03  n/A. 


q  z=z  av  =  a  v^2  gh  =  8.03  X  a  \^l:. 

V  =  velocity  of  flow  in  feet  per  second. 

q  =  quantity  of  flow  in  cubic  feet  per  second. 

h  =  head  or  height  through  which  the  water  falls. 

a  =  area  of  cross  section  of  falling  body  of  water. 

Whenever  the  formula  for  q  is  applied  to  water  Issuing  from  an  orifice,  a  coeffi- 
cient must  be  introduced. 

Thus,  for  vvaler  issuing  from  a  circular  orifice  the  quantity  coming  out  is  not 
q  =  {  7:  d^  \/ 2  glif  but  q=  c/4  t:  d^  V2  gh,  where  c  is  the  coefficient,  whose  value 
depends  on  the  sharpness  of  the  edges  of  the  opening.  This  is  true  for  the  flow  of 
water  issuing  from  a  square,  rectangular,  or,  in  fact,  any  shaped  orifice.  The  values 
of  the  coefficients  in  any  case  never  equal  unity. 

A  special  case  of  a  rectangular  orifice  is  what  is  known  as  the  *weir.'  The  weir 
in  general  is  an  opening  or  rather  a  notch  through  which  the  water  flows. 

The  fundamental  formula  used  with  weirs  is 

Q  =  quantity  of  water  in  cubic  feet  per  second. 

b  =  width  of  opening  or  notch. 

II  =  height  of  the  water  surface  above  the  lowest  part  of  notch. 
//  is  measured  some  distance  back  of  the  weir. 

The  above  formula  undergoes  many  modifications  when  used  in  practice.  Many 
coefficients  must  be  used  in  connection  with  it.  Thus,  the  shape  of  the  notch,  whether 
rectangular,  square,  or  triangular,  the  sharpness  of  the  edges,  the  velocity  of  approach, 
the  form  of  curve  the  water  takes  in  flowing  over  the  weir, —  each  factor  introduces  a 
different  coefficient. 

When  water  is  carried  to  the  power  house  by  means  of  open  trenches  or  canals, 
or  through  long  pipe  lines,  some  energy  is  lost  by  friction  and  change  in  direction 

of  flow.     The  formula  for  loss  of  encrgv,  usually  termed  "loss  of  head,"  is  h  = 

This  formula  shows  that  the  loss  of  head  varies  with  the  square  of  the  velocity.  A 
very  important  factor  which  enters  into  hydraulic  compulation  is  what  is  known  as 
the  hydraulic  radius.  It  is  not  a  radius  in  ihe  strict  sense;  it  is  a  ratio  and  is 
expressed  as  follows:  — Area  of  cross  section  of  stream,  canal,  or  pipe,  in  square 
feet,  divided  by  the  length  of  the  wetted  perimeter  in  lineal  feet.     This  factor  is  of 
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great    importance  when  calculating  the  flow  of  water  through  canals,  ditches,  and 
pipes. 

The  slope  of  a  stream,  canal,  or  pipe  line  is  its  fall  in  feet  per  mile,  or  is  the  drop 
in  any  measured  length. 

For  the  velocity  of  flow  in  rivers  having  a  uniform  cross-sectional  area,  with  a 
given    slope,* 

velocity  in  feet  per  second  =  Vhydraulic  radius  X  slope  in  feet  per  mile. 
For  canals  and  ditches  of  uniform  area  and  smooth  bottom, 

velocity  in  feet  per  second  =  Vliydraulic  radius  X  2  X  slope  in  feet  per  mile. 
By  inversion  is  obtained  the  formula  for  the  hydraulic  gradient  or  slope  for  a 
given  velocity  in  feet  per  mile. 

(velocity  in  feet  per  second)' 


thus  = 


Hydraulic  Radius  X  2 


A  change  in  cross  section  will  alter  the  value  of  the  hydraulic  gradient,  that  is, 
making  the  ditch  or  canal  wider  or  narrower,  or  changing  the  form.  Too  swift  a 
velocity  must  not  be  chosen,  because  the  water  will  scour  the  sides  of  the  canal.  Of 
course  when  the  canal  is  made  of  concrete  this  factor  is  of  little  account;  the  friction 
loss  is  of  greater  importance  than  the  scouring  effect  of  water  on  concrete. 

Gross  Horsepower.   The  gross  horsepower  of  a  mass  of  falling  water  is 

QXH  X  62.3 

^= -or  0.00189  QH. 

33  »ooo 

Q    =  cubic  feet  of  water  discharge  per  minute. 

H   =  head  in  feet. 

62.3,  weight  per  cubic  foot  of  water  (at  60°  F.). 

As  water  is  usually  measured  in  cubic  feet  per  second,  the  above  formula  is  pref- 
erably  taken  as  QxHx  63.3 


550 


or  0.1 134  QH. 


Xo  compute  the  gross  horsepower  of  a  running  stream  the  same  formula  may  be 

used. 

H  in  this  case  represents  the  theoretical  head  due  to  the  velocity  of  the  water 

in  the  stream,  .        ..2 

2g        64.4 

^    =  velocity  of  water  in  feet  per  second. 
Q   =  cubic  feet  of  water  per  second. 
The  gross  horsepower  =o.ii34()//. 

Water  wheels  or  turbines  do  not  utilize  the  gross  head,  as  friction  in  the  head- 
race and  in  the  turbine  itself  has  to  be  considered. 

*  Hiscoz,  Hydraulic  Engineering,  page  57. 
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Miner^s  Inch,  During  the  early  days  of  hydraulic  engineering  in  America  the 
Miner's  Inch  originaltd  in  California,  and  is  a  method  of  measurement  adopted 
by  the  various  ditch  companies  in  dis|K>sing  of  water  for  irrigation  and  mining. 
The  miner^s  inch  is  equal  to  the  flow  of  water  ihrough  an  orifice  one  inch  square, 
in  a  1.25  inch  plank^  and  the  surface  of  the  water  being  6  inchos  above  the  lop  edge 
of  the  opening.  This  method  of  measuring  is  becoming  obsolete  and  is  being 
replaced  by  the  more  accurate  system  of  weir  measurements. 

Weir  Dam.  Select  a  stretch  on  the  stream  or  ditch  which  will  afford  as  straight 
and  uniform  a  course  as  possible.  If  the  lyater  is  carried  in  a  flume  through  any 
part  of  its  course,  make  all  measurements  in  the  flume.  Lay  oiT  a  distance  of  say 
300  feet;  measure  the  width  of  the  stream  at  the  surface  of  the  water  at  aboul  six 
different  places  in  this  distance,  and  obtain  the  average  width  j  likewise  at  these 
same  points  measure  the  depth  of  water  at  three  or  four  places  across  the  stream, 
and  obtain  the  average  depth.  Next  drop  a  float  in  the  water,  noting  the  number 
of  seconds  it  takes  to  travel  the  given  distance.  From  this  can  be  calculated  the 
velocity  of  the  water  in  feet  per  second.  The  cubic  quantity  is  the  product  obtained 
by  multiplying  the  average  width  in  feel  by  the  average  depth  in  feet  by  the  velocity, 
which  (if  in  feel  per  second)  will  give  the  (low  of  the  stream  in  cubic  feet  per  second. 
From  the  figures  so  obtained  20  per  cent  must  be  deducted,  as  the  surface  velocity 
of  the  water  is  greater  than  the  average  velocity. 


^?^^>^; 


_]^^^^ 


>^'i 


.ip 


Fig*  I. — Weir  Dam. 


When  the  stream  is  of  sufficient  depth  —  say  three  feet  or  over  — the  average 
velocity  can  be  more  easily  obtained  by  using  a  f>ole  to  one  end  of  which  is  attached 
a  stone  or  piece  of  lead  of  necessary  weight  to  allow  the  pole  to  sink  nearly  to  the 
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bottom.    In  this  way  the  velocities  at  the  surface  and  bottom  of  the  stream  counter- 
act one  another  and  a  closer  approximation  to  the  average  velocity  is  obtained. 

Place  a  board,  a,  across  the  stream  at  some  point  which  will  allow  a  pond  to  form 
above  (see  Fig.  i).  The  board  should  have  a  notch,  b,  with  both  edges  sharply 
beveled  towards  the  intake  as  shown.  The  bottom  of  the  notch,  called  the  '* crest" 
of  the  weir,  should  be  perfectly  level  and  the  sides  vertical.  In  the  pond  back  of 
the  weir,  at  a  distance,  rf,  not  less  than  the  length  of  the  weir,  drive  a  stake,  e,  near 
the  bank,  with  its  top  precisely  level  with  the  crest.  Measure  the  depth,  c,  of  water 
over  the  top  of  stake,  and  then  from  Table  I  calculate  the  amount  of  water  flowing 
over  the  weir. 


TABLE  I.  —  SHOWING  QUANTITY  OF  WATER  PASSING  OVER  WEIRS  IN  CUBIC  FEET 

PER  MINUTE. 
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There  are  certain  proportions  which  must  be  observed  in  the  dimensions  of  this 
oolch.  Its  length  should  be  between  four  and  eight  times  the  depth  of  water  over 
th^  crest  of  the  weir,  and  not  over  two-thirds  the  width  of  water  on  the  upstream 
sWe;  also  the  pond  above  the  weir  should  be  sufficiently  large  to  reduce  the  velocity 
of  flow  or  "approach  "  to  less  than  2  feet  per  second.  In  order  to  obtain  these 
results  it  will  probably  be  necessary  to  experiment  to  some  extent.  An  example 
may  serve  to  better  explain  this  procedure. 

First,  roughly  gauge  the  stream  to  be  measured,  by  the  cross-section  and  velo- 
city method.     Suppose  the  width  is  found  to  be  4.5  feet,  the  depth  1.5  feet,  and  the 
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average  velocity  3  feet  per  second.  The  stream  is  then  carrying  approximately 
1 21 5  cubic  feet  per  minute. 

Next  it  is  necessary  to  ascertain  the  size  of  weir  to  discharge  approximately  this 
amount  of  water.  The  length  of  notch  must  be  from  four  to  eight  times  the  depth. 
Assuming  an  average  of  say  six  times  the  depth,  which  will  be  within  the  limits, 
from  Table  I  it  will  be  found  by  trial  that  a  weir  72  inches  long,  with  a  depth  of 
12  inches,  will  discharge  1196  cubic  feet  of  water  per  minute.  This,  therefore,  is 
approximately  the  size  of  weir  required. 

Take  a  board  of  sufficient  length  to  reach  well  across  the  stream  and  cut  the 
notch  72  inches  long  and  about  16  inches  deep,  as  it  should  be  somewhat  deeper 
than  the  water  flowing  over  it.  The  vertical  height  from  the  crest  to  water  line  on 
downstream  side  should  be  at  least  twice  the  depth  of  water  on  the  crest,  or  approx- 
imately 26  inches  in  this  case.  If  the  length  of  the  notch  is  greater  than  two-thirds 
the  width  of  the  water  above  the  dam,  it  is  necessary  to  either  construct  a  higher 
weir,  in  order  to  raise  the  water  level,  or  to  cut  away  the  sides  of  the  bank,  as  the 
ratio  must  not  be  exceeded. 

It  is  of  course  essential  that  there  be  no  leaks  around  or  under  the  weir.  All 
the  water  must  pass  through  the  notch.  Canvas  or  sacking  laid  under  the  water 
against  the  dam  will  be  found  effective  in  this  connection.  With  the  weir  so  con- 
structed, measure  the  depth  of  the  water  over  the  stake,  and  by  the  use  of  the  table 
ascertain  the  actual  quantity  flowing  over  the  weir. 

Table  I  will  give  results  sufficiently  close  for  all  practical  purposes  and  is  read 
as  follows: 

Suppose  the  head  on  the  crest  is  iif  inches  and  the  weir  is  6  feet  wide.  In  the 
table  opp)osite  ii|  will  be  found  192.2,  which  is  the  cubic  feet  discharge  for  a  weir 
I  foot  wide;  this  multiplied  by  6  gives  the  discharge  for  the  above  example  (i  153.2 
cubic  feet). 

If  a  more  accurate  measurement  is  desired  the  following  formula  should  be  used: 

Q  =  2,-32,  (L  -  .2  H)  m. 

L  =  length  of  weir  in  feet. 

H  =  head,  in  feet,  on  crest. 

Q  =  cubic  feet  of  water  per  second. 

Flow  of  River.  In  order  to  calculate  the  amount  of  water  flowing  in  a  large  stream 
or  river  in  all  seasons  observation  stations  have  to  be  established.  These  stations 
are  nothing  more  than  a  gauge-rod  so  set  that  the  height  of  the  water  can  be  easily 
read.  In  order  to  assure  a  true  record  of  the  volume  of  water  flowing  it  is  essential 
to  establish  such  stations  on  the  main  stream  and  tributaries.  The  levels  must  be 
read  every  day  for  a  number  of  years,  and  during  the  flood  season  they  must  be  read 
two  or  three  times  during  the  day  and  the  average  taken.  From  the  observations 
of  the  depth  of  water  the  area  of  the  cross  section  of  each  portion  of  the  stream 
considered  as  a  number  of  superimposed  horizontal  layers  is  computed;  the  cross- 
section  area  of  each  assumed  layer  multiplied  by  the  mean  velocity  of  that  layer  gives 
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a  partial  discharge.     The  sum  of  the  partial  discharges  is  the  total  discharge  of  the 
stream. 

At  the  several  stations  the  flow  of  the  river  is  measured  and  recorded  by  current 
meters,  of  which  there  are  several  on  the  market;  Fig.  2  illustrates  a  tyj)e  of  same. 
On  the  bottom  of  the  rod  is  a  lead  weight  to  keep  the  instrument  in  an  upright  position. 
The  water  flows  against  the  buckets,  and  the  number  of  revolutions  is  recorded 
by  an  electrical  indicator. 


Fig.  2. — Current  Meter. 

A  more  primitive  way  to  measure  the  velocity  of  a  stream  is  given  under  Weir 
Dams;  a  more  scientific  way  is  by  means  of  the  Venturi  meter.  This  meter  was 
invented  by  Herschel  in  1887,*  and  consists  of  a  contracted  pipe,  with  two  gauges, 
one  at  the  contraction  and  the  other  in  the  full  size.  When  there  is  no  motion  of 
water  in  the  pipe  both  gauges  read  alike;  when  the  flow  becomes  sufficiently  rapid, 
the  gauge  at  the  throat  will  indicate  vacuum,  while  the  other  will  continue  to  indi- 
cate the  pressure  due  to  head.  From  the  difference  in  the  two  readings,  and  the 
constant  of  the  meter,  the  velocity  of  the  water  through  the  throat  can  be  computed. 
By  applying  a  self-recording  differential  gauge  the  velocity  and  quantity  of  water  may 
be  registered. 

Measurements  of  flow  as  outlined  above  are  made  to  cover  a  considerable  range 
of  gauge  height.  They  are  then  plotted  on  coordinate  paper,  with  gauge  heights  for 
ordinates  and  discharges  as  abscissas,  and  a  smooth  curve,  called  the  rating  curve,  is 
drawn  through  the  points.  From  this  curve  a  rating  table  is  made  which  shows  the 
discharge  of  the  stream  for  any  gauge  height. 

The  data  necessary  for  the  construction  of  a  rating  table  for  a  gauging  station 
are  the  results  of  the  discharge  measurements,  which  include  the  record  of  stage 

*  Trans.  Am.  Soc.  C.  E.,  vol.  17,  page  228. 
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of  the  river  at  the  time  of  measurement,  the  area  of  the  cross  section,  the  mean  velo- 
city of  the  current,  and  the  quantity  of  water  flowing,  and  a  thorough  knowledge 
of  the  conditions  at  and  in  the  vicinity  of  the  station.  The  construction  of  the  rat- 
ing table  depends  on  the  following  laws  of  flow  for  open  permanent  channels:  (i)  the 
discharge  will  remain  constant  so  long  as  the  conditions  at  and  near  the  gauging 
station  remain  constant;  (2)  the  change  of  slope  due  to  the  rise  and  fall  of  the  stream 
being  neglected,  the  discharge  will  be  the  same  whenever  the  stream  is  at  a  given 
stage;  (3)  the  discharge  is  a  function  of,  and  increases  gradually  with,  the  stage. 

The  plotting  of  results  of  the  various  discharge  measurements,  using  gauge  heights 
as  ordinates  and  discharge,  mean  velocity,  and  area  as  abscissas,  will  define  curves 
which  show  the  discharge,  mean  velocity,  and  area  corresponding  to  any  gauge  height. 
For  the  development  of  these  curves  there  should  be  a  sufficient  number  of  discharge 
measurements  to  cover  every  known  variation  in  the  height  of  the  stream.     Fig.  3 
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Fig.  3. — Method  of  Plotting  Curves  for  Discharge,  Mean  Velocity  and  Area  of  Rivers. 


shows  a  typical  rating  curve  with  its  corresponding  mean  velocity  and  area  curves.* 
As  the  discharge  is  the  product  of  two  factors,  the  area  and  the  mean  velocity,  any 
change  in  either  factor  alone  will  produce  a  corresponding  change  in  the  discharge. 
The  curves  are  therefore  constructed  in  order  to  study  each  independently  of  the 
other. 

The  area  curve  can  be  definitely  determined  from  accurate  soundings  extending 
to  the  limits  of  high  water.  It  is  always  concave  toward  the  horizontal  axis  or  on 
a  straight  line  unless  the  banks  of  the  stream  are  overhanging. 

*  Water-Supply  and  Irrigation  Paper  No.  192  of  the  U.  S.  Geological  Survey. 
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The  form  of  the  mean  velocity  curve  depends  chiefly  on  the  surface  slope,  the 
roughness  of  the  bed,  and  the  cross  section  of  the  stream.  Of  these  the  slope  is 
the  principal  factor.  In  accordance  with  the  relative  change  of  these  factors  the 
curve  may  be  either  a  straight  line,  a  curve,  convex  or  concave,  or  a  combination  of 
the  three. 

From  study  of  the  conditions  at  any  gauging  station  the  form  which  the  vertical 
velocity  cur\'e  will  take  can  be  predicted,  and  it  may  be  extended  with  reasonable 
certainty  to  stages  beyond  the  limits  of  actual  measurements.  It  is  used  principally 
in  connection  with  the  area  curve  in  locating  errors  in  discharge  measurements  and 
in  constructing  the  rating  table. 

The  discharge  curve  is  drawn  from  the  measurements  of  the  discharge.     The 

cur\'e  may  have  certain  of  its  points  located  between  and  beyond  those  given  by 

the  actual  measurements  by  means  of  the  curves  of  area  and  mean  velocity.     Under 

normal  conditions  the  discharge  curve  is  concave  toward  the  horizontal  axis  and 

is  generally  parabolic  in  form. 

The  chart  is  readily  understood;  the  term  "  second-feet "  is  an  abbreviation  for 
cubic  feet  per  second,  and  is  the  rate  of  discharge  of  water  flowing  in  a  stream 
I  foot  wide,  I  foot  deep  at  the  rate  of  i  foot  per  second. 

Profile  of  River.  To  ascertain  the  slope  or  fall  of  a  river,  elevations  of  the  river 
level  have  to  be  read  and  plotted,  so  that  the  best  locations  for  dams  can  be  seen, 
see  Fig.  4.  The  abscissae  give  the  distance  in  miles  and  the  ordinates  give  the 
elevations  in  feet;  the  latter  are  preferably  read  as  elevations  above  the  sea  level 


i,«w 


Fig.  4. — Method  of  Plotting  River  Bed.     (Alcoy  River.) 


Goyemment  Reports.  The  governments  of  nearly  all  countries  maintain  depart- 
ments for  studying  the  flow  of  streams,  and  official  reports  on  stream  measurement 
are  regularly  issued.  The  United  States  Geological  Survey  has  for  more  than 
twenty  years  been  studying  the  various  phases  of  the  water  resources  of  the  United 
States.  The  results  of  most  of  these  studies  have  been  published  as  Water-Supply 
Papers.     Some,  however,  appear  in  annual  reports  and  bulletins.     These  studies 
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include  measurements  of  the  flow  of  streams,  determination  of  river  profiles,  an 
collection  of  data  in  regard  to  water-power  development. 

These  data  give  the  records  for  a  number  of  years  of  the  rainfall,  flow  of  strean 
in  cubic  feet  per  second  for  wet  and  dry  seasons,  and  in  some  cases  give  the  gro 
horsepower  which  could  probably  be  developed,  and  occasionally  offer  suggestioi 
to  the  hydraulic  engineer.     An  excellent  example  is  taken  from  the  introduction 
"The  Relation  of    the  Southern  Appalachian  Mountains  to  the  Development 
Water  Power."* 

According  to  estimates  made  by  the  United  States  Geological  Survey  there  is 
minimum  of  about  2,800,000  indicated  horsepower  developed  by  the  rivers  havir 
their  head  waters  in  the  Southern  Appalachian  Mountains.  Mature  consideratic 
of  the  condition  leads  the  Survey  to  estimate  that  at  least  50  per  cent  and  probab 
much  more  of  this  indicated  power  is  available  for  economic  development.  If  auxi 
iary  power  were  provided,  it  would  be  profitable  to  develop  up  to  2.5  times  th 
amount. 

Full  development  of  storage  facilities  would  increase  the  minimum  from  2  ' 
30  times.  Obviously  an  estimate  of  present  value  based  on  50  per  cent  of  the  min 
mum  indicated  horsepower  is  sure  to  be  extremely  conservative.  The  rental  < 
1,400,000  horsepower  at  $20  per  horsepower  per  year  would  amount  to  an  annu 
return  of  $28,000,000.  This  amount  is  equal  to  a  gross  income  of  3  per  cent  on 
capital  of  about  $933,000,000.  Some  of  this  power  has  already  been  develops 
but  a  very  small  proportion  —  hardly  enough  to  make  any  appreciable  showir 
when  the  enormous  resources  of  the  region  are  taken  into  account. 

It  has  been  estimated  that  in  the  United  States  more  than  30,000,000  hors 
power  are  available,  and  under  certain  assumptions  as  to  storage  reservoirs  th 
amount  can  be  increased  to  150,000,000  horsepower  or  possibly  more.  In  an  addre 
at  the  conference  on  the  ** Conservation  of  the  Natural  Resources,"  at  Washingto 
D.C.,  May,  1908,  St.  Clair  Putnam  made  the  following  statement  on  the  vah 
of  the  water  powers  in  the  United  States: 

"Using  the  smaller  figure  of  30  million  horsepower  as  an  illustration ;  to  develc 
an  equal  amount  of  energy  in  our  most  modern  steam  electric  power  plants  wou 
require  the  burning  of  nearly  225,000,000  tons  of  coal  per  annum,  and  in  the  averaj 
steam  engine  plant,  as  now  existing,  more  than  6,000,000  tons  of  coal,  or  50  per  cei 
in  excess  of  the  total  coal  production  of  the  country  in  1906.  At  the  average  pric 
of  $3.00  per  ton,  it  would  require  the  consumption  of  coal  costing  Si, 800,000,0c 
to  produce  an  equivalent  power  in  steam  plants  of  the  present  general  type." 

Of  this  immense  water  power  available,  only  a  small  percentage  is  develope 
estimated  to  be  about  3,000,000  horsepower. 

Nearly  every  state  in  the  Union  has  large  water  powers  available.  It  has  bet 
estimated  that  the  upper  Mississippi  and  its  tributaries  have  an  available  wat( 
power  of  about  2,000,000  horsepower;  that  of  the  Southern  Appalachian  region,  aboi 
3,000,000;  and  that  of  the  State  of  Washington  alone,  about  3,000,000  horsepowe 

*     Forest  Service,  Circular  144,  U.  S.  Department  of  Agriculture. 
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ECONOMY   IN   DEVELOPMENT. 


Preliminaries.  The  first  cost,  efficiency,  and  economy  of  an  hydraulic  develop- 
ment depend  primarily  on  the  ability  of  the  designer.  This  fact,  although  of  great 
importance,  is  often  overlooked  by  the  investors. 

When  a  plant  is  to  be  built  for  a  railroad  company  or  other  large  corporation, 
the  designer  is  frequently  in  the  employ  of  the  company;  sometimes  contracts  are 
let  to  firms  of  contracting  engineers,  who  may  furnish  the  plans  only  or  both  the 
plans  and  the  entire  plant. 

Contracts  may  be  made  between  investors  and  engineers  for  professional  services 
for  specific  amounts,  or  for  a  percentage  plus  disbursement,  or  for  fixed  sum  plus 
disbursements.  Capitalists  or  corporations,  before  letting  contracts,  should  make 
thorough  investigations,  not  only  of  the  financial  and  business  reputation  of  con- 
suking  and  contracting  engineers,  but  should  convince  themselves  of  the  ability  of 
the  firms  and  their  staflfs,  particularly  of  the  designer  in  charge.  Frequently  during 
the  course  of  construction  or  after  the  completion  of  a  plant,  an  experienced  designer 
shows  where  thousands  of  dollars  could  have  been  saved  by  engaging  engineers 
who  are  specialists  in  the  design  of  plants. 

Reports  made  on  plants  after  their  construction  have  shown  in  some  instances 
that  in  stations  of  10,000  K.W.  capacity  several  hundred  thousand  dollars  could 
easily  have  been  saved;  while  on  plants  of  50,000  K.W.  capacity  reports  have  been 
niade  showing  where  over  a  million  dollars  could  have  been  saved. 

Problems  Involved.  The  problems  involved  in  the  design  of  hydroelectric  plants 
are  those  of  first  cost  of  construction,  equipment,  operation,  and  maintenance. 

It  is  the  ultimate  aim  to  produce  electricity  at  a  minimum  of  expense.  To  accom- 
plish this  end,  experience  is  necessary.  It  is  not  the  province  of  the  engineer  as  a 
designer  of  hydroelectric  plants  to  design  any  particular  machine,  such  as  turbines, 
generator,  oil-switches,  etc.,  but  to  provide  a  selection  of  different  makes,  each 
designed  to  perform  its  function  in  the  most  economical  manner;  and  to  have  these 
niachines  properly  combined  to  form  one  complete  unit  for  the  purpose  of  gener- 
ating electricity  from  water  on  a  satisfactory  commercial  basis.  Since  on  the  original 
design  depends  the  economical  operation  of  the  plant,  great  care  and  foresight  must 
'>e  exercised  in  the  selection  and  arrangement  of  the  devices;  for  instance,  a  turbine 
for  low  head  would  not  be  so  efficient  if  connected  to  a  high  head,  and  vice  versa. 
The  location  of  the  power  plant  building  must  be  chosen  so  as  to  obtain  the  greatest 
head  with  the  least  expenditure  for  head  or  tail  race.  As  a  general  rule,  the  higher 
the  head  the  cheaper  will  be  the  installation. 

In  designing  a  plant,  and  in  the  selection  and  arrangement  of  the  equipment, 
some  originality  should  be  exercised.  No  designer  should  unreservedly  copy  the 
scheme  of  an  existing  plant,  since  what  might  be  economical  in  one  would  possibly 
DC  the  reverse  in  the  other.  Any  attempt  to  standardize  the  design  of  hydraulic 
plants  is  practically  impossible.  However,  in  the  design  of  a  single  station,  a 
system  of  standardization  must  be  adopted  to  minimize  expenses  in  design,  construc- 
tion, and  operation. 
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The  work  embodied  in  a  complete  installation  comprises  hydraulic,  mechanical, 
structural,  and  electrical  work.  They  are  necessarily  closely  allied,  and  it  is  essential 
that  the  design  of  the  entire  undertaking  be  placed  under  one  engineer.  If  this 
method  is  not  followed,  confusion  may  possibly  result,  delaying  the  work  and  incur- 
ring additional  expense.  If  the  work  is  divided  among  several  designers,  complete 
cooperation  may  not  exist,  and  the  various  designers  will  probably  conflict  with 
one  another;  for  instance,  the  same  article  or  work  may  appear  in  two  or  more 
drawings  or  specifications,  or  may  be  entirely  omitted,  one  designer  considering  it  a 
part  of  another's  work. 

Designing  Staff.  Having  secured  the  necessary  data,  and  fixed  the  size  of  the 
plant,  the  design  must  be  carried  on  systematically.  As  the  scope  of  power  plant 
design  is  a  broad  one,  it  is  necessary  in  large  plants  to  employ  assistants,  designers, 
and  draughtsmen. 

For  instance,  in  designing  a  50,000  K.W.  plant  the  designer's  staff  may  consist 
of  one  assistant,  who  is  familiar  with  the  various  branches  required  in  the  complete 
plant;  four  or  five  draughtsmen  (assistant  designers),  who  are  experienced  in  the 
various  branches  previously  mentioned.  The  hydraulic  or  mechanical  designer 
should  arrange  the  general  scheme,  such  as  arrangement  of  turbines  and  particularly 
the  headrace  and  the  foundation  of  the  building;  the  electrical  designer,  the  elec- 
trical layout,  such  as  wiring  and  switchboard,  etc.,  and  will  work  in  conjunction 
with  the  mechanical  engineer  to  establish  the  size  of  the  building.  The  structural 
design  depends  upon  the  data  supplied  by  the  mechanical  and  electrical  engineers 
for  the  skeleton  of  the  building,  floor  loads,  roof  trusses,  etc.  The  structural  engineer 
is  often  called  upon  to  assist  in  the  design  of  the  gates  and  penstocks,  also  to  design 
the  high  tension  transmission  towers. 

Architects  are  seldom  employed,  as  is  evidenced  from  the  severely  plain  power 
houses,  of  which  there  are  numerous  examples.  However,  in  the  last  few  years 
occasional  plants  have  been  erected  indicating  that  architectural  talent  has  been 
employed. 

In  order  to  bring  about  system  and  economy  in  the  draughting  department,  a  few 
tracers  may  be  employed  to  do  less  important  work,  such  as  tracing  and  lettering. 
By  shifting  the  tracers  around,  as  necessity  requires,  they  receive  proper  training 
and  a  general  knowledge  of  the  whole  power  plant  construction.  While  the  check- 
ing of  all  drawings  is  necessary,  it  is  not  feasible  to  employ  a  checker  to  verify  draw- 
ings of  all  branches.  While  he  may  check  the  dimensions  in  conjunction  with  the 
designer  of  the  individual  features,  it  is  impossible  to  find  a  checker  to  verify  the 
design  as  is  usually  done  in  structural  steel  branches.  Such  checkers  have  to  be 
familiar  not  only  with  the  general  scheme  but  with  the  detail  of  every  feature 
employed  in  the  design  of  the  complete  plant.  Therefore  the  designers  of  the  differ- 
ent branches  should  check  each  other's  drawings. 

Drawings  and  Specifications.  For  convenience  of  the  draughting  department 
and  especially  the  field,  all  drawings  should  be  standardized.  Drawings  larger 
than  24  X  36  inches  are  cumbersome  and  inconvenient  for  constructors.  Multi- 
plicity of  drawings  should  be  avoided.     Drawings  of  the  several  branches  must  not 
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appear  on  one  sheet,  i.e.,  the  structural  steel  must  not  be  on  the  same  sheet  as  the 
foundation  work  or  part  of  same.  It  is  common  practice  to  begin  the  work  after  a 
few  drawings  which  later  undergo  revision  as  construction  proceeds.  Unless 
a  system  of  revision  numbers  is  used,  subsequent  construction  is  seriously 
handicapped. 

Duplicate  sets  of  blue  prints  should  be  required  from  the  manufacturers,  one  set 
for  the  office  files,  the  other  to  be  returned  with  indicated  changes  or  approval  as  the 
case  may  be.  All  drawings,  as  well  as  incoming  and  outgoing  blue  prints,  should 
be  properly  indexed  on  a  two-card  filing  or  other  eflScient  system. 

Before  submitting  plans  and  specifications  to  contractors  for  bids,  they  should 
be  complete  in  every  respect,  in  fact  they  should  be  working  drawings.  The  speci- 
fications must  be  drawn  up  after  the  plans  are  finished  or  practically  finished,  and 
should  be  so  drawn  as  to  simplify  and  explain  the  plans. 

Each  contractor's  specifications  should  start  where  that  of  the  previous  con- 
tractor stopped,  so  that  the  work  will  not  overlap,  or  gaps  be  left.  It  is  not  infre- 
quent practice  by  plant  designers  to  consult  engineering  salesmen  or  manufacturers, 
from  whom  it  is  always  advisable  to  secure  specifications,  and  draw  comparisons 
between  the  products  of  the  various  manufacturers. 

As  stated,  specifications  and  plans  have  to  be  complete  before  they  are  sub- 
niitted  for  bids,  in  order  to  minimize  in  extras. 

Extras  are  usually  overcharged,  since  it  is  to  these  that  some  contractors  look 
for  profit.  For  instance,  the  contract  for  structural  steel  may  be  let  from  prelimi- 
nar\' drawings,  on  a  per  pound  basis,  say  from  three  to  four  cents;  when,  however, 
the  plans  are  worked  out  in  detail,  it  will  be  found  that  there  are  a  number  of  stair- 
c^s,  ladders,  railings,  etc.,  not  shown  in  preliminary  drawings,  and  the  contractor, 
®^  a  plea  that  more  workmanship  is  required  with  this  kind  of  work,  will  raise  his 
pnce  to  seven  or  eight  cents  per  pound  or  even  more.  For  certain  apparatus,  such 
^  turbines,  generators,  and  overhead  cranes,  etc.,  preliminary  bids  may  be  asked 
for  from  rough  drawings  to  ascertain  the  approximate  cost  of  the  plant.  This  may 
^  necessary  when  the  design  is  limited  to  a  fixed  sum. 

Reld  Office.  As  most  hydraulic  developments,  particularly  those  of  large  size, 
^e  far  away  from  the  main  engineering  organization,  it  is  necessary  to  have  an 
experienced  and  capable  engineer  with  a  good  staff  in  the  field.  Cases  always  arise 
^^nng  construction  where,  for  various  reasons,  the  drawings  cannot  be  strictly 


d,  and  to  secure  the  necessary  instruction  from  the  home  office  consumes 
^^h  time  and  may  cause  confusion.  Most  of  the  errors  discovered  in  the  process 
^*  construction  are  trivial  in  themselves,  but  affect  the  remainder  of  the  plant.  Any 
"^fications  of  the  original  drawings  made  in  the  field  must  be  undertaken  only  by 
^^^rienced  resident  engineer,  who  must  have  sufficient  authority  from  the  head 
^ttice.  All  field  corrections,  however,  must  be  at  once  reported  to  the  main  oflSce, 
"lat  corresponding  changes  can  be  made  on  the  original  design. 
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CHAPTER   11. 

DAMS. 

Gravity  Dams.  The  fundamental  principles  on  which  the  stability  of  a  dam  is 
calculated  are  given  in  the  following  formulas:  First,  it  is  essential  to  know  the 
location  of  the  center  of  gravity  of  a  dam.  This  may  be  found  for  a  dam  of  triangular 
shai>e,  as  it  is  indicated  in  Fig.  i.     Assuming  that  the  water  behind  the  dam  is  even 
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irith  the  crest,  as  seen  in  Fig.  2,  the  pressure  of  the  water  against  the  dam  is  calculated 
n  the  following  way: 

H  =  head  or  height  in  feet. 
P  =  total  pressure  of  water  in  pounds. 

—  =  center  of  pressure. 
3 
W  =  total  weight  of  dam  acting  through  center  of  gravity, 

bxH  Xi  ^ 

= X  140. 

2 

P  =H  X  I  X  62.5  X  —  • 
2 

The  pressure,  P,  acts  perpendicularly  to  the  face,  and  in  turning  the  dam  over 
uses  the  lever  AD.    The  overturning  moment  is  P  X  DA. 
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To  counterbalance  the  tendency  of  the  water  to  overturn  the  dam,  the  weight 
of  the  dam  acts  through  the  lever  AF,  EF  is  drawn  perpendicular  to  the  base 
through  the  center  of  gravity.  The  resisting  moment  due  to  the  weight  of  the  dam 
isW  X  FA. 

-—p  is  the  factor  of  safety. 

P  X  DA  ^ 


Fig.  3. 

When  the  dam  is  turned  around  as  shown  in  Fig.  3,  the  stability  is  calculated  as 
follows: 

The  water  pressure  acts  perpendicularly  to  the  face  CB,  and  the  center  of  pressure 
acts  on  a  line  at  the  intersection  of  the  slope  and  J  H. 

The  force,  P,  tends  to  overturn  the  dam  about  A  with  a  lever  arm  DA,  which  is 
the  perpendicular  distance  between  the  line  of  application  of  P  and  the  point  A. 
From  this,  it  will  be  noticed,  that  the  flatter  the  face  CB,  the  less  tendency  the  water 
has  to  overturn  the  dam. 

W    XFA     .      ,.         f       ,  f  r, 

=— -  IS  the  factor  of  safety. 

P  X  DA  ^ 


By  examining  the  above  fraction  it  will  be  seen  that  the  factor  of  safety  is  increased. 
That  is,  as  the  dam  is  made  to  approach  the  gravity  type,  the  overturning  tendency 
of  the  water  is  diminished. 

The  above  calculations  are  based  on  a  theoretical  dam,  such  as  is  never  built, 
because  it  is  impractical  to  build  such  a  sharp  crest,  owing  to  the  flow  of  water.  In 
practice,  gravity  dams  are  built  similar  to  Fig.  4;  the  center  of  gravity  is  found  by 
laying  off  the  breadth  of  the  base  on  the  slope  side  of  the  crest,  and  the  breadth  of 
the  crest  on  the  opposite  side  on  the  base;  then  draw  a  line  connecting  the  points  VV. 
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Draw  a  line  from  the  middle  of  •  the  crest  to  the  middle  of  the  base,  connecting 
p>oints  XY.  The  center  of  gravity  is  located  at  the  intersections  of  lines  UV  and  XY. 
As  gravity  dams  usually  have  water  flowing  over  (Fig.  5),  the  following  calculations 


Fig.  4. 


Fig.  5. 


represent  the  conditions  to  be  considered.  The  center  of  gravity  is  found  as  in 
Fig-  4.  The  vertical  line  EF  is  drawn  through  the  center  of  gravity.  The  pressure 
P  acts  at  point  Z,  and  is  located  according  to  the  formula 


The   overturning  effect  of  the  water  is  the  same  as  before,  P  X  AD,     The  dam 
counterbalances  the  overturning  effect  of  the  water  with  a  moment,  W  X  FA, 


W  X  FA 
P  X  AD 


^  factor  of  safetv. 


IR  is  the  resultant  of  forces  P  and  W,  and  is  found  by  the  application  of  paral- 
lelogram of  forces.  IW  is  drawn  proportional  to  the  weight  of  the  masonry,  and 
WR  is  drawn  proportional  to  the  pressure  of  the  water.  To  have  the  dam  stable, 
the  resultant,  //?,  must  cut  the  base  in  some  point  as  K,  which  must  be  at  a  distance 
greater  than  one-third  the  length  of  the  base  from  the  toe. 

The  downstream  side  or  face  of  the  spillway  of  the  dam  must  be  made  to  conform 
mth  the  shape  of  the  overflowing  water,  and  in  order  to  prevent  erosion,  the  foot 
must  be  provided  with  a  curved  apron  as  seen  in  the  accompanying  illustrations 
(Figs.  6  to  8).  This  apron  must  be  designed  to  withstand  the  effect  of  vacuum 
produced  by  the  overflowing  water. 
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Earthen  and  timber  dams  have  long  upstream  faces,  so  that  the  tendency 
water  to  overturn  them  is  greatly  lessened,  and  are  more  fully  treated  und( 
respective  sub-headings. 


Fig.  6. — Cross  Section  of  Dam  (St.  Louis 
River).  Great  Northern  Power  Company, 
Duluth,  Minnesota. 


Fig.  7. — Dam  at  Morgan  Fall,  Get 
Chattahoohee  River. 


Masonry  Dams.  Masonry  dams  are  made  either  in  the  gravity  or  arcl 
The  stability  of  the  straight  gravity  dam  depends  upon  its  own  weight,  while 
the  arch  type  depends  upon  the  thrust  action  at  the  ends,  which  rest  on  the  mc 
slope. 

All  gravity  dams  must  rest  upon  very  solid  foundations.  Where  this  co 
cannot  be  obtained,  an  artificial  one  must  be  made,  which  can  be  done,  for  in 
by  driving  wooden,  concrete  or  iron  sheet  piles.  Where  a  rock  bed  is  found,  t 
must  be  cleaned  of  all  earth  and  loose  boulders,  and  provided  with  trenches  to  ii 

the  resistance  of  friction  by  sliding.  The 
of  the  dam  should  extend  some  five  or  j 
below  the  river  bed  to  prevent  the  wate 
leaking  under,  which  might  make  the  dam 
The  majority  of  masonry  dams  are  n: 
solid  concrete  or  of  cyclopean  masonry  (I 
The  mixture  used  in  concrete  dams  is  i 
or  I  :  4  :  8,  depending  greatly  uj)on  the  size 
dam.  Frequently  a  coarser  mixture  is 
known  as  rubble  concrete.  In  large  hy 
undertakings,  particularly  in  the  West,  cy( 
masonry  is  employed;  the  stones  vary  in  siz 
cobble-stones  up  to  stones  weighing  one  to  Xw 
The  stones  are  so  placed  that  the  smaller  c 
up  the  places  between  the  big  ones,  the  whole  being  embedded  in  concrete  1 
Care  must  be  taken  in  the  construction  of  these,  as  well  as  other  dams,  to  mak 


Fig.  8. — Dam  at  Spier  Fall,  Albany. 
Hudson  River  Electric  Power 
Company,  New  York. 
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as  water  tight  as  possible  to  prevent  seepage.  To  accomplish  this,  the  upstream 
side  of  the  dam  must  be  faced  with  a  rich  mixture  of  cement  mortar  or  a  finer  course 
of  concrete;  sometimes  tiles  are  used  for  facing.  In  addition  to  this,  vertical  drain- 
age pipes  are  embedded  in  the  concrete  to  carry  off  seepage.  The  pipes,  usually 
4  inches  in  diameter,  are  set  in  vertical  sections,  with  space  between,  so  that  the 
seepage  can  enter  same,  and  join  mains  which  discharge  on  the  downstream  side. 

Reinforced  Concrete  Dams.  In  the  last  five  or  six  years,  the  reinforced  concrete 
dam  has  been  much  favored  for  hydroelectric  plants.  The  design  is  specialized  and 
involves  striking  features  of  the  adaptability  of  reinforced  concrete.  The  principle, 
which  these  designers  of  dams  endeavor  to  preserve,  is,  that  the  water  pressure  applied 
to  a  dam  renders  it  not  less  but  more  stable,  that  is,  the  vertical  component  of  the 
static  pressure  is  made  use  of  to  pin  the  dam  to  its  foundations,  whereas,  with  the 
previously  discussed  masonry  gravity  dams,  the  pressure  of  the  water  is  exerted 
horizontally  (provided  the  upstream  side  is  vertical)  to  overturn  the  dam,  which  must 
therefore  be  made  sufficiently  massive  to  resist  the  pressure  by  its  own  weight.  The 
pressure  exerted  on  the  foundation  of  a  gravity  dam  varies,  theoretically,  from  zero 
at  the  upstream  edge  to  a  maximum  at  the  downstream  edge.  The  maximum  must 
never  exceed  the  crushing  strength  of  the  material.  Usually  a  factor  of  safety  of  2  or 
ij  is  employed. 

The  slope  of  the  "deck"  of  a  reinforced  concrete  dam  may  be  so  related  to  the 
weight  and  width,  that  the  pressure  on  the  foundation  is  controlled  at  the  will  of  the 
designer. 

Usually  the  proportions  are  such  that  the  diagram  of  pressure  is  nearly  a  rectangle; 
i<^-,  the  pressure  is  kept  substantially  uniform  over  the  whole  foundation,  and  with  the 
excess  pressure,  if  any,  thrown  slightly  towards  the  upstream  angle  instead  of  being 
concentrated  at  the  downstream  edge.  This  arises  from  the  fact  that  the  resultant 
of  the  water  pressure  and  weight  of  the  dam  can  be  held  at,  or  a  little  above,  the  center 
of  the  base,  instead  of  passing  down  to  the  lower  edge  of  the  middle  third.  The 
"movements  of  this  resultant  and  the  base  pressures  dependent  thereon  may  be  followed 
in  the  diagram.  Fig.  9,  in  which  the  resultant,  as  the  dam  fills,  is  seen  to  advance 
%hdy  upstream  from  the  center,  until  the  dam  is  about  three-quarters  full,  returning 
*gain  nearly  to  the  center,  when  the  dam  is  under  its  calculated  flood.  The  angle  of 
ihe  resultant  also  is  always  kept  within  the  limit  of  the  angle  of  friction,  so  that  the 
oamhas  no  tendency  to  move  on  its  base. 

Fig.  10  shows  about  the  simplest  form  of  dam  adapted  to  moderate  heads  and 
nard  foundations.  It  consists  of  a  series  of  buttresses  variously  spaced  from  12  feet 
to  18  feet  apart  on  centers,  and  covered  with  a  deck  of  concrete,  reinforced  between 
toe  different  bays  as  a  beam  after  the  usual  formula.  The  factor  of  safety  throughout 
IS  said  to  be  never  less  than  5  in  all  its  relations.  But  little  reinforcement  is  used  in 
the  buttresses,  except  at  the  edges  and  around  the  openings,  which  are  left  for  con- 
^"waience  and  to  save  material.  The  deck  reinforcement,  however,  is  abundant,  and 
^^ithin  i\  inches  of  the  lower  side,  leaving  from  10  inches  to  several  feet  of  concrete 
"^^cen  the  steel  and  the  water.  The  thickness  of  the  deck  necessarily  increases 
^^  top  to  bottom  with  the  increase  of  head.     The  concrete  in  the  deck  is  mixed 
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Fig.  9. — Behavior  of  Resultants  in  Solid  Dam. 


Fig.  10. — ^Behavior  of  Resultants  in  a  Concrete-Steel  Dam. 
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1:2:4,  usually  with  fine  aggregates,  and  is  poured  into  the  forms  in  the  condition 
known  as  "  slop  concrete."  This  insures  a  thorough  coating  of  the  steel  with  cement, 
and  furthermore,  insures  a  density  of  concrete  which  seems  to  be  sufficient  to  forestall 
porosity  altogether. 

A  dam  of  this  design,  when  on  rock,  has  no  continuous  base,  and  therefore  cannot 
be  threatened  by  water  pressure  finding  its  way  through  seams  in  the  rock,  and 
exerting  a  lifting  pressure  on  the  dam.  On  gravel  or  other  porous  foundations,  an 
artificial  base  is  first  laid  down  covering  the  entire  area,  but  in  such  cases,  this  base 
or  floor  is  pierced  with  numerous  "weep  holes,"  so  that  upward  pressure  is  again 
forestalled. 

Being  hollow,  reinforced  concrete  dams  not  only  possess  the  unusual  feature  of 
interior  inspection,  but  the  hollow  space  puts  at  the  disposal  of  the  engineer  a  valuable 
space  from  which  to  work  the  various  adjuncts,  such  as  flashboards,  waste  gates, 
log  sluices,  movable  crests,  etc.,  all  of  which  are  handled  from  the  inside  of  the  dam, 
allowing  the  whole  width  of  the  river  to  be  utilized  for  roUway,  instead  of  being 
more  or  less  obstructed  by  bulkheads.  The  interior  of  the  dam  admits  of  plenty  of 
space  for  a  passageway,  which  may  vary  from  an  ordinary  foot  bridge  to  the  equip- 
ment of  a  complete  power  plant  as  seen  in  Fig.  1 1. 


Fig.  II. — ^Patapco  Dam,  Ilchester,  Maryland. 


The  spacing  of  the  piers,  which  leaves  a  free  waterway,  often  enables  this  type  of 
dam,  on  certain  foundations,  to  be  built  without  the  use  of  a  coffer  dam,  by  first 
carrying  up  piers  in  caissons  to  a  uniform  grade  a  few  feet  above  the  ordinary  water 
level,  and  then  completing  the  superstructure  while  the  water  is  allowed  to  run 
frcrely  between  the  piers.  When  the  dam  is  completed,  these  spaces  are  subsequently 
and  permanentiy  closed  with  concrete. 

Referring  to  Fig.  11,  this  dam,  200  feet  long  and  30  feet  high,  is  located  near 
nchester,  Md.,  and  crosses  the  Patapsco  River.    The  power  house  is  located  inside, 
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and  is  equipped  with  three  5cx)-HP.  turbines,  provided  with  draft  tubes  extend  :»^^g 
vertically  into  the  tailrace;  the  generators  are  direct  connected  to  the  turbines;  '^rie 
switchboard  and  other  electrical  equipment  are  also  located  inside,  so  that  the  wh-  ^:>le 
plant  is  housed  inside  of  the  dam.  As  this  plant  has  been  in  operation  for  some  tir'^cxc, 
no  trouble  has  been  experienced  due  to  moisture;  however,  the  power  house  itscl^^  is 
inclosed  with  four-inch  walls  of  ferro-inclave,  entirely  separate  from  the  structure  of 
the  dam  itself. 

Another  power  plant,  where  a  reinforced  concrete  dam  has  been  employed,  is  giw^-c^n 
in  Fig.  12,  showing  the  general  arrangement  of  dam,  forebay  and  power  house,      ^ 
the  Bar  Harbor  and  Union  River  Power  Company,  Ellsworth,  Me.     The  dani      i^ 
450  feet  long  and  64  feet  high.     The  conditions  were  such,  that  a  semi-attached  pov^-^:^^ 
house  was  necessary  at  right  angles  to  the  dam,  and  necessarily  supplied  from    ^ 
forebay.     Access  to  the  power  house  and  waste  gates  may  be  had  through  the  body  9^ 
the  dam,  which  is  entered  on  the  opposite  end  from  the  power  house.     Part  of  thcT 
dam  is  utilized  as  a  machine  shop,  storeroom,  etc.     A  sluice  gate  in  the  crest  i^ 
provided,  to  flush  away  the  accumulated  trash  which  may  lodge  against  the  dam. 
The  details  of  construction  of  the  dam  are  given  in  Figs.  13  and  14,  and  are  self- 
explanatory. 

This  dam,  as  well  as  those  above  described,  was  constructed  by  the  Ambursen 
Hydraulic  Company,  Boston,  Mass.,  to  whom  the  writer  is  indebted  for  data  on       ^ 
reinforced  concrete  dams.  I 

Coffer  Dams.  In  most  cases,  when  dams  are  built,  coffer  dams  are  necessary  to 
hold  back  the  water,  so  that  the  construction  of  the  main  dam  can  be  carried  on. 
The  coffer  dams  are  built  so  that  a  section  of  the  stream  or  the  entire  river  is  deflected. 

They  are  temporary  constructions,  and  are  removed  after  the  main  dam  is  com- 
pleted. In  shallow  and  still  water,  they  may  be  built  of  gravel  and  clay,  or  bags 
filled  with  gravel  and  clay,  or  bundles  of  fagots,  between  which  is  placed  gravel  and 
clay.  When  the  water  is  deeper  and  a  current  exists,  this  material  is  apt  to  be 
washed  away;  in  such  a  case,  sheet  piling  is  used.  Where  single  sheet  piling  is  not 
sufficient  to  withstand  the  current,  two  rows  of  sheet  piling  are  used,  the  space  between 
being  filled  with  puddle;  this  construction,  of  course,  has  to  be  properly  braced,  and, 
as  it  is  composed  mostly  of  wood,  it  is  becoming  very  expensive;  owing  to  this  fact,  it 
has  been  replaced  in  recent  years  by  sheet  steel  piling.  This  sheet  steel  piling  is 
made  of  rolled  iron,  such  as  Z-bars,  channels,  I-beams,  and  in  some  cases,  specially 
rolled  forms;  they  are  so  placed  that  they  are  interlocked  and  kept  water  tight.  This 
system  is  very  much  favored,  particularly  in  large  construction  work.  They  are 
easily  driven  home,  and  after  the  work  is  finished,  they  may  be  used  again  for  other 
or  similar  purposes. 

Crib  Dams.  Where  the  bed  of  the  river  is  rock  or  near  to  it,  the  sheet  pile  coffer 
dam  cannot  be  used;  in  place  of  it,  the  crib  dam  must  be  substituted.  Before  a  crib 
is  sunk,  soundings  must  be  made,  to  ascertain  the  contour  of  the  bottom;  in  some 
cases  divers  are  sent  down.  The  lower  part  of  the  crib  is  made  on  shore  and  floated 
to  the  place  where  it  is  to  be  sunk,  which  is  done  by  filling  the  same  with  rocks.  As 
the  crib  sinks,  the  remainder  of  the  crib  is  completed.    These  cribs  are  made  in 
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Figs.  13  and  14. — Detail  Construction  of  Reinforced  Concrete  Dam  at  Ellsworth,  Maine. 
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sections,  about  8  to  10  feet  square,  and  are  grouped  in  width  according  to  the  height 
of  the  crib.  The  opening  between  adjoining  cribs  must  be  closed  up  by  stop  logs 
and  timber  sheeting. 

The  sheeting  must  be  placed  so  as  to  break  joints,  and  shaped  to  fit  the  profile 
of  the  river  bed.  For  further  tightness,  riprap,  sand  and  loam  are  dumped  on  the 
bottom  of  the  upstream  side  of  the  crib. 


Fig.  16.— Timber  Dam. 

Umber  Dams.  In  a  timber  gravity  dam,  the  timbers  are  placed  alternately 
parallel  to  and  crosswise  the  stream,  the  spaces  between  being  filled  with  earth  and 
stone.  The  bearings  of  the  timbers  are  cither  notched,  or  spiked  by  iron  drift  bolts. 
If  the  dam  is  built  for  retaining  water  only,  the  upstream  side  is  built  on  a  slope, 
while  the  downstream  side  may  be  vertical.  If  the  water  overflows  the  dam,  ihc 
downstream  side  must  be  on  a  slope,  in  order  to  prevent  the  water  washing  away  the 
river  bed  in  front  of  the  dam.  There  are  several  examples  of  failures  of  timber  dams 
due  to  the  erosion  of  the  river  bed.     Trautwine  states: '  the  Jones  Dam  at  Cape  Fear 

*  Trautwine,  Civil  Engineers'  Pocket  Book. 
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River  had  a  height  of  i6  feet,  and  the  usual  water  fall  was  lo  feet  into  a  pool  6  feet 
deep,  and  in  a  few  years  wore  out  the  soft  shale  rock,  undermining  the  dam  to  such  an 
extent  that  it  gave  way.  The  timber  dam  at  Holyoke  is  another  example  of  the 
erosion  of  the  river  bed  due  to  the  falling  of  the  water,  so  that  the  dam  had  to  be 
reinforced  by  a  downstream  apron. 

The  apron  of  the  downstream  side  of  the  dam  should  be  on  an  angle  of  about 
30  degrees,  so  that  the  water  has  an  easy  overflow  and  protects  the  river  bed. 

There  are  other  forms  of  timber  dams,  the  frame  types.  They  are  built  in 
framework  of  various  forms,  which  vary  according  to  conditions.  The  timbers  are 
framed  and  strongly  braced,  upon  the  top  of  which  is  placed  sheet  planking.  As  they 
are  lighter  than  the  rock-filled  timber  dam,  the  upstream  side  must  be  on  a  longer 
slofK*,  so  that  advantage  may  be  taken  of  the  weight  of  the  water  to  secure  greater 
stability.  These  dams  are  easily  built,  and  in  certain  sections  of  the  country  they 
are  the  cheapest  form  for  hydraulic  power  developments. 

However,  with  the  diminution  of  the  forests  and  the  cheapness  of  masonry  and 
iron,  the  latter  is  more  profitable  to  use. 
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Fig.  17. — Hauser  Lake  Steel  Frame  Dam. 


Steel  Frame  Dams.  Similar  in  construction  to  the  timber  framework  dam  is 
the  steel  frame  dam,  as  seen  in  Fig.  17.  This  dam  has  been  erected  by  the  Helena 
Power  Transmission  Company,  across  the  Missouri  River  at  Helena,  Mont.* 
During  a  period  of  the  year,  about  two  to  four  months,  it  has  to  stand  high  floods 
and  act  as  an  overflow  dam.  It  is  about  75  feet  high  and  630  feet  long.  The  lower 
section  of  the  upstream  side  is  of  concrete,  behind  which  is  rubble  masonry;  the  upf)er 
section  is  made  of  structural  steel  trusses  9  feet  9  inches  apart.  The  entire  upstream 
side  is  faced  with  steel  {)Iatcs;  those  on  the  bottom  extend  into  concrete  and  fastien 
to  sheet  piling  beneath  the  river  bed,  so  as  to  prevent  the  water  from  washing  beneath 

*  Zeitschrift  des  Vereints  deutscher  Ingenieure^  April  18,  1908. 
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the  dam.  These,  as  well  as  those  on  the  upper  section,  are  flat  plates,  five-sixteenths 
of  an  inch  thick,  while  the  middle  are  concave  and  three-eighths  inch  thick.  Only 
the  upper  section  of  the  downstream  side  is  faced  with  steel  plates;  the  lower  section 
is  made  of  timber  and  faced  with  planking.  On  the  top  of  the  dam  is  a  flashboard 
structure  faced  with  steel  plates  at  both  ends,  and  in  the  middle  is  an  opening  50  feet 
long  to  let  through  floods,  and  can  be  closed  after  the  flood  has  passed. 

This  dam  failed  on  April  14,  1908,  and  at  the  time  of  the  accident,  the  matter 
of  acceptance  and  final  settlement  was  in  the  hanfls  of  the  attorneys  of  the  power 
company.     The  following  is  an  abstract  report  given  by  the  Electrical  Review} 

"The  initial  break  occurred  at  bent  39,  about  400  feet  from  the  east  or  power- 
house end  of  the  dam.  The  anchorage  at  this  point  apparently  gave  way,  breaking 
the  seal,  and  allowing  the  water  to  pass  under  the  rubble  masonry  fill.  The  water 
rapidly  cut  away  the  gravel,  permitting  settlement  of  this  upstream  masonry,  and 
carrying  down  with  it  the  lower  end  of  the  girder,  forming  the  upper  member  of  the 
steel  bent.  The  expansion  joint  in  this  girder,  and  in  the  plates  of  the  dam  just  above 
the  top  of  the  masonry,  gave  way,  leaving  the  bents  and  plates  unsupported  in  such 
a  manner  that  the  water  pressure  pushed  over  this  section.  About  six  minutes 
elapsed  from  the  time  the  water  first  came  through  under  the  rubble  masonry  until 
the  expansion  joint  failed  and  the  first  bent  toppled  over,  carrying  out  a  section 
about  30  feet  in  width.  The  tremendous  rush  of  water  rapidly  widened  the  breach, 
the  foundations  on  each  side  were  undermined,  and  the  posts  and  steelwork  buckled 
at  right  angles  to  the  direction  of  the  flow  of  the  river.  The  bents  continued  to  give 
way  and  fall  until  the  breach  widened  to  nearly  300  feet.*' 

Earth  Dams.  The  earth  dam  is  the  oldest  type  of  dam  known,  and  is  still  used  in 
hydraulic  developments.  They  are  made  of  loam,  clay,  and  rock,  or  a  combination 
of  same.  These  dams  are  used  principally  in  still  water;  however,  if  they  are  intended 
to  be  used  as  an  overflow  dam,  they  must  be  properly  faced  so  that  no  erosion  can 
take  place.     The  upstream  side  usually  has  a  slope  of  2  :  i,  while  the  downstream 


Fig.  18. — Cross  Section  of  Necaxa  Dam,  Mexico. 

side  has  the  same  slope  or  somewhat  less,  frequently  i  J  :  i.  These  dams  are  some- 
times sluiced  into  place.  A  dam  built  after  this  method  is  given  in  Fig.  18;  it  is  that 
of  the  Necaxa  Light  and  Power  Company.'  It  is  180  feet  high,  1276  feet  long  at 
the  crest,  and  has  a  thickness  of  950  feet  at  the  base  and  54  feet  at  the  top.     The 

*  EUetrical  Review,  May  16, 1908.  '  Trans.  Am.  Soc.  C.  E.,  vol.  lviii,  p.  37,  1907. 
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slope  on  the  upstream  side  is  3  :  i,  and  on  the  downstream  side  2  :  i.  The  make-up 
of  the  dam  is  best  shown  in  the  cut,  and  consists  of  about  2  million  cubic  yards  of 
material,  which  was  obtained  from  the  neighboring  hills  and  sluiced  into  place. 

The  method  of  construction  as  given  in  a  paper,  "The  Necaxa  Plant  of  the 
Mexican  Light  and  Power  Company,"  by  F.  S.  Pearson  and  F.  O.  Blackwell,  is  as 
follows: 

"The  ground  was  first  cleared  and  stripped,  a  trestle  to  support  the  flume  was 
erected,  and  low  earth  dikes  were  made  at  the  upstream  and  downstream  limits  of 
the  fill,  to  hold  the  mud  and  water.  The  material  was  then  sluiced  in,  the  pipes 
discharging  near  the  embankments  so  that  the  boulders  and  gravel  were  deposited 
on  the  faces,  and  the  fine  mud  in  the  center  of  the  dam.  The  dikes  were  raised  as 
the  dam  filled,  and  the  water  spilled  over  the  upstream  face  into  the  pond.  During 
construction  the  water  of  the  river  passed  through  the  discharge  gates,  which  were 
made  large  enough  for  the  purpose.  A  spillway  was  provided  over  a  neck  of  rock 
to  the  north  of  the  dam." 

For  additional  stability,  the  earth  dam  may  be  built  with  a  concrete  or  reinforced 
concrete  core.  A  dam  of  the  latter  type  is  at  Dixville,  N.H.*  The  core,  1:3:4 
concrete,  is  3  feet  thick  at  the  bottom  and  10  inches  at  the  top;  it  is  reinforced  by 
corrugated  steel  bars.  Owing  to  the  character  of  the  soil  the  core  rests  on  an  inter- 
locking steel  sheet  piling,  which  is  driven  at  depths  ranging  from  10  to  32  feet,  the 
entire  length  of  the  dam,  the  upper  end  being  embedded  into  the  concrete  core. 
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Fig.  19. — Earth  Dam  with  Reinforced  Concrete  Core  Wall,  Dixville,  New  Hampshire. 

Movable  Dams.  There  are  great  variations  in  movable  dams,  such  as  sluice  gate, 
drum  and  butterfly  types,  and  common  flashboards.  They  are  used  where  a  great 
fluctuation  of  water  level  is  encountered,  and  are  adapted  to  establish  various  heads. 
Probably  the  most  prominent  of  this  type  of  dam  is  the  Stoney  roller  sluice  gate, 
built  in  practically  any  size.  These  gates  move  in  vertical  grooves  on  roller  trains  in 
the  abutting  piers.  The  arrangement  of  the  roller  trains  is  such  that  the  gates  move 
twice  as  fast  as  the  rollers,  that  is,  the  gates  roll  on  the  diameter  of  the  rollers,  and 
the  rollers  roll  on  their  radii;  both  the  rollers  and  the  gates  are  counterbalanced,  so 

»  An  Earth  Dam  with  Reinforced  Concrete  Core  Walls  at  Dixville,  N.H.,  by  A.  W.  Dudley.  Engineer^ 
ing  Record,'  AprW  25,  1908. 
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Fig.  20. — General  Arrangement  of  Stoney  Roller  Sluice  Gate,  at  Beznau  Plant, 

Switzerland. 


34 


HYDROELECTRIC   DEVELOPMENTS   AND   ENGINEERING. 


that  a  gate  under  a  pressure  of  300  or  400  tons  can  be  easily  moved  by  hand.  A 
type  of  this  gate  is  shown  in  Fig.  20,  seven  of  which  have  been  installed  in  connection 
with  the  Beznau  plant,  Switzerland. 

These  gates  are  49  feet  wide  and  20  feet  high;  they  are  made  of  structural  steel, 
and  provided  on  the  bottom  with  a  square  timber,  resting  on  a  cast-iron  shoe  embedded 
in  the  concrete  of  the  dam.  The  sides  of  the  gates  are  made  water  tight  by  steel 
ropes  which  are  held  against  the  joint  by  the  pressure  of  the  water  (see  Fig.  21). 


Fig.  21. — Details  of  Stoney  Roller  Sluice  Gate. 


Each  gate  may  be  operated  by  hand,  two  men  being  necessary,  or  for  quick  operation, 
there  is  a  portable  8-HP.  motor.  Plans  are  at  present  in  preparation  for  the  installa- 
tion of  an  hydraulic  turbine  at  the  dam,  for  automatically  operating  these  gates  in 
case  of  emergency.  The  discharge  of  the  water  from  this  type  of  dam  takes  place 
from  underneath  as  the  dam  is  hoisted;  thus  the  foreign  material  which  collects  on 
the  bottom  is  easily  discharged. 

Butterfly  Dam.  Another  type  of  movable  dam  is  the  butterfly,  an  example  of 
which  is  given  in  Fig.  22.  Two  of  this  kind  have  been  installed  in  connection  with 
the  Chicago  Drainage  Canal,^  one  being  12  feet  and  the  other  48  feet  wide. 

The  two  movable  crest  dams  are  practically  alike  in  details  of  construction  and 
operation.  Each  movable  crest  is  built  of  structural  steel  shapes  and  steel  plates, 
and  is  practically  a  45-degree  sector  of  a  cylinder  with  a  26-foot  radius.  Each  sector 
is  hinged  horizontally  along  the  axis  of  the  cylinder  of  which  it  would  form  a  part,  to 

*  Movable  Crest  Dams  at  the  Water  Power  Development  of  the  Chicago  Drainage  Canal.  The 
Engineering  Record,  Aug.  24,  1907. 
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the  top  of  a  back  wall  on  which  it  is  mounted  on  the  downstream  side.  The  radial 
deck  plane  and  the  curved  upstream  front  of  the  sector  are  made  water  tight  with 
steel  plates,  the  deck  being  provided  with  steel  angles  for  ice  skids.  The  deck  plane, 
the  lower  radial  plane  and  the  curved  face  are  heavily  reinforced  by  intermediate 
steel  frames.  When  the  crest  formed  by  the  intersection  of  the  curved  face  and  the 
radial  deck  plane  is  at  the  maximum  operating  height,  the  lower  radial  plane  of  the 
sector  is  horizontal.     As  the  crest  is  lowered,  the  sector  rotates  on  its  axis  and  moves 


Fig.  22. — Butterfly  Dam,  Chicago. 
Drainage  Canal  Power  Plant. 


Fig.  23. — Detail  of  Back  Hinge  of 
Butterfly  Dam. 


into  a  space  in  the  concrete  base,  which  is  also  approximately  a  sector  of  a  cylinder, 
of  about  the  same  radius  as  that  of  the  crest,  the  radial  deck  being  horizontal  when 
the  crest  is  at  its  lowest  position.  The  crests  of  both  dams  have  a  vertical  range  of 
18  feet,  from  2  feet  above  to  16  feet  below  Chicago  datum,  the  water  surface  above  the 
dams  being  4  to  6  feet  below  that  level  under  normal  conditions  of  flow. 

Bear  Traps.  The  old  bear-traps  consisted  of  two  leaves,  hinged  to  the  foundations. 
The  upstream  leaf  overlaps  the  downstream  leaf  when  the  gate  is  lowered.  A  culvert 
leaves  from  the  river  upstream,  to  the  space  under  the  leaves,  and  a  second  culvert 
from  this  space  to  the  river  downstream,  and  are  provided  with  valves.  When  the 
first  culvert  is  opened  with  the  second  closed,  the  hydraulic  pressure  under  the  leaves 
causes  them  to  rise,  provided  the  head  from  the  upstream  culvert  is  sufficient. 
Reversing  the  process,  the  leaves  will  fall. 

The  interior  angle  formed  by  the  leaves  in  the  raised  position  must  not  be  less 
than  90  degrees,  since,  if  it  were,  the  trap  when  once  up,  would  not  fall  under  the 
action  of  the  hydraulic  forces.  The  angle  should  be  about  100  to  105  degrees,  and 
if  the  angle  is  too  great,  the  width  of  the  base  will  be  excessive  in  proportion  to  the 
height  of  the  crest  above  the  foundations. 

The  principal  defects  of  the  old  bear-trap,  as  given  by  P.  S.  Bond,*  are  as  follows: 

I.  Sliding  friction  between  the  leaves. 

II.  Width  of  base  too  great  for  height  attained. 

III.  The  overlap  of  upper  upon  lower  leaf. 

rV.  Inability  to  raise  and  fall  uniformly  (tendency  to  warp). 

*  The  Permanent  Improvement  of  the  Ohio  River.     The  Engineering  Record,  Jan.  16,  1909. 
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V.  Necessity  for  initial  head  in  raising. 

VI.  Difficulty  of  stopping  without  shock  in  raising. 

VIL  Difficulty  of  operation  in  wide  passes,  and  division  into  several  sections 
by  piers. 

VIII.  Leakage  at  time  of  raising. 

IX.  Liability  of  binding  on  debris  along  side  walls,  and  driftwood  lodged  in 
the  exterior  angle  between  the  leaves. 

X.  Improper  proportioning  of  leaves  (unscientific  design). 

XI.  Cost. 

Many  improvements  have  been  made  in  late  years,  which  relate  more  or  less  to 
the  mechanical  construction. 

Cylindrical  Dams.  On  the  continent  of  Europe,  several  cylindrical  rolling  dams 
have  been  installed.  Two  prominent  ones  are  located  in  the  rivers  Main  and  Sau 
at  Schweinfurt,  Bavaria;^  the  former  is  13.5  feet  in  diameter  and  has  a  clear  width 
of  about  60  feet;  the  other  one  has  a  diameter  of  6.5  feet  and  a  length  of  115  feet. 
It  is  practical  to  make  them  39  feet  in  diameter  and  150  feet  span.  These  dams  are 
nothing  more  than  two  concentric  shells,  the  space  between  being  air  tight.  The  inner 
shell  is  open  at  the  ends,  so  that  when  the  dam  is  lowered,  the  water  flows  through, 
thus  reducing  the  buoyancy  effect.  The  dam  is  raised  and  lowered  by  a  chain  or 
cable  wound  around  one  end ;  both  ends  roll  on  cogwheel  tracks. 

The  principal  claims  for  this  type  of  dam  are,  the  elimination  of  piers  in  the  center 
of  a  river,  simplicity  of  construction  in  dam  as  well  as  machinery,  and  ease  of  opera- 
tion. The  dam  may  be  easily  raised  above  the  river  level,  thus  giving  a  free  and 
unobstructed  passage. 

Needle  Dams.  A  system  for  the  temporary  imponding  of  water  is  the  needle 
dam,  consisting  of  a  row  of  squared  timber  or  heavy  planking  set  upright  against  a 
trestle.  In  case  of  excessive  flood,  a  number  are  removed  and  the  water  released. 
As  these  needle  dams  are  usually  built  across  the  entire  width  of  the  river,  the  trestle 
remains  as  an  obstruction  to  floating  material  when  any  of  the  needles  are  removed. 

Chanoine  Dam.  The  objection  in  the  needle  dam  mentioned  is  overcome  in  the 
Chanoine  Dam,  which  can  be  lowered,  thus  giving  free  passage;  it  will  tip  auto- 
matically when  the  water  rises  to  a  certain  height  overflowing  the  crest,  similar  to 
permanent  flashboards. 

The  movable  parts  of  the  Chanoine  Dam  consist  of  a  row  of  wickets  hinged  on 
horses,  and  held  in  place  by  props.  A  detailed  description  of  this  system  will  be 
found  in  The  Engineering  Record? 

Flashboards.  In  order  to  take  care  of  surplus  water  during  flooding  periods,  or 
minimum  use  of  water,  flashboards  are  employed  to  impond  water  for  dry  season, 
or  maximum  demand.  They  arc  designed  to  withstand  a  certain  amount  of  water, 
which  would  otherwise  discharge  over  the  dam;  should  the  pressure  exceed  the 
designed   limit,  the   supports  give  way  and   the   boards   are  washed   downstream; 

*  Wegmann,  The  Design  and  Construction  of  Dams. 

'  Permanent  Improvement  of  the  Ohio  River     P.  S.  Bond.     The  Engineering  Record,  Jan.  9,  1909. 
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this  of  course  in  most  instances  would  mean  the  loss  of  planking.  However,  in 
many  instances,  heavy  floods  are  anticipated,  and  the  flashboards  are  removed 
before  the  flood  reaches  its  height. 

Permanent  flashboards  are  so  arranged  that  part  or  the  whole  are  removed,  should 
the  water  rise  above  the  limit.  They  may  be  built  of  structural  steel;  placed  and 
removed  from  a  footpath  carried  above  the  dam. 

Another  type  of  flashboard  is  of  structural  steel  held  in  an  upright  position  by 
rods  hinged  below  the  center  of  the  board.  When  the  pressure  of  the  water  above 
the  hinge  exceeds  that  exerted  against  the  flashboard  below  the  hinge,  the  flashboard 
drops  over  automatically;  it  is  not  washed  away,  but  held  by  the  anchor  rods. 

Fishways.  Fishways  are  frequently  required  in  connection  with  dams,  in  order 
to  provide  a  passage  for  fish  which  return  upstream  to  their  breeding  places  during 
certain  seasons  of  the  year.  In  most  countries,  it  is  specified  by  the  government 
whether  they  have  to  be  installed  or  not;  the  size  of  these  fishways  depends  upon  the 
kind  of  fish  and  their  habits;  data  on  this  subject  can  be  obtained  from  the  govern- 
ments as  well  as  local  authorities. 
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Figs.  24  and  25. — Types  of  Fishways. 


These  fishways  are  always  located  on  one  side  of  the  dam,  the  outlets  being  at  the 
bottom  of  the  dam,  because  the  fish  usually  gather  there.  The  principle  of  a  fishway 
consists  in  retarding  the  velocity  of  the  water  in  an  inclined  trough  provided  with 
obstructions,  so  that  the  mean  velocity  will  be  no  more  than  6  or  8  feet  per  second, 
with  resting  places  made  by  the  nature  of  the  obstructions.  Such  a  passage,  in  most 
cases,  is  nothing  more  than  a  scries  of  steps  forming  cascades,  between  which  are 
pools  of  water  as  indicated  in  Fig.  25.  Another  form  of  fishway  is  seen  in  Fig.  26; 
it  is  nothing  more  than  a  chute  which  reduces  the  velocity  of  the  water  by  the  friction 
of  a  zigzag  course.     These  fishways  are  made  either  of  wood  or  masonry. 
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Scbeme,   The  arrangement  of  headrace  is  governed  entirely  by  natural  conditions. 
While  some  plants  require  a  dam  only,  for  securing  water  supply,  others  require  in 

aifldhion,  oiiles  of  headrace,  including  expensive  tunneling  and  installation  of  high- 
pressure  penstocks.  These  are  the  extremes  between  high  and  low  head  plants. 
The  ultimate  aim  in  both  easels  is,  to  secure  the  greatest  amount  of  energy  with  least 
expenditure  both  in  first  cost  and  cost  of  operation.  Therefore,  the  building 
containing  the  turbmes  should  be  located  so  as  to  utilize  the  most  efficient  head* 
In  some  cases,  tailrace  water  is  discharged  directly  into  the  headrace  of  a  plant 
Icxraled  below. 


%.Mife 


1*^ 
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Fig.   I .' — ^Typical  General  Arrangement  nf  a  Hydroelectric  Development* 


Fig.  I  illustrates  a  way  of  harnessing  a  stream  and  conducting  the  water  to  the 
power  house^  or,  in  short,  a  complete  hydraulic  instaJlalion-  In  connection  with 
same,  the  tailrace  of  a  previously  installed  plant  is  utilized.  This  particular  plant 
k^  been  selected  because  it  contains  most  of  the  features  to  be  met  in  harnessing 
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iter  for  hydroelectric  developments.     It  utilizes  the  water  of   the  river  Sill,  and 
ipplies  the  capital  of  Tyrol,  Innsbruck,  with  light  and  power. 

In  the  illustration,  the  letter  C  designates  the  tailrace  of  a  6000-HP.  plant,  a,  which 
oins  the  headrace  at  the  sluice  gates  h;  g  are  sluice  gates  to  control  the  water  in 
the  river;  «  is  a  spillway  dam; /and /represent  racks;  one  prevents  foreign  material 
from  entering  the  entrance  basin  from  the  river,  and  the  other,  a  finer  one,  prevents 
material  from  entering  from  the  headrace.  At  the  lower  end  of  the  entrance  basin  is 
a  sandtrap  designated  by  k;  there  is  also  a  sandtrap  k  at  the  side  of  the  sluice  gate  /, 
before  the  water  enters  the  tunnel;  i  is  a  spillway  in  the  flume  to  discharge  surplus 
water.  The  letters  m  designate  shafts  leading  to  the  headrace  tunnel,  which  is  4.7 
miles  long.  There  are  seven  shafts  in  all.  The  tunnel  has  a  slope  of  i  foot  in  1000. 
It  takes  otie  hour  for  the  water  to  travel  from  the  entrance  basin  to  the  collecting 
reservoir.  The  letter  n  is  an  overflow  wall  in  the  reservoir,  while  ^  is  a  sluice  for 
emptying  same. 

The  water  is  discharged  down  the  mountain  slope,  in  cascade  to  break  the  fall, 
and  joins  the  tailrace  n.  As  the  plant  is  located  in  a  district  of  frequent  and  heavy 
snowfalls,  a  snow  sluice  0  is  provided.  The  water,  before  entering  the  penstock  r, 
must  pass  through  a  fine  screen/,  then  through  a  sluice  g. 

While  the  velocity  of  the  water  in  the  tunnel  is  7.4  feet,  the  velocity  in  front  of 
the  screens,  before  entering  the  penstocks,  is  only  i  foot  per  second.  At  the  bottom 
of  the  screen,  which  sets  on  the  skew,  is  another  sandtrap  whicli  discharges  into  the 
cascade. 

It  will  be  noticed  that  there  is  only  one  penstock  r  in  place,  to  supply  three  units; 
it  is  about  11,000  feet  long,  and  laid  on  the  mountain  at  an  angle  of  33  degrees.     The 
head  is  602  feet  to  the  center  of  the  turbine  shaft.     As  the  friction  loss  is  5.5  feet 
the  effective  head  is  596.5  feet. 

The  penstock  is  made  up  of  steel  plates  in  sections,  and  the  diameter  is  4.1  fee 
the  upper  section  being  of  five-sixteenths  material,  and  the  lower  section  thirtee 
sixteenths  inch. 

The  turbines  are  of  the  impulse  type,  mounted  in  pairs  on  one  shaft;  wF 
running  at  350  R.P.M.  and  with  an  efficiency  of  80  per  cent  they  develop  2500  H 
and  consume  45.4  cubic  feet  of  water  per  second. 

CONDUITS. 

Water  may  be  conducted  by  the  following  methods: 

1.  Canals. 

2.  Tunnels. 

3.  Penstocks. 

The  canals  may  be  subdivided  into  trenches  and  flumes. 
The  tunnels  may  be  non-pressure  and  pressure. 

The  penstocks  always  operate  under  pressure,  and  may  be  built  of  stec 
-^A  roncrete. 

'^    The  cross-section  area  of  a  canal,  may  it  be 
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eighths  of  the  height,  but  should  never  be  higher  than  the  latter.     The  rectangular 

form  is  the  most  common  one  in  use,  and  is  so  proportioned  that  the  depth  of  the 

v^ater  is  about  half  of  the  width.     The  slope  of  the  canal  depends  on  the  degree  of 

smoothness  of  the  bottom,  and  varies  from  one-half  to  one  foot  in  a  thousand;  the 

^Uer  is  more  common. 

Trenches.  The  most  common  form  of  canal  is  an  open  trench  dug  in  the  soil, 
and  the  sides  sloped  according  to  the  firmness  of  the  soil,  usually  i  :  i.  If  loose 
soil  is  encountered,  the  form  of  the  canal  must  be  such  that  the  velocity  is  about 
2  to  3  feet  per  second.  If  a  higher  velocity  is  taken,  the  sides  and  bed  will  be  disturbed. 
H  good  loam  is  found,  the  velocity  may  be  taken  as  4  feet  per  second.  This  may 
be  increased  to  4.5  to  5  feet  by  lining  the  sides  and  bottom  with  paving  stone  and 
gravel. 

According  to  Bazin's  formula,  the  bottom  and  mean  surface  velocity  may  be 
found  as  follows: 

V  ==  max.  V  —  25.4  \/rs)  v  =  V6  4-  10.87  \/rs\  .*.  v^  =  v  —  10.87  \/rs. 

V  =  mean  velocity  in  feet  per  second. 

max.  V  =  maximum  surface  velocity  in  feet  per  second. 
Vft  =  bottom  velocity  in  feet  per  second. 
r  =  hydraulic  mean  depth  in  feet  =  area  of  cross  section  in  square  feet 

divided  by  wetted  perimeter  in  feet. 
s  =  sine  of  slope. 

The  lowest  velocity  is  found  in  the  wetted  perimeter.  The  different  velocities, 
according  to  Rankine,  are  in  the  ratio  2  :  3  :  4  in  low-velocity  canals,  and  3  :  4  :  5  in 
high-velocity  canals.  The  greatest  velocity  is  found  in  the  middle  slightly  below  the 
surface. 

Ganguillet  and  Kutter  give  the  following  table  I,  of  safe  bottom  and  mean  veloci- 
ties in  channels,  calculated  from  the  formula, 

V  =  Vb  •\'  10.87  '^^• 

The  results  obtained  by  using  this  formula  are  very  low,  as  admitted  by  the  above 
authorities. 


TABLE    I  —WATER    VELOCITY    IN    CHANNELS. 


r 

Material  of  channel. 

Safe  bottom  velocity 

(vft)  in  feet  per 

second. 

Mean  velocity 

(v)  m  feet  per 

second. 

Soft  brown  earth ... 

0.249 

0.499 
1. 000 
I  9q8 
2.999 
4.003 
4.988 
6.006 
10.009 

0.328 
0.656 
I. 312 
2.625 
3-938 
5-570 
6.564 
8.204 
13-127 

Soft  loam 

Sand 

Gravel.        ...         

Pebbles 

Broken  stone,  flint .      . 

Conglomerate,  soft  slate 

StraUfied  rock 

Hard  rock 
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The  following  figures  are  selected  from  a  diagram  by  W.  A.  Burr  *  showing  the 
resistance  of  various  soils  to  erosion  by  flowing  water. 


TABLE    II.  — MAXIMUM    WATER    VELOCITY    IN    CHANNELS. 


Material. 


Pure  sand 

Sandy  soil,  15  per  cent  clay 

Sandy  loam,  40  per  cent  clay .... 

Loamy  soil,  65  per  cent  clay 

Clay  loam,  85  per  cent  clay 

Agricultural  clay,  95  per  cent  clay 
Clav 


Velocity  in  feet 
per  second. 


1. 1 
1.2 
1.8 

4.8 
6.2 

7- 35 


Masonry  Flumes.  Flumes  are  made  either  of  masonry  or  of  planking.  The 
former  resembles  the  trench,  but  has  vertical  walls.  They  may  be  made  of  brick, 
concrete  or  reinforced  concrete. 

Those  made  of  concrete  are  the  most  common  ones  in  use,  and  usually  follow  the 
contour  of  the  ground.  If  concrete  flumes  have  to  cross  valleys,  either  filling  has  to 
be  made  or  else  solid  pier  construction  has  to  be  used,  in  a  way  similar  to  the  old 
Roman  aqueducts,  in  which  case  reinforced  concrete  may  be  successfully  employed. 
The  wetted  perimeter  must  be  smooth,  so  as  to  allow  a  velocity  of  7  to  8  feet  per 
second.     The  bottom  must  have  a  slope  of  one-half  to  one  foot  in  a  thousand. 

As  an  example  of  modern  concrete  flume  construction,  the  one  of  the  Kern  River 
Power  Plant  is  cited:  The  whole  structure  is  carried  on  15-inch  I-beams  set  8  feet 
10  inches  apart,  supported  by  concrete  piers.  These  longitudinal  girders  carry 
9-inch  steel  I-beams  laid  transversely  4  feet  center  to  center,  and  on  them  is  erected 
a  framework  of  structural  steel  for  the  sides  and  bottom  of  the  flume.  Two  layers 
of  expanded  metal  of  1.5  and  3-inch  mesh  are  used  in  connection  with  this  framework, 
and,  being  embedded  in  concrete,  form  the  sides  inclosing  the  frame.  This  concrete 
construction  is  also  reinforced  on  the  floor  by  twisted  half-inch  rods.  The  outside 
and  inside  of  the  flumes  are  plastered,  making  the  thickness  of  the  reinforced  concrete 
sides  and  bottom  4  inches. 

This  type  of  flume  or  conduit,  while  it  costs  more  than  a  wooden  flume,  has  the 
advantage  of  being  as  permanent  as  tunnels  themselves. 

Wooden  Flumes.  Wooden  flumes,  which  arc  used  mostly  in  the  West  and  Pacific 
Coast,  are  constructed  of  California  fir,  redwood  and  Oregon  pine.  They  are  best 
carried  on  trcstlcvvork  or  concrete  piers,  and  are  usually  of  the  open  type,  and  built 
on  a  slope  of  one-half  to  one  foot  in  a  thousand.  The  planking  must  be  laid  so  that 
the  pieces  break  joints.  The  wetted  perimeter  must  be  smooth  to  allow  a  velocity 
of  7  to  8  feet  per  second.  They  must  be  water  tight,  which  may  be  done  as  given 
in  an  example  below.^ 


*  Engineering  News,  Feb.  8,  1894. 

'  Kern  River  Power  Plant  No.  i,  by  C.  W.  Whitney. 


The  Engineering  Record^  Aug.  10,  1907. 
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With  the  installation  of  this  plant,  there  are  five  wooden  flumes,  the  longest  being 
1030  feet,  the  shortest  being  50  feet.  They  are  placed  on  concrete  foundations, 
and  are  designed  with  a  factor  of  safety  sufficient  to  make  their  life  from  30  to  40  years. 
The  framework  for  supporting  the  flume  box  is  of  Oregon  pine,  being  so  designed  and 
distributed  that  no  part  of  the  timber  comes  in  contact  with  the  earth,  or  is  exposed 
to  the  drip  should  the  flume  at  any  point  spring  a  leak.  Tlje  flume  box  is  built  up 
of  3  by  12-inch  redwood  planks  obtained  from  butt-ends  of  Sequoia  Semper  Vircns, 
grown  in  swamp  lands  west  of  the  coast  range  of  northern  California. 

The  grain  of  this  lumber  is  perfectly  clear,  and  its  quality  is  such  that  its  life 
should  not  be  less  than  forty  years.  The  edges  of  all  planks  were  beveled  so  as  to 
give  a  one-quarter  inch  opening  on  the  inside  of  the  joints,  which  is  calked  with 


Fig.  2. — Detail  of  a  Timber  Flume,  32-foot  Span. 


ship-chandler's  oakum.  The  bottom  seams  were  covered  with  hot  asphaltum  and 
I  by  6-inch  redwood  battens  nailed  down  over  them.  On  the  sides  of  these  flumes 
a  specially  designed  batten  is  used.  This  batten  is  of  i  by  6-inch  redwood,  the  upper 
half  being  cut  away  on  a  curve,  permitting  asphaltum  to  be  poured  between  the  batten 
and  the  side  of  the  flume.  At  the  corners  of  the  flumes  a  quarter-round  strip  is  nailed 
(Fig.  2). 

The  design  of  the  flume  above  described  has  been  thoroughly  tested,  and  even 
if  it  should  stand  dry  for  months  in  the  hottest  weather,  the  designers  stated  that  it 
may  be  again  filled  with  water  without  having  any  perceptible  leakage. 

In  some  of  the  flumes  where  streams  are  crossed  that  arc  apt  to  carry  considerable 
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water  in  winter,  span  flumes  are  constructed.  One  of  these  span  flumes  has  a  length 
of  32  feet,  built  with  a  10  by  12-inch  timber  frame,  resting  on  12  by  12-inch  beams. 
In  connecting  the  wooden  flume  with  the  portal  of  a  tunnel,  a  construction  of  a  special 
nature  was  used,  which  offers  two  points  of  contact  between  the  wood  and  the  con- 
crete, and  a  well  between  the  two,  from  which  the  water  may  be  pumped  out,  and 
any  leaks  repaired  should  these  ever  occur  between  the  wood  and  the  concrete. 


^WTito  n^lli 


Fig.  3. — Timber  Flume,  on  Mountain  Slope.    American  River  Electric  Company. 


Protection  of  Flumes.  Frequently  the  flumes  run  on  the  sides  of  mountain  slopes, 
and  are  endangered  by  loose  boulders.  Where  flumes  pass  through  such  sections, 
they  should  be  provided  with  some  means  of  protection.  One  way  of  protecting  the 
flumes  is  to  build  a  retaining  wall  of  sufficient  height  on  the  mountain  side  of  the 
flume,  to  deflect  the  boulders  acro5s  same.  Another  way  is  to  cover  the  flume  with 
concrete  slabs,  preferably  reinforced  with  rods.  Where  loose  boulders  or  land-slides 
are  severe,  the  cover  should  have  an  arch  form,  and  in  any  case,  should  be  covered 
with  at  least  two  feet  of  earth  to  act  as  a  cushion. 


HEADRACE.  45 

Tunnels.  As  stated,  tunnels  for  hydraulic  developments  are  classified  as  non- 
pressure  and  pressure  tunnels.  In  the  former  case,  the  tunnel  is  only  partly  filled, 
and  in  the  latter,  it  is  completely  filled  and  under  pressure  due  to  the  head  of  the 
water.  The  cross  section  of  the  tunnel  may  be  semi-egg-shaped,  or  rectangular 
with  an  arched  roof.  Where  the  tunnels  run  through  loose  soil,  they  must  be  lined, 
the  thickness  of  which  varies  with  the  character  of  the  soil  and  the  pressure  required 
to  retain  same.  The  lining  may  be  made  of  brick,  but  in  later  years,  concrete  has 
been  used  exclusively.  Where  there  is  a  possibility  of  a  cave-in,  they  must  preferably 
be  reinforced  with  rods.  The  cross  section  should  be  uniform  throughout,  except 
near  the  collecting  reservoir,  so  that  it  may  serve  as  an  additional  storage.  They 
are  usually  built  with  a  slope  of  i  to  2  feet  in  1000,  and  have  a  velocity  of  7  to  8  feet 
per  second.  Where  the  tunnel  is  several  miles  long,  it  is  advisable  to  provide  at  every 
mile,  access  to  same;  this  is  usually  done  by  vertical  shafts.  In  cases  where  overflow 
side-tunnels  are  provided,  these  shafts  may  be  eliminated. 

Pressure  Tunnels.   In  the  last  few  years  several  plants  have  been  installed  with 

pressure  tunnels,  particularly  in  Europe.     These  tunnels  are  thoroughly  and  strongly 

lined,  and  as  water  tight  as  possible,  because  they  are  under  pressure.     Such  tunnels 

are  provided  with  a  vertical  shaft,  the  upper  end  of  which  is  enlarged  to  serve  as  an 

air  chamber  and  absorb  fluctuations.     One  of  the  most  notable  examples  making 

use  of  this  system,  is  that  of  the  Urfttalsperre  installation,  Germany.     This  plant  is 

operating  under  a  head  varying  from  230  to  360  feet.     At  the  end  of  a  8850-foot 

tunnel  is  located  the  vertical  or  equilizer  shaft.     The  top  of  this  shaft,  sunk  through 

the  mountain,  is  higher  than  the  high-water  level  in  the  reservoir,  so  as  to  prevent, 

in  case  of  sudden  shut-down  of  the  plant,  a  waste  of  water.     It  will  be  seen  from  this, 

that  the  equilizer  shaft  acts  as  a  standpipe,  similar  to  those  installed  on  penstocks. 

These  shafts  are  more  economical  than  standpipes  because  they  do  not  waste  the 

water. 

With  exceptionally  long  pressure  tunnels,  it  is  advisable  to  install  vent  pipes  along 
the  line,  to  let  out  air  which  might  collect,  and  prevent  same  from  getting  into  the 
penstock. 

Friction  in  Tunnels.  In  order  to  minimize  friction  in  tunnels,  the  perimeter  must 
be  smooth,  which  is  accomplished  by  a  cement  coating.  In  case  of  non-pressure 
tunnels,  the  coating  should  extend  some  6  inches  above  the  highest  water  level; 
while  in  pressure  tunnels,  the  coating  must  extend  over  the  whole  of  the  interior 
surface.  Where  the  tunnel  is  cut  through  hard  rock,  and  a  smooth  surface  is  easily 
obtainable,  the  lining  may  be  omitted  and  only  a  coating  provided.  This  coating 
has  to  fill  up  small  recesses  in  the  rock,  and  to  face  the  concrete  linmg.  It  is  made 
of  a  mixture  of  one  part  sand  and  two  of  cement,  and  applied  about  a  quarter  of 
an  inch  thick. 

Another  way  to  reduce  friction,  is  to  have  the  course  of  the  tunnel  as  straight  as 
possible;  short  radius  curves  must  be  avoided.  Where  the  side  walls  join  the  bottom, 
the  junction  must  be  a  smooth  curve. 

Seepage  in  Tunnels.  Where  tunnels  run  through  mountains  and  seepage  water 
IS  encountered,  provision  must  be  made  to  take  care  of  same.     In  high-pressure 
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tunnels,  this  trouble  amounts  to  little  or  nothing,  especially  as  these  tunnels  have 
to  be  constructed  as  water  tight  as  possible.  In  non-pressure  tunnels  overflow  devices 
may  overcome  the  difficulty.  These  overflow  devices  are  nothing  more  than  overflow 
weirs,  discharging  into  side  tunnels  taking  the  shortest  cut  to  the  mountain  slope. 
Fig.  4  shows  such  a  device,  as  installed  in  the  Brusio  Power  Plant,  Switzerland.  The 
tunnel  of  this  installation  is  1756  feet  long,  built  on  a  slope  of  2  feet  in  looo,  and 
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Fig.  4. — Overflow  Device  in  Headrace  Tunnel,  Brusio  Plant,  Switzerland. 


is  provided  with  11  overflow  devices.  It  will  be  noticed  that  the  main  tunnel  is  only 
partly  lined.  In  connection  with  same,  the  horsepower  carrying  capacity  is  indicated; 
of  course  this  capacity  applies  only  to  this  particular  plant. 

Construction  of  Tunnels.  In  the  construction  of  long  tunnels,  which  in  some 
cases  represent  the  greatest  expenditure  in  hydroelectric  engineering,  temporary 
power  plants  are  installed,  particularly  when  plants  are  remote  from  power  supply. 
Tunnels  are  usually  begun  at  both  ends,  and  in  some  cases  at  intermediate  places, 
where  shafts  have  been  driven.  Where  intermediate  junctions  are  to  be  made,  and 
the  character  of  soil  is  known,  and  varies  from  rock  to  soft  earth,  the  junctions  are 
best  made  at  such  places. 

For  cutting  rock,  pneumatic  or  electric  drills  are  employed;  two  or  more  drills  are 
mounted  on  a  truck  running  on  rails.  Where  the  tunnel  is  driven  through  loam, 
special  cutting  machines  which  run  on  tracks  may  be  employed.  Cases  sometimes 
arise,  particularly  in  Switzerland,  where  the  tunnels  have  to  be  cut  under  pressure; 
when  such  is  the  case,  it  is  customary  to  heavily  line  the  tunnel  as  fast  as  the  work 
proceeds. 

Siphon  System.  In  some  installations,  in  order  to  utilize  the  water  of  a  mountain 
lake,  the  bottom  of  same  has  to  be  tapped,  for  which  purpose  sheet  piling  is  driven. 
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The  tapping  of  a  lake  on  the  bottom  is  very  troublesome,  particularly  when  the 
soil  is  soft,  and  might  cause  failure  in  construction.  Swiss  engineers,  in  such  a  case, 
have  adopted  the  siphoning  system,  which  consists  of  sinking  a  vertical  shaft,  a  safe 
distance  from  the  shore  of  the  lake,  to  which  the  headrace  tunnel  is  connected.  The 
water  is  siphoned  from  the  lake  into  the  shaft.  One  leg  of  the  siphon  is  submerged 
in  the  shaft,  and  the  other  is  carried  on  a  trestle  out  into  the  lake,  and  extends  down 
into  same  as  far  as  possible,  to  take  advantage  of  all  the  water  available. 

To  the  author's  knowledge,  the  first  siphon  system  installed  was  that  of  the  Kubel 
plant,  and  the  largest  one,  in  connection  with  the  Brusio  plant,  both  in  Switzerland. 
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Fig.  5. — Siphon  System  at  Lake  Poschiavo. 

An  illustration  of  the  latter  is  given  in  Fig.  5.  The  siphon  tube  is  6.5  feet  in  diameter 
and  is  made  of  A-inch  material. 

As  it  is  submerged  below  the  normal  water  bed  of  the  lake,  it  will  start  automati- 
cally. The  horizontal  part  of  the  siphon  is  placed  on  a  slope  of  i  :  1000,  and  has,  at 
the  highest  point,  two  pipe  connections,  one  3.5-inch  for  air  pump  and  the  other  an 
8-inch  centrifugal  pump  connection.  If  for  any  reason  the  siphon  should  stop 
operating  and  the  water  level  is  low,  either  of  the  pumps  may  reestablish  the  siphoning 
action. 

Both  ends  of  the  siphon  are  provided  with  controlling  valves.  In  addition  to 
this,  the  suction  leg  has  a  one-inch  mesh  screen,  which  may  be  cleaned  by  breaking 
the  siphon,  and  allowing  the  water  to  flow  back,  or  the  centrifugal  pump  may  be 
applied  to  same. 

RACKS    AND    GATES 

Racks.  There  are  two  different  kinds  of  racks,  one  in  which  the  bars  are  spaced 
far  apart,  and  the  other  where  they  are  near  together.  The  former  is  known  as 
rack,  the  latter  as  screen.  The  racks  must  be  placed  at  the  entrance  to  the  forebay 
or  the  entrance  to  headrace,  in  order  to  keep  the  heavy  floating  material  out.  In 
small  plants,  these  racks  are  made  in  sections,  so  that  they  may  be  easily  removed 
and  cleaned.    In  large  plants,  the  racks  are  stationary  and  are  made  of  heavy  bars, 
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or  sometimes  light  I-beams,  all  depending  upon  the  force  with  which  the  floating 
material  acts  on  ihc  racks*  No  round  bars  or  pipes  should  be  used  for  this  purpose, 
although  the  latter  is  sometimes  used. 

Racks,  made  of  round  material,  will  collect  more  foreign  matter  than  flat  or 
square  bars,  because  the  latter  deflect  better  than  the  former*  Further,  it  is  mon? 
troublesome  to  clean  racks  with  round  bars  than  with  flat  ones,  as  the  wedge  action 
of  Ooating  material  is  greater  with  round  than  with  tiat  bars*  The  space  between 
the  bars  should  not  be  less  than  1,5  inches,  and  should  never  exceed  4  inches.     This 


Fig.  6, — Screen  House,  Plant  No.  2,  Niagara  Fall^i  Power  Company. 
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is  particularly  true  when  the  racks  are  placed  at  the  entrance  of  a  long  inclosed  head- 
race, olhervtnse  deflectors  must  be  insi ailed,  to  deflect  material  which  passes  the 
outride  racks.  If  this  is  not  done,  tliere  is  a  possibility  of  the  headrace  becoming 
clogged.  Racks  may  be  set  vertically  or  at  an  angle,  as  long  as  the  facility  for  clean- 
ing IS  not  sacrificed.  Bars  3.5  by  0*5  inches,  bolted  together  with  separators,  give 
a  suitable  construction  for  average  conditions. 

In  plants  where  heavy  material  ha^^  to  be  deflected  from  the  headrace,  an  arrange- 
ment similar  to  Figs,  7  and  S  might  be  adopted.  It  is  a  combined  regulating  device, 
rack  and  defiector^  and  has  been  installed  in  the  headrace  of  the  Hafslund  Power 
Plant,  Norway.  As  this  is  made  of  heavy  I-beams,  much  clearance  is  allowed. 
Any  material  which  passes  the  openings  is  prevvnled  from  entering  the  pensiocks  by 
two  other  racks^  one  rough  and  one  fine.  The  former  is  in  front  of  the  forebay  and 
provided  with  a  sandirap;  the  latter  is  directly  in  front  of  the  pensiock<v 
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As  is  seen  in  Fig.  8,  there  are  two  water  levels,  which  are  controlled  by  hoisting 
or  lowering  the  I-beam  rack.  Even  if  the  gate  is  open,  the  elevations  will  diflFer, 
owing  to  the  deflector  extending  some  19  feet  into  the  water.  In  certain  seasons 
of  the  year,  the  rack  is  lowered  so  that  anchor  ice  will  either  be  broken  up  on  the  rack, 
or  forced  upward  and  deflected  by  the  wall.  Because  the  width  of  the  headrace  is 
32.8  feet,  it  is  necessary  to  split  the  rack  into  sections,  to  facilitate  handling.     By 


Figs.  7  and  8. — ^Deflector  and  Rack  in  Headrace,  Hafslund  Plant,  Norway. 

means  of  a  windlass,  which  travels  on  a  bridge,  the  different  sections  are  hoisted 
and  fastened  to  the  latter.  This  serves  a  twofold  purpose:  first,  reducing  the  weight 
to  be  lifted;  second,  the  regulation  of  the  water  is  better  accomplished. 

Screens.  Screens  are  frequently  made  of  2  by  |-inch  bars.  They  are  spaced  from 
I  to  i  inch  apart.  These  screens,  in  almost  all  cases,  arc  made  in  sections,  with  the 
exception  of  those  at  small-sized  plants;  even  then,  two  screens  are  provided,  so  that 
when  one  is  being  cleaned  the  other  is  lowered.  Such  is  seen  in  Figs.  3  and  4,  which 
gives  the  general  arrangement  as  well  as  construction.  It  will  be  noticed  that  there 
axe  two  screens  hoisted  and  lowered  by  a  windlass.  There  is  a  walkway  supported 
on  brackets  in  front  of  the  upper  screen,  so  that  the  attendants  may  have  free  access 
for  cleaning.  The  lower  end  of  the  bars  of  the  rear  screen  are  bent,  so  that  when  the 
screen  is  hoisted,  the  floating  material  goes  with  it. 


so 
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It  is  advisable  to  place  screens  on  an  angle  from  45  to  60  degrees;  this  not  only 
brings  submerged  floating  material  to  the  surface,  but  adds  greadyto  the  passage 
area  of  the  screen,  and  reduces  the  velocity  of  water.  Such  screens  are  arranged  in 
one  row,  so  as  to  cover  a  number  of  penstock  inlets;  they  are  divided  into  sections, 
horizontally  and  vertically,  and  slide  in  vertical  guides  made  of  cast  iron  or  rolled 
steel  channels.    When  they  are  divided  into  vertical  sections,  they  overlap  each  other 


....  i-^^.^„. 


Fig.  9. — Arrangement  of  Screen  and  Vent  of  Penstock  Inlet. 

for  several  inches;  they  arc  arranged  so  that  one  or  more  sections  may  be  hoisted 
independently  of  the  others.  By  extending  the  abutments,  the  partition  walls  of 
the  turbine  chambers  provide  a  very  suitable  support;  otherwise  they  will  have  to 
be  braced  from  the  rear  with  structural  steel;  this  of  course  depends  on  the  size  of 
the  screen.  Theory  shows,  that  when  the  bars  of  the  screen  occupy  one-quarter 
of  the  area  of  the  water  inlet  to  the  turbine  chamber,  the  drop  in  head  due  to  resistance 
is  from  2.5  to  3.5  per  cent.* 

Wooden  Sluice  Gates.   For  controlling  the  water  supply  in  the  headrace,  usually 
vertical  moving  sluice  gates  are  employed.    The  small  sizes  up  to  100  square  feet 

^  Gelpke,  Turbinen  und  Turbinenanlagen,  p.  142. 
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are  made  of  wood,  while  the  larger  ones  are  made  of  structural  steel.  If  conditions 
favor  the  use  of  large  wooden  sluice  gates,  they  must  be  cut  up  into  sections,  other- 
wise they  will  be  too  bulky.    The  sections  may  be  split  up  either  vertically  or  hori- 


FlG. 
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10. — Detail  of  Screen. 


zontally.  In  the  former  case,  more  guides  are  necessary,  and  as  a  single  sluice  gate 
extends  through  the  entire  depth  of  the  water,  the  water  flows  underneath  the  gate. 
In  the  latter  case,  fewer  guides  are  necessary,  and  the  waste  may  flow  through  the 
bottom,   middk  or  upper  sluice  gate.     Besides  this,  the  individual  stages  of  such 
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types  do  not  have  to  withstand  the  total  head.  Furthermore,  this  type  of  sluice  gate 
is  advantageously  used  in  connection  with  sandtraps  and  overflows,  particularly 
for  ice.  They  may  also  be  used  as  an  adjustable  weir,  but  in  such  cases  they  are 
usually  made  of  structural  steel. 


Fig.  II. — Wooden  Sluice  Gate.    Hand  and  Motor  Operated. 


For  calculating  stresses  in  wooden  sluice  gates,  the  table  on  the  following  page 
is  submitted. 

It  is  compiled  from  a  large  number  of  tests;  the  maximum  and  minimum  values 
are  given.  All  of  the  test  specimens  had  a  sectional  area  of  1.575  by  1.575  square  inches. 
The  transverse  specimens  were  39.37  inches  between  supports,  and  the  compressive- 
test  specimens  were  12.60  inches  long.     The  modulus  of  rupture  is  calculated  from 

1  PI 
the  formula  R  =  ^    t-t- 

2  bar 

P  =  load  in  pounds  at  the  middle. 
/  =  length  in  inches. 
b  =  breadth  in  inches. 
d  =  depth  in  inches. 


HEADRACE. 


53 


TABLE    I.  —  PROPERTIES    OF   TIMBER. 


Description. 

Weight 

per  cubic 

foot  in 

pounds. 

Weight 
per  foot 
B.M.  in 
pounds, 
average. 

Tensile 
strength  per 
square  inch, 
in  pounds. 

Crushing 
strength  per 
square  inch, 
in  pounds. 

Relative 

strength  for 

cross  breaking 

white  pine  = 

100. 

Shearing 
strength 
with  the 

grain, 
pounds  per 

sq.  in. 

Pressure 

in  pounds 

per  square 

inch  to 

indent 

0.05^. 

.\sh 

43-55-8 
43-53-4 
50-56. 8 

4.1 
3-9 
4.5 

ii,cx>o-i7,207 
ii,5cx>-i8,ooo 
10,300-11,400 

4400-9363 
5800-9363 
56cx>-6ooo 

130-180 
100-144 

55-63 

130 
96-123 

96 

888^5 

132-227 

122-220 

130-177 

155-189 

ICX) 

98-170 
86-110 

458-700 

1800-1850 

Beech 

Cedar 

Chcm- 

Chestnut 

34-36. 7 

2-75 
2-9 

10,500 

i3»4oo-i3,489 

8700 

20,5CX)-2  4,800 
10,500-10,584 
10,253-19,500 

5350-5600 
6831-10,331 

5700 
9113-11,700 

8150 
4684-9509 

6850 
5000-5650 
5400-9500 
5050-7850 

Elm 

Hemlock 

Locust 

44 

49 

45-45-5 

70 

28.1^33 

3-7 
4.1 
4.1 
5.8 

2-5 

2.6 

Maple.. 

367-647 
752-966 

I7cx>-i9<x> 
2300-3550 

Oak,  white 

Oak,  live 

Pine,  while 

Pine,  >'cllow 

Spruce 

10,000-12,000 
12,600-19,200 
10,000-19,500 

225-423 
296-415 
253-374 

875-1160 

1900 
875-1025 

TABLE   II.  — TESTS    OF    AMERICAN    WOODS. 


Name  of  Wood. 


Yellow  poplar,  white  wcxxl 

White  wood,  basswood 

Red  maple 

Locust 

Wild  cherry 

WTiite  ash .' 

53ippery  elm 

\\"hite  elm 

Shellbark  hickory 

While  oak 

Red  oak 

Black  oak 

Chestnut 

Beech 

White  cedar 

Red  cedar 

White  pine 

Spruce  pine 

Locig-lea\'ed  pine,  southern  pine 

UTiite  spruce 

Hemlock 

Red  fir,  jcllow  fir 

Tamarack 


Transverse  tests, 

modulus  of 

rupture. 


Max. 


6.550 
6,720 
8,610 

I2,2CX> 
8,310 
5.950 

10,220 
8,250 

14.870 
7.010 
9.760 
7,900 
5.950 

13.850 
6,310 
5.640 
5,610 
3.780 
9,220 
9,900 
7.590 
8,220 

10,080 


Min. 


".756 
".530 
13*450 
21.730 
i6,8cx> 
15,800 
13.952 
15.070 
20,710 
18,360 
18,370 
18,420 
12,870 
18,840 
9.530 
15,100 
".530 
10,980 
21,060 
11,650 
14,680 
17,920 
16,770 


Compression  parallel 
to  grain,  pounds 
per  square  inch. 


Max. 


4.150 
3,810 
6,010 
8,330 
5.830 
4.520 
6,980 
4,960 
7.650 
5.810 
4,960 
4.540 
3,680 
5.770 
2,660 
4,400 
3.750 
2,580 
4,010 
4,150 
4.500 
4,880 
6,810 


Min. 


5.790 
6,480 
7.500 

11,940 
9,120 
8,830 
8,790 
8,040 

10,280 
9,070 
8,970 
8,550 
6,650 
7,840 
5.810 
7,040 
5.600 
4,680 

10,600 

5.300 

7,420 

9,8cx) 

10,700 
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In  connection  with  wooden  sluice  gates,  particularly  with  less  expensive  or  tem- 
porary installations,  wooden  guides  are  sometimes  used.  Tables  I  and  II,  giving  the 
properties  of  timber  and  tests  of  woods,  may  be  used  in  connection  with  same. 

Wooden  sluice  gates,  as  they  are  usually  of  small  size,  may  be  operated  by  hand. 
Where  a  series  of  small  gates  are  opened  simultaneously,  they  may  be  operated  by  a 
single  motor.  Such  a  device  is  seen  in  Fig.  ii.*  It  will  be  noticed  that  two  wooden 
sluice  gates,  side  by  side,  may  be  operated  separately,  by  hand  or  by  a  motor;  when 
desired,  both  gates  may  be  operated  simultaneously  by  a  motor;  friction  clutches  are 
located  on  both  sides  of  the  latter. 

Iron  Sluice  Gates.  Large  head  gates  are  usually  made  of  structural  steel,  and  on 
account  of  their  heavy  weight,  are  counterweighted.     Provision  must  be  made,  so 
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Fig.  12. — Application  of  Drum  Gate,  Chbvres  Plant,  France. 


that  they  may  be  operated  by  hand,  in  addition  to  the  regular  motor  operation  of 
same.  Low  head  plants  usually  employ  several  large-sized  gates;  they  must  be 
located  side  by  side,  and  interconnected  by  an  operating  bridge.  Where  the  turbine 
is  placed  in  an  open  chamber,  the  water  to  the  chamber  is  controlled  by  a  separate 
gate.  The  type  of  gate  varies  greatly  with  the  setting  of  the  turbine.  This  may  be 
done  by  a  vertically  operated  sluice,  drum  or  cylindrical  gate.  Sluice  gates  are  the 
most  common,  and  are  frequently  made  of  structural  steel,  provided  with  an  auxiliary 
gate  to  facilitate  operation;  large  gates  usually  arc  operated  by  a  motor  or  hoisL 

*  Gelpke,  Turbincn  und  Turbincnanlagen . 
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Where  quick  action  is  necessary,  they  are  operated  by  air  or  hydraulic  pressure.  A 
gate  of  the  latter  type  has  been  installed  in  the  Beznau  plant,  Switzerland.  They 
are  21.6  feet  wide  and  10.5  feet  high,  and  provided  with  rollers,  as  they  have  to  with- 
stand a  pressure  of  18.7  tons.  The  lifting  or  lowering  of  these  gates  is  accomplished 
by  oil  pressure,  supplied  by  the  same  pumps  furnishing  oil  to  the  step-bearings.  As 
the  sluice  gates  are  in  the  open  air,  the  cylinders  are  jacketed  to  protect  them  from 
frost.    To  protect  the  steel  piston  rod  from  rust,  it  is  fitted  with  a  brass  sleeve. 

Drum  gates  are  made  to  swing  either  vertically  or  horizontally.  A  type  of  the 
latter  has  been  installed  in  a  plant  at  Rheinfelden,  which  has  been  in  operation  for 
many  years.    To  the  writer's  knowledge,  it  has  never  been  duplicated.     A  more 


Fig.  13. — Detail  of  Drum  Gate. 


favored  one  is  the  vertical  swinging  type.  They  have  been  installed  at  Chfevres, 
Fraxice,  and  in  many  other  plants.  As  the  water  presses  against  the  drum  (the  gate 
being  located  in  the  turbine  chamber;  see  Fig.  12),  care  must  be  taken  to  keep  it  tight, 
because  the  water  is  pressing  it  away  from  the  scat.  This  may  be  accomplished  by 
a  rope  or  sted  cable  on  top  of  the  gate  as  seen  in  Fig.  13,  and  on  the  bottom  by  wooden 
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blocks.  For  operating  the  gate,  a  chain  is  fastened  on  the  bottom  of  the  drum  and 
guided  by  sheaves.  It  may  be  raised  by  a  separate  hoist,  or  by  the  overhead  crane 
in  the  generating  room. 

The  application  of  a  cylindrical  gate  is  seen  in  Fig.  14.  The  whole  gate  consists 
of  a  cylinder  with  vertical  slots,  which  are  covered  and  uncovered,  by  moving  a  disk 
up  and  down  by  means  of  a  windlass. 

COLLECTING    BASIN. 

Scheme.  The  junction  between  the  headrace  and  the  penstock  must  be  made  by 
a  collecting  basin,  provided  it  is  not  a  pressure  tunnel.  This  collecting  basin  should 
be  large  enough  to  overcome  slight  fluctuations.     To  increase  the  capacity  of  such 
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Fig.  14.— Application  of  Cylinder  Gate,  Lyon  Plant,  France. 

a  basin,  the  area  of  the  headrace  near  the  basin  may  be  enlarged  for  a  certain  length. 
This  may  be  well  adopted  if  the  headrace  is  a  tunnel.     Under  ordinary  conditions 
such  a  collecting  basin  is  large  enough  when  the  velocity  is  only  one  foot  per  second. 
This  velocity  is  sufficient  to  allow  all  heavy  foreign  material  to  settle,  thus  preventing 
it  from  entering  the  penstock.     In  most  cases,  the  entrance  to  the  penstock  mus« 
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be  protected  with  a  fine  screen,  to  prevent  foreign  material  from  entering  the  same. 
The  screens  are  preferably  placed  on  the  skew,  so  that  the  water  will  push  the  foreign 
material  to  the  gate  of  the  sandtrap. 

Sandtraps.  A  sandtrap  is  nothing  more  than  a  recess  in  the  bottom  of  the  collecting 
basin  or  headrace.  The  approach  to  the  sandtrap  must  be  gradual,  so  as  to  decrease 
the  velocity  of  the  water,  and  facilitate  the  settling  of  sand  and  gravel.  At  the 
deepest  point,  the  trap  is  about  two  or  three  feet  deep.  The  sandtrap  must  run  on  a 
skew,  so  that  the  foreign  material  will  roll  to  the  gate  at  the  end.  In  many  instances, 
there  is  no  gate,  only  an  opening,  and  the  sand  and  gravel  discharge  all  the  time  into 
the  spillway. 

Spillways.  The  collecting  basin  must  be  provided  with  a  spillway,  so  that  in  case 
the  water  to  the  penstock  is  cut  off,  and  the  water  in  the  headrace  is  not  cut  off,  no 
damage  is  done  to  the  collecting  basin  or  penstock  run.  The  spillway  is  usually 
nothing  more  than  a  partition  wall  in  the  collecting  basin  with  a  lower  elevation,  so 
that  the  surface  water  can  overflow.  The  spillway  must  be  provided  with  a  sluice 
gate,  so  that  the  collecting  basin  and  headrace  may  be  emptied  through  same.  To 
provide  for  protection  against  floating  material,  particularly  ice,  a  sluice  gate  to  be 
lowered  is  installed,  contrary  to  the  one  which  is  raised.  These  two  gates  may 
be  combined  into  one,  as  will  be  seen  under  Sluice  Gates. 

The  discharge  of  the  spillway  is  best  done  in  cascades  when  the  collecting  basin 
is  on  a  steep  mountain  slope,  and  discharged  either  into  a  river,  or  into  the  tailrace 
of  the  plant.     The  cascades  break  the  fall  of  the  water. 

Attention  is  here  called  to  the  spillway  of  the  Ontario  Power  Company,  Niagara 
Falls.  The  water  is  forced  over  an  adjustable  weir  and  discharged  into  a  vertical, 
helical  shaft,  which  opens  into  the  gorge  below  the  falls.  The  helical  course  was 
chosen  to  prevent  ice  formation. 

Gate  Valves.  All  penstocks  must  be  provided  with  cut-off  valves  at  the  collecting 
basin.  They  are  usually  of  the  gate  valve  type;  in  very  rare  instances  butterfly  valves 
have  been  used.  The  gate  valves,  also  classed  as  sluice  gates,  are  usually  of  simple 
fonn;  the  head  presses  the  disk  against  the  seat  and  keeps  it  tight.  They  are  usually 
n^e  of  cast  iron,  and  have  babbit  or  bronze  seats  so  as  to  keep  them  from  rusting. 
When  large  valves  are  used,  by-pass  provision  should  be  made,  so  as  to  properly  fill 
^^^  penstocks  before  the  main  valve  is  opened.  The  valves  may  be  either  hand  or 
°W)tor  operated;  they  are  sometimes  of  the  remote  control  type,  so  that  they  can  be 
operated  from  the  power  house. 

To  protect  the  operating  mechanism  of  the  gate  valves,  and  other  devices  connected 
to  the  inlet  of  the  penstock,  a  housing  should  be  provided.  In  medium  head  plants, 
^ccns  and  gates  may  be  of  such  size  that  they  are  difficult  to  handle  by  hand,  in 
^hich  case  a  hand-operated  traveling  crane  must  be  used. 
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CHAPTER   IV. 
PENSTOCKS. 

STEEL    PENSTOCKS. 

P^tock  Run.  Penstocks  must  be  laid  in  the  shortest  course  to  the  power  house, 
and  in  such  a  way  as  to  avoid  sharp  turns.  This  may  be  done  by  running  the 
penstocks  through  tunnels  or  trenches,  or  crossing  valleys  on  trestles  or  piers. 
Conforming  to  modern  practice,  instead  of  one  large  penstock,  several  small  ones 
are  installed.  They  should  be  arranged  side  by  side,  and  the  bed  selected  for  same 
should  be  as  even  as  possible.  If  the  natural  ground  cannot  carry  the  penstocks,  it 
must  be  reinforced  to  avoid  any  possibility  of  a  semi-landslide,  which  in  some  cases 
have  put  plants  out  of  commission. 

Where  a  number  of  such  penstocks  are  installed,  it  is  well  to  build  as  part  of  the 
penstock  bed,  a  permanent  cable  road,  by  which  means  sections  of  the  penstocks  are 
hoisted  to  place,  as  well  as  to  facilitate  the  building  of  the  penstock  run;  later  on, 
the  cableway  is  used  for  inspection  and  repair  purposes. 

Where  multiple  penstocks  are  laid,  they  must  be  interconnected,  preferably  at 
the  power  house,  and  properly  equipped  with  valves,  so  that  in  case  of  emergency, 
the  water  of  one  penstock  may  feed  other  turbines. 

Size  of  Penstocks.  The  size  of  the  penstocks  depends  upon  the  amount  of  water 
to  be  carried  and  head  available.  Other  conditions  remaining  the  same,  the  velocity 
of  water  in  a  penstock  under  a  high  head  must  be  greater  than  under  a  low  head. 
However,  plants  have  been  installed,  where  the  velocity  in  the  penstocks  under  low 
and  high  heads  is  practically  the  same.  For  instance,  with  the  horizontal  section  of 
the  i8-foot  penstock  of  the  Ontario  Power  Company,  Niagara  Falls,  under  a  head  of 
about  20  feet,  the  velocity  is  15  feet  per  second;  the  velocity  in  the  30-inch  penstock 
of  the  Necaxa  plant,  under  a  head  of  1300  feet,  is  15  feet  under  normal  full  load, 
while  under  extremely  high  load,  it  is  18  feet  per  second. 

As  stated,  the  smaller  the  penstocks,  the  higher  the  velocity;  in  some  plants  with 
penstocks  i  to  2  feet  in  diameter,  the  water  has  a  velocity  of  20  to  30  feet  per  second. 
In  most  high  head  plants  running  under  a  head  of  1000  feet  and  higher,  and  penstocks 
2  to  3  feet  in  diameter,  the  velocity  chosen  is  between  10  to  16  feet  per  second.  The 
velocity  of  the  water  in  the  penstock  depends  greatly  on  the  velocity  in  the  turbine 
gates,  or,  in  other  words,  the  speed  for  which  the  water  wheel  has  been  designed. 
Therefore,  the  lower  sections  or  branches  must  be  designed  to  suit  conditions.  The 
main  penstock  must  not  have  any  sudden  enlargements  of  diameter.  The  use  of  a 
drum  at  the  end  of  a  penstock,  from  which  branches  run  to  several  turbines,  must 
be  avoided,  because  of  the  sudden  change  of  speed  in  the  water. 

59 


6o  HYDROELECTRIC    DEVELOPMENTS   AND   ENGINEERING. 

TABLE  I.  — AREA  OF  CIRCLES. 


1 

•79 
1.77 

18 

254.47 
268.80 

36 

962. II 
989.80 

62 

2123.72 
2164.76 

69 

3739- 29 
3793-68 

86 

5808.82 
5876.56 

2 

3-14 
4.90 

19 

283.53 
298.65 

36 

1017.87 
1046.34 

63 

2206. 19 
2248.01 

70 

3848.46 
3903-63 

87 

5944.69 
6013.22 

3 

7.06 
9.62 

20 

314.16 
330-06 

37 

1175-21 
1104.46 

64 

2290.23 
2332.83 

71 

3958. 20 
4015.16 

88 

6082.14 
6151.45 

4 

12.56 
15-90 

21 

346.36 
363-05 

38 

1134.11 
1164.16 

66 

2375.83 
2419.23 

72 

4071.51 
4128.26 

89 

6221.15 
6291 . 25 

6 

19.63 
23.75 

22 

380.13 
397-61 

39 

1194.59 
1225.42 

66 

2463.01 
2507.19 

73 

4185.40 
4242.93 

90 

6361.74 
6432.62 

6 

28.27 
33.18 

23 

415-48 
433-74 

40 

1256.64 
1288.25 

67 

2551-76 
2596. 73 

74 

4300.85 
4359-17 

91 

6503.90 
6575  56 

7 

38.48 
44.17 

24 

452.39 
471.44 

41 

1320.25 
1352.65 

68 

2642.09 
2687.84 

76 

4417-87 
4476.98 

92 

6647. 6§ 
6720.08 

8 

50.26 
56-74 

26 

490.88 
510.71 

42 

1385.45 
1418.63 

69 

2733-98 
2780.51 

76 

4536.47 
4596.36 

93 

'^Z 

9 

63.61 
70.88 

26 

530.93 
551.55 

43 

1452.20 
1486.17 

60 

2827.44 
2874.76 

77 

4656. 64 
4117-31 

94 

6939- 79 
7013.82 

10 

78.54 
86.59 

27 

572.56 
593.95 

44 

1520.53 
1555.29 

61 

2922.47 
2970.58 

78 

4778.37 
4839-83 

96 

7088.23 
7163.04 

11 

95.03 
103.87 

28 

615.75 
637-94 

46 

1590.43 
1625.97 

62 

3019.08 
3067.97 

79 

4901.68 
4963.92 

96 

7238.25 
7313-84 

12 

113. 10 
122.72 

29 

660.52 
683.49 

46 

1661.91 
1698.23 

63 

3117.25 
3166.93 

80 

5026.56 
5089.59 

97 

7389.83 
7466.21 

13 

132.73 
143.13 

30 

706.86 
730.62 

47 

1734.95 
1772.06 

64 

1 

3217.00 
3267.46 

81 

5153.01 
5216.82 

98 

7542.98 
7620.15 

14 

153- 94 
165.13 

31 

754.76 
779.31 

48 

1809.56 
1847.46 

66 

3318.31 
3369.56 

82 

5281.03 
5345.63 

99 

7697.71 
7775-66 

16 

176.72 
188.69 

32 

804.25 
829.57 

49 

1885.75 
1924.43 

66 

3421.20 
3473.24 

83 

5410.62 
5476.01 

100 

7854.00 
7932.74 

16 

201.06 
213.83 

33 

liu: 

60 

1963.50 
2002.97 

67 

3525- 66 
3578.48 

84 

5541.78 
5607.95 

..    .. 



17 

226. q8 
240. 53 

34 

907.92 
1  934.82 

61 

2042.83 
2083.08 

68 

3631.69 
3685.29 

86 

5674.51 
5741.47 

[t  is  frequently  desirable  to  know  what  number  of  one-sized  pipes  will  be  equal 
in  capacity  to  another  pipe,  for  a  given  delivery  of  water.  At  the  same  velocity  of 
flow,  two  pipes  deliver  as  the  squares  of  their  internal  diameters,  but  the  same  head 
will  not  produce  the  same  velocity  in  pipes  of  different  sizes  or  lengths,  the  diCFerence 
being  usually  stated  to  vary  as  the  square  root  of  the  fifth  power  of  the  diameter. 

The  friction  of  water  within  itself  is  very  slight,  and  therefore  the  main  resistance 
to  flow  is  the  friction  upon  the  sides  of  the  conduit.  This  extends  to  a  limited  dis- 
tance, and  is,  of  course,  greater  in  proportion  to  the  contents  of  a  small  pipe  than  of 
a  large  one.  It  may  be  approximated  in  a  given  pipe,  by  a  constant  multiplied  by 
the  diameter,  or  the  ratio  of  flow  found  by  dividing  some  power  of  the  diameter 
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by  the  diameter  increased  by  a  constant.  Careful  comparison  of  a  large  number  of 
experiments,  by  diflFerent  investigators,  has  developed  the  following,  as  a  close 
approximation  to  the  relative  flow  in  pipes  of  dififerent  sizes  under  similar  conditions: 


iToo  y/ 


or, 


d+s.6'       '     \/d+3.6 


W  being  the  weight  of  fluid  delivered  in  a  given  time,  and  d  being  the  internal 
diameter  in  inches. 

Friction.  The  laws  governing  the  theoretical  flow  of  water  in  long  penstocks  are 
derived  chiefly  from  the  formula:  

V  =  \/2  gh. 

The  losses  due  to  friction  depend  upon  the  length  and  diameter  of  the  pipes,  also  the 
conditions  of  the  inside  of  same,  whether  rusty,  full  of  silt,  dents  in  the  pipe,  etc.  In 
brief,  the  laws  may  be  stated  as  follows: 

1.  For  equal  velocities,  the  friction  loss  is  proportional  to  the  length  of  penstock. 

2.  Friction  increases  very  nearly  as  the  square  of  the  velocity. 

3.  For  equal  lengths  of  pipe,  the  friction  decreases  with  the  diameter. 

4.  The  rougher  the  interior  surface,  the  greater  the  friction. 

Loss  of  Head.  The  loss  of  head  is  chiefly  due  to  the  friction  of  water  in  the  pen- 
stock, and  may  be  calculated  according  to  Weisbach  as  follows: 

,       /             ,  .oi7i6\  /     v^ 
h  =     .0144  + — ^)t 

h  =  loss  of  head. 
I  =  length  of  penstock  in  feet. 
d  =  diameter  of  penstock  in  feet. 

V  =  velocity  in  feet  per  second. 

Another  formula  deduced  by  Wm.  Cox,  is  as  follows: 

ICKX>  D 

F  =  friction  head. 

L  =  length  of  pipe  in  feet. 

D  =  diameter  of  pipe  in  inches. 

V  =  velocity  in  feet  per  second. 

Table  11  has  been  abstracted  from  tables  given  by  the  Pelton  Water  Wheel  Com- 
pany. It  gives  the  loss  of  head  by  friction  for  each  100  feet  of  penstock  for  diflFerent 
diameters  under  different  discharges  in  cubic  feet  at  velocities  from  2  to  7  feet  per 
second.    The  Cox  formula  gives  practically  the  same  result. 

Table  HI  gives  the  capacity  and  friction  head  for  velocities,  varying  from  8  to 
15  feet  per  second.  It  must  be  noticed  that  the  discharge  is  in  gallons  per  minute. 
One  XJ.  S.  gallon  —  0.133  cubic  foot. 
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TABLE    II.— LOSS   OF  HEAD   BY   FRICTION  IN  PENSTOCKS. 
Inside  diameter  of  pipe  in  inches. 


12 

13 

14 

16 

16 

18 

Vel. 
in 
feet 
per 
sec. 

Loss 

of 
head 

in 
feet. 

Cubic 
feet 
per 
min. 

Loss 

of 
head 

in 
feet. 

Cubic 
feet 
per 

min. 

Loss 

of 
head 

in 
feet. 

Cubic 
feet 
per 

min. 

Loss 

of 
head 

in 
feet. 

Cubic 
feet 
per 
min. 

Loss 

of 
head 

in 
feet. 

Cubic 
feet 
per 
min. 

Ijcurr 

of 
head 

in 
feet. 

Cubic 
feet 
per 

min. 

2.0 

30 

4.0 

5.0 
6.0 
7.0 

.198 
.407 
.685 
103 
1-43 
1. 91 

94 
141 
188 

283 
330 

.183 
.375 
.632 

.949 
1-325 
1-75 

IIO 

166 
221 
276 
332 
387 

.169 
.349 

1.229 
1.630 

128 
192 
256 

385 
449 

.158 
.325 

1. 148 
1.520 

147 
221 
294 
368 
442 
51S 

.147 
.306 

•513 

.770 

1.076 

1.430 

167 
251 
335 
419 
502 
586 

•132 
.271 

X 

.957 
1.270 

212 
318 
424 
530 
636 

742 

20 

22 

24 

26 

28 

30 

2.0 

30 
4.0 
5.0 
6.0 

7.0 

.119 

•245 
.410 
.617 
.861 
1. 143 

262 
393 

654 
78s 
916 

.108 
.222 

.373 

.561 

.782 

1.040 

316 

633 
792 

950 
1 109 

.098 
.204 
.342 
..513 
•717 
.953 

565 

754 

942 

1131 

1319 

.091 
.188 
.315 
.474 
.662 
.879 

442 

663 

88s 

1 106 

1327 
1548 

.084 
.174 
•293 
.440 
.615 
.817 

513 

770 

1026 

1283 

1539 
1796 

.079 
.163 
.273 
.411 
.574 
.762 

^1 

117S 
1472 
1767 
2061 

33 

36 

39 

42 

46 

48 

2.0 
30 
4.0 
S'O 
6.0 
7.0 

248 
374 

i^3 

712 
1070 
1425 
1780 
2140 
2495 

.066 

.135 
.228 

.342 

•479 
.636 

848 

1273 
1697 
2121 

2968 

.061 
.125 
.210 
.316 
.441 
.586 

995 
1442 
1990 

2490 
2986 

3484 

.057 
.117 

•195 
.294 
.408 

•545 

"55 
1730 
2310 
2885 
3461 
4030 

.053 
.109 
.182 
.273 
.382 
.509 

1325 
1987 
2650 

3310 
3970 
4638 

.050 
.  102 
.171 
.256 

.358 
.476 

1508 
2260 
3016 
3770 
4524 
5277 
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TABLE  III.— CAPACITY  IN  GALLONS  PER  MINUTE  DISCHARGED  AT  VELOCITIES  IN 
FEET  PER  SECOND,  FROM  8  TO  15;  ALSO  FRICTION  HEAD  IN  FEET  PER  100  FEET 
LENGTH    OF   PIPE. 


1    Dia. 
Pipe. 

I -inch. 

a -inch. 

3- inch. 

4- inch. 

S-inch. 

6- inch. 

Dia. 
Pipe. 

i 

>» 

g 

>i 

a 

>% 

0 

>> 

c 

^ 

c 

>> 

c 

>> 

1 

I 

1 

I 

1 

I 

1 

I 

.2 

I 

.2 
.2 

1 

•2 
.2 

I 

^ 

6 

tL, 

6 

tu 

6 

tu 

s 

b 

5 

b 

6 

b 

^ 

8 

19.58 

24.5 

78.32 

12.2 

176.24 

8.16 

314.12 

6.12 

489.68 

4.90 

705.64 

4.08 

8 

8§ 

20.80 

27.4 

^3- '3 

137  ii87.25 

9-15 

333-75 

6.86 

520.61 

5-49 

749.01 

4.57 

8i 

9 

22.03 

30.5 

88.11 

15-2 

198.27 

10. 1 

352.26 

7. 64550. 89 
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Strength.  In  calculating  the  thickness  of  the  penstock  shell,  the  following  formula 
may  be  used:  ^, 

t  =-^. 
T 

t  =  thickness  of  shell  in  inches. 

p  =  pressure  in  pounds  per  square  inch. 

d  =  internal  diameter  in  inches. 

T  =  tensile  strength. 

s  =  factor  of  safety. 

Tensile  strength  of  mild  steel  may  be  taken  as  60,000  pounds  per  square  inch. 
Wrought  iron  50,000  pounds  per  square  inch. 

For  calculating  the  circumferential  pressure  in  a  penstock,  tbe  following  formula 

may  be  used: 

^  = 

t 

i  =  intensity  of  strain. 

p  =  pressure  head. 

r  =  radius  of  pipe. 

t  =  thickness  of  shell. 
For  stresses  in  riveted  pipes,  the  following  formula  may  serve: 

i  =  elk. 

i  =  intensity  of  strain. 

e  =  modulus  of  elasticity. 

/  =  change  of  temperature. 

k  —  coefficient  of  expansion. 
In  low  head  plants,  where  large-sized  penstocks  are  used,  the  plates  are  made 
heavier,  so  that  when  the  penstocks  are  emptied,  they  will  retain  their  form.     Another 
way  to  accomplish  the  same  result  is  to  reinforce  the  top  section. 

Construction.  Steel  penstocks  are  made  either  riveted  or  welded.  The  former 
is  made  up  of  sheet  steel  or  iron  plates,  which  are  rolled  in  the  shop  or  field.  The 
latter  is  resorted  to,  only  in  the  case  of  very  large  pipes,  in  order  to  save  freight  rates. 
Lap  joints  are  made  single,  double  or  triple  riveted  according  to  the  head  used. 
Under  high  heads  the  number  of  rivets  in  the  lower  sections  of  the  penstocks  increase; 
this  means  additional  friction  or  loss  of  head.  To  overcome  these  difficulties,  many 
plants  use  welded  pipes  in  such  places;  among  the  prominent  ones  on  the  American 
Continent  is  the  Necaxa  plant  in  Mexico.  Of  the  penstocks  installed  at  this  plant, 
there  are  6  thirty-inch  penstocks,  each  having  a  length  of  2460  feet.  The  lowest 
sections  are  subjected  to  a  static  head  of  1200  to  1300  feet.  They  are  seamless 
welded  pipes,  and  have  a  thickness  varying  from  0.4  to  0.95  of  an  inch,  and  were 
shipped  from  Germany  in  29.5-foot  lengths. 

A  system  of  welding  steel,  particularly  penstocks,  pipes,  etc.,  has  been  in  use  in 
Germany  for  a  number  of  years.  It  is  strange  to  note  that  American  firms  are  very 
slow  to  adopt  this  system;  because  of  this  a  large  number  of  penstocks,  amounting 
to  many  miles,  are  purchased  abroad  and  shipped  to  the  American  Continent. 
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This  process  is  known  as  "autogenous  welding."  It  embraces  all  methods  of 
welding  in  which  the  parts  are  joined  in  a  homogeneous  manner,  the  joints  being 
made  by  the  intermingling  contacts  of  the  fibers  of  the  material  to  be  welded,  so  that 
the  finished  piece  is  one  of  uniform  quality  and  properties  throughout.  The  process 
is  carried  on  by  several  methods,  viz.,  the  oxy-acetylene,  the  purely  electrical,  and 
the  oxy-hydrogen  method.  The  latter  is  the  most  extensively  used,  and  has  been 
discussed  by  the  author  in  the  technical  press.* 

By  using  welded  penstocks,  it  will  be  readily  observed  that  additional  head  is 
obtained  because  of  the  absence  of  rivets. 

No  fixed  rules  can  be  laid  down  for  penstock  construction,  as  it  all  depends  upon 
the  nature  of  the  conditions  under  which  the  steel  penstock  is  to  be  constructed. 
To  give  an  example  of  a  prominent  steel  penstock  construction  on  the  American 
Continent,  that  of  the  Kern  River  Power  Plant^  of  California  is  cited.  It  has  many 
notable  features,  and,  contrary  to  the  customary  practice  on  mountain  slopes,  it  is 
run  through  tunnels.     The  steel  penstock  serves  as  a  lining  to  the  rock-cut  tunnel. 

The  penstock  consists  of  a  tunnel  approximately  1700  feet  long  driven  through 
the  mountains  on  an  incline  and  lined  with  steel,  varying  in  thickness  from  ^^  to 
I J  inches.  This  tunnel  begins  at  the  bottom  of  the  forebay,  and  is  carried  down  at  an 
angle  of  approximately  45  degrees,  and,  turning  into  the  horizontal  section,  emerges 
at  the  lower  end  on  a  level  with  the  floor  of  the  power  station.  There  are  three 
vertical  curves  in  the  tunnel.  The  upper  one  forms  an  angle  of  7  degrees,  260  feet 
from  the  forebay  floor,  and  turns  the  pipe  from  a  grade  of  130.32  per  cent  to  a  grade 
of  101.35  per  cent.  The  second  curve  32.5  feet  lower  down  has  an  angle  of  5  degrees, 
and  turns  the  pipe  into  a  grade  of  84.93  P^^  ^^^^  ^^  which  it  is  carried  994.24  feet 


Fig.  I. — Type  of  Penstock  Flange  used  in  recent  Swiss  Practice. 


to  the  last  vertical  curve.  The  latter  has  an  angle  of  40  degrees,  and  from  its  lower 
end  the  pipe  is  carried  along  horizontally  to  the  power  house,  the  total  length  of  the 
main  being  1697  feet. 

The  penstock  is  finished  to  give  it  an  inside  diameter  of  7  feet  6  inches.    At  the  top, 
a  taper,  20  feet  long  and  10  feet  in  diameter  at  the  forebay  entrance,  terminates  in  the 

'  Oxy-hydrogen  Welding.     Electrical  Worlds  May  9,  1908. 

^  Kern  River  Power  Plant,  by  C.  W.  Whitney.      The  Engineering  Record,  Aug.  lo^  1907. 
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regular  7^  feet  diameter  of  the  completed  tunnel  tube.  This  diameter  of  7J  feet  is 
maintained  throughout  the  inclined  tunnel,  and  on  the  horizontal  beyond  vertical 
curve  No.  3,  for  a  distance  of  167.39  feet. 

At  this  point,  1454.44  feet  from  the  forebay,  the  penstock  emerges  from  the  solid 
rock  and  is  carried  to  the  portal,  a  distance  of  243  feet,  through  a  detrital  deposit, 
lying  between  the  mountain  and  the  power-house  site.  Where  the  tunnel  emerges 
from  the  solid  rock,  a  20-foot  taper  was  installed,  reducing  the  diameter  of  the  main 
from  7i  to  5J  feet,  at  which  diameter  the  pipe  is  carried  to  the  branch  piping  at  the 
power  house. 


Fig.  2. — ^Type  of  Penstock  Flange  used  in  recent  Swiss  Practice. 


The  inclined  part  of  the  pressure  main,  and  the  portion  of  the  horizontal  section 

that  is  carried  through  solid  rock,  were  finished  by  installing  a  steel  lining  built  up 

of  plates  three-sixteenths  inch  thick  for  the  incline,  and  three-eighths  inch  thick  for  the 

horizontal  section,  riveted  together  to  form  a  cylindrical  pipe,  jh  feet  in  internal 

diameter.     The  tunnel  itself  was  driven  in  approximately  circular  form  and  9  feet 

in  diameter.     The  steel  pipe  was  centered  in  the  tunnel,  being  installed  in  lo-foot 

sections,  and  the  space  between  the  outside  of  the  steel  lining  and  the  bed  rock  was 

thoroughly  filled  with  a  mixture  of  i  :  3  :  3  concrete.     The  work  of  installing  this 

lining  was  begun  at  the  lower  end  in  the  horizontal  section,  where  the  pipe  is  tapered 

down  to  a  diameter  of  5J  feet.     At  this  point,  the  20-foot  taper,  already  mentioned, 

was  placed.     It  consisted  of  ig-inch  steel  plates  riveted  together  with  butt  straps. 

The  taper  was  placed  back  in  the  solid  rock,  and  around  it  was  constructed  a  heavy 

bulkhead  of  concrete,  which  was  anchored  into  the  bed  rock  by  means  of  steel  rods 

driven  into  the  sides.     From  this  point,  the  installation  of  the  light  steel  lining  with 

concrete  back-fill,  as  already  stated,  progressed  from  the  bottom  to  the  top  of  the 

tunnel,  terminating  at  the  reinforced  concrete  taper  that  connects  with  the  floor  of 

the  forebay. 

The  rock  formation,  through  which  the  penstock  tunnel  was  driven,  is  not  of  the 
best  kind,  being  very  much  fractured  and  broken.  It  was  necessary  to  timber  the 
greater  part  of  the  shaft  or  incline  when  it  was  excavated,  and  these  timbers  had  to 
be  removed  before  the  steel  lining  was  installed.  The  timbers  were  removed  ahead 
of  the  steelwork,  the  b^  cleaned  off,  and  the  concrete  tamped  into  place  without 
difficulty.     At  a  point  about  120  feet  below  the  top,  the  men  in  charge  removed  some 
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timbers  without  bracing  the  bents  above.  This  precipitated  a  cave-in  of  the  shaft, 
and  several  men  lost  their  lives,  one  man  being  imprisoned  for  two  weeks,  after  which 
time  he  was  rescued  in  good  condition.  In  retimbering  the  caved  portion,  octagon 
steel  sets  of  7-inch  15-pound  I-beams  were  used,  these  sets  being  left  in  place 
when  the  concrete  was  filled  in  behind  the  steel  lining. 

The  lower  end  of  the  pressure  main,  below  the  taper  reducing  the  diameter  to 
5J  feet,  was  made  of  if-inch  steel  plates  sufficiently  heavy  to  withstand  the  static 
pressure  without  any  external  support.  No  concrete  was  placed  around  this  pipe, 
and  the  tunnel  was  merely  left  in  its  original  condition  with  the  timber  set  to  support 
the  ground  overhead. 


Fig.  3. — Flange  used  at  the  Brusio  Plant  (1300-foot.  Head). 


At  a  point  215  feet  above  the  power  house,  a  manhole  was  placed  in  the  inclined 
tunnel  for  convenience  on  inspecting,  and  for  use  in  case  any  repair  work  was  neces- 
sary. The  regular  ^^-inch  steel  lining  was  replaced  at  this  point  by  a  section  of 
i§-inch  pipe  30  feet  long. 

The  steel  pipe  was  shipped  to  Camp  No.  i  at  the  power  house  from  San  Fran- 
cisco, in  5-foot  lengths,  5  sections  being  nested  together  for  shipment.  The  outside 
section  was  riveted  complete  on  its  two  longitudinal  seams,  but  the  four  inner  sections 
were  riveted  on  one  seam  only,  so  as  to  allow  for  the  nesting.  At  the  camp,  the  pipe 
was  riveted  into  lo-foot  lengths,  and  hoisted  by  means  of  an  aerial  tram  to  the  forebay 
site  at  the  upper  end  of  the  pressure  tunnel.  There  the  sections  were  secured  to  a 
dolly  car,  and  lowered  by  means  of  a  hoist  to  the  point  where  they  were  to  be  riveted 
together.  This  car  consisted  of  a  truck  at  each  end  of  the  pipe  sections,  the  latter 
being  hung  from  two  timbers  that  passed  through  the  pipe,  and  rested  on  the  axles  of 
the  truck. 

All  the  piping  in  the  pressure  tunnels,  which  is  constructed  of  steel  plates  of 
one-half-inch  thickness  and  under,  is  made  up  with  standard  lap  joints,  double  riveted 
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on  the  longitudinal  seams  and  single  riveted  on  round  seams.  All  pipe  on  the  work 
over  one-half  inch  in  thickness,  is  made  up  of  butt  strapped  joints  throughout,  with 
triple  riveting  on  each  side  of  the  longitudinal  seams,  and  double  riveting  on  each 
side  of  the  round  seams. 

After  the  steel  lining  was  completed,  an  inspection  revealed  the  fact,  that  there 
were  several  places  along  the  bottom  of  the  pipe  where  voids  had  been  formed  in  the 
concrete  backing. 


Fig.  4. — ^Type  of  Penstock  Flanges  for  Necaxa  Plant,  Mexico. 


These  voids,  which  were  revealed  by  tapping,  were  caused  mainly  by  the  difficulty 
experienced  in  tamping  the  concrete  thoroughly  around  the  steel  lining.  These  steel 
sections  were  10  feet  in  length,  and  in  a  few  places  where  irregular  rock  excavation 
occurred  at  the  bottom  of  a  section,  with  but  a  9-inch  space  at  the  top  for  handling 
the  tamping  bars,  some  voids  were  naturally  formed  because  of  the  insufficient 
tamping. 

Whenever  these  voids  occurred,  the  pipe  was  tapped  and  liquid  cement  forced  in 
untfl  the  hole  was  filled.  The  apparatus  designed  on  the  spot  to  accomplish  this 
work  wais  an  ingenious  one.  A  section  of  3-inch  steel  tube  20  inches  long  was  fitted 
at  the  bottom  with  a  cap  that  would  fit  the  hole  drilled  in  the  steel  lining.    Liquid 
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cement  was  poured  into  the  void  by  means  of  this  pipe,  which  had  a  capacity  of  about 
an  ordinary  pail.     When  no  more  cement  would  run  in,  there  was  fitted  in  the  pipe, 

a  screw  with  a  plunger  at  the  lower  end  and  a 
crank  at  the  outer  end.  By  means  of  this  device, 
the  cement  was  forced  into  the  void  under  pres- 
sure until  it  would  hold  no  more.  The  pump  was 
then  removed  and  the  hole  in  the  lining  was 
stopped  up  by  an  ordinary  flush  pipe  plug.  There 
were  ii6  of  these  voids  tapped  and  filled  through 
the  lining;  only  three  of  them  were  of  any  size. 
A  number  of  the  voids  required  only  a  pint  of  the 
liquid  cement,  the  quantity  used  varying  up  to  the 
largest,  for  which  ten  buckets  of  the  slush  were  necessary.  The  slush  used  was  a 
liquid  mixture  of  Portland  cement  and  sand.  The  work  was  carried  on  from  a  dolly 
car  fitted  with  beveled  wheels,  lowered  down  from  the  top  by  a  steel  cable.  About 
15  days  were  necessary  to  complete  this  special  work.  After  all  the  voids  were 
filled,  the  entire  pipe  was  painted  with  asphaltum,  the  same  dolly  car  being  used  for 
the  purpose. 


Fig.  5. — ^Type  of  Penstock  Flange 
for  Sillwerke,  Innsbruck. 


Fig.  6. — Method  of  Anchoring  Penstock,  Jajce  Power  Plant,  Bosnia. 

In  the  rear  of  the  power  house,  a  number  of  branch  penstocks  lead  to  the  turbines. 
They  are  built  ta{>ercd,  and  vary  in  thickness  from  if  to  f  of  an  inch.  At  the  end 
of  the  last  section  of  the  penstock  is  a  28-inch  gate  valve  for  emptying  the  entire 
system  when  necessary.  All  branches  are  provided  both  outside  and  inside  of  the 
building  with  a  gate  valve. 
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Flanges.   In  connection  with  high-pressure  penstocks,  particular  attention  must 
be  paid  to  the  flanges  uniting  the  different  sections.     In  Fig.  4  are  shown  three 
different  designs  of  flanges,  as  used  with  the  pre- 
viously mentioned  Necaxa  penstocks,  for  different 
pressures.     It  will  be  noticed  that  these  flanges 
act  as  a  lever  upon  the  flared  ends  of  the  penstock. 

Another  type  of  flange,  by  the  manufacturer 
of  the  above,  will  be  found  under  subheading 
"  Slip- joints. "  A  simpler,  yet  efficient,  flange 
joint  is  seen  in  Fig.  5.  It  has  been  used  in  con- 
nection with  the  Sillwerke  plant,  near  Innsbruck, 
Tyrol.  Its  eflSciency  lies  chiefly  in  the  wedge- 
shaped  packing. 

Anchors.  In  order  to  prevent  penstocks  from 
sliding  on  mountain  slopes,  they  must  be 
anchored.  The  simplest  way  is  to  embed  them  in 
concrete  blocks.  Another  way  is  to  rivet  on  iron 
saddles,  and  bolt  the  same  to  concrete  piers;  in 
addition,  anchor  rods  are  sometimes  used.     Such  a  method  of  anchoring  is  seen  in 


t 


Fig.  7. 


—Hinged  Penstock  Support, 
Kaiserwerke,  Tyrol. 
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Figs.  8  and  9. — Expansion  Slip-Joints  for  Penstocks. 


Fig.  6.     By  studying  this  illustration  it  will  be  readily  seen  that  embedding  the 
penstock  in  a  single  massive  block  would  have  accomplished  the  same  purpose. 
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Special  precautions  must  be  taken,  where  the  penstocks  run  on  turns,  either 
horizontally  or  vertically,  by  establishing  fixed  anchors.  Between  two  anchors, 
the  penstocks  rest  on  supports,  and  an  expansion  joint  must  be  provided. 

Saddles.  Penstocks  must  be  properly  supported  between  anchors  on  saddles, 
to  allow  the  penstock,  in  case  of  expansion,  to  slide.  As  the  movement  of  the  penstock 
is  slight,  it  is  not  essential  to  provide  the  saddles  with  rollers,  as  has  been  done  in  some 
cases.  The  saddles  are  made  of  cast  iron  or  semisteel,  and  so  designed,  that  the 
fxrnstock  rests  on  two  carrying  surfaces,  in  order  to  give  a  better  support  and  minimize 
friction. 

The  saddles  must  be  rigidly  anchored  to  concrete  or  other  masonry  piers.  The 
spacing  of  the  saddles  is  closer  at  the  bottom  of  the  mountain  slope  than  at  the 
top,  or  they  may  be  constructed  heavier  (similar  to  the  penstocks)  as  the  pressure 
exerted  upon  them  is  greater.  When  the  penstock  leaves  the  ground  for  short 
distances,  a  method  for  supporting  may  be  adopted  as  is  given  in  Fig.  6.  It  has  been 
used  in  connection  with  a  power  plant  in  North  Tyrol.  It  consists  of  a  steel  frame- 
work hinged  to  a  concrete  pier;  the  upper  end  forms  a  saddle,  which  is  clamped 
to  the  penstock.  This  arrangement  allows  a  free  movement  of  the  penstock  due  to 
expansion. 


Fui.  lo. — Wedge-Shaped  Expansion 
J  (lint,  Jajce  Plant,  Bosnia. 


Fig.  II. — Ferrum  Slip- Joint.    Flange  for  High 
Pressure  Penstocks. 


Expansion  Joints.  The  expansion  joints  must  be  located  at  the  upper  end  of 
t*ach  section  between  anchors,  when  descending  a  mountain  slope.  This  is  done  to 
nlieve  the  expansion  joint  from  the  weight  of  the  penstock,  so  tliat  when  expansion 
takes  [jlacc,  the  section  of  the  penstock  slides  up  hill.  These  expansion  joints  are, 
in  most  cases,  of  the  slip-joint  type,  as  seen  in  Figs.  8  and  9,  both  of  which  have 
btMMi  used  in  connection  with  recent  Swiss  power  plants. 

Another  type,  seen  in  Fig.  10,  has  been  used  in  connection  with  the  Jajce  plant 
in  lidsnia.  It  consists  of  a  wedge-shaped  drum  to  take  up  the  expansion  of  the 
lierihtock,  which  is  laid  on  an  angle.  The  diameter  of  drum  depends  upon  the 
amount  of  expansion  to  be  taken  up,  and  the  sides  are  preferably  of  copper. 
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A  way  to  avoid  special  expansion  joints  and  sliding  saddles,  is  to  use  stuffing-box 

ffan^,  which  have  been  used  especially  in  high  head  installations,     A  detail  of  this 

flange  joiot    is  seen  in   Fig.    ii.     The  manufacturers    (Aklicngesellschafl   Ferrum 

Kattowit^^  Germany)  claim   that   it   is  not  essential  to  lay  the  penstock  sections 

-n  centers.     It  dot's  away  with  slip  joints,  as  each  section  takes  up  its  own 

,  ,,^..  ,an.     The  joints  can  be  packed  without  taking  the  sections  apart.     Because 

the  flanges  are  removable,  the  sections  aje  made  easier  for  shipment »  and  in  some 

eases  ihey  may  he  tclcscopLd.     Fig.  ii  shows  six   penstock  lines  with  this  type  of 


\ 
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Flc.  13.— Penstocks  with  Slip* Joint  Flanges,  Loch  Le\*en  Plant,  Scotland. 


langc  as  installed  for  the  Loch  Leven  Water  and  Electric  Company,  Scotland- 
lesc  penstocks  have  a  diameter  of  40  inches,  and  a  shell  thickness  varying  from 
ihf^e'Clghths  to  seven-eighths  inch.  The  lower  sections  are  designed  for  a  pressure 
of  425  j-K>ynds  per  sf|iiare  inch*  Each  of  the  lines  is  6230  feet  long.  The  sections 
are  made  in  ic>,7*foot  lengths.  The  concrete  anchor  blocks  are  placed  about 
175  feci  apart. 

The  constant  applied  for  calculating  the  expansion  for  wrought  iron  and  steel  is 
^7  of  an  inch  i>er  inch,  or  approximately  .00008  of  an  inch  per  foot  for  one 
rFahr.  The  coellicient  for  cast  iron  is  .0000059  per  unit  of  length  per  degree 
Fahr.  As  cast  iron  or  cast  steel  fittings  amount  to  but  little,  the  coefficient  of  wrought 
iron  or  stcd  is  best  employed. 


,.^ 


74 


HYDROELECTRIC    DEVELOPMENTS   AND   ENGINEERING. 


'>" 


PENSTOCKS. 


75 


Safety  Devices.  For  the  protection  of  penstocks,  they  must  be  provided  at  the 
upper  end  with  relief  devices.  If  there  is  no  air  vent  at  the  top,  the  penstocks  are 
apt  to  collapse  when  the  head  gates  are  closed,  because  of  the  formation  of  a  partial 
vacuum.  This  vent  pipe  is  nothing  more  than  a  pipe  connection  on  top  and  directly 
behind  the  head  gate,  and  must  extend  above  high-water  level.  Care  must  be  taken 
that  the  vent  pipes  do  not  freeze.  In  many  plants  they  are  simply  ducts  in  the  wall 
of  the  collecting  basin  or  dam.  An  example  of  such  a  device  is  given  in  Fig.  12,  in 
which  case  there  is  a  separate  collecting  basin  and  gate  house.  The  vent  pipes 
extend  through  the  roof  of  the  former  and  above  the  high-water  level  of  the  collecting 


w^/^///'^/'f////^fi'y^^^^^^-^''''-^^f^^'^^^' 


Fig.  14. — Automatic  Flap.     Inlet  to  Penstock,  Brusio  Plant,  Switzerland. 


basin.  Another  safety  device  in  the  head  works  of  this  plant  is,  the  mouth  of  the 
penstock  in  the  collecting  basin  is  provided  with  a  flap  valve.  In  case  a  penstock 
should  fail,  this  valve  will  close  automatically,  and  can  be  operated  from  the  collecting 
basin  or  from  the  power  house  by  remote  control.  The  flap  is  counterbalanced  by  a 
weight.  The  penstocks  can  be  filled  through  a  by-pass  after  the  flap  is  closed  (see 
Fig.  14).    In  addition  to  this,  the  collecting  basin  is  provided  with  a  mechanical- 


76  HYDROELECTRIC   DEVELOPMENTS   AND   ENGINEERING. 

electric  water-level  indicator,  which  indicates  in  the  power  house  the  water  level  in 
the  collecting  basin. 

Another  device  for  admitting  air  into  a  penstock  to  prevent  the  formation  of  a 
vacuum,  is  shown  in  Fig.  15.  It  has  been  installed  in  a  recent  Swiss  power  plant, 
which  operates  under  a  head  of  767.5  feet.  When  the  penstock  is  under  pressure, 
the  valve  is  closed;  when  air  is  admitted,  the  disk  is  held  in  place  by  a  spring.  In 
plants  where  the  penstocks  have  a  long  horizontal  run,  and  suddenly  go  down  a  steep 
slope,  a  vacuum  will  be  created  in  the  latter  if  the  turbine  valve  is  suddenly  opened 
wide.  This  is  due  to  the  fact  that  the  velocity  will  be  greater  in  the  vertical  section 
than  in  the  long  horizontal  line.  To  overcome  this,  the  above-mentioned  valve  is 
placed  near  the  junction  of  the  vertical  and  horizontal  sections. 

Fig.  15  is  another  safety  device,  which  will  act  automatically  on  low-water  level, 
or  in  case  the  generator  should  drop  its  load.  If  for  any  reason  the  penstock  should 
fail,  the  valve  will  shut  off  the  water  automatically. 

The  lower  end  of  the  penstocks  must  be  provided  with  relief  valves  or 
blow-out  plates,  so  that  in  case  of  a  sudden  shut  down  of  the  turbines,  the  water 
in  the  penstock  will  be  released  through  the  safety  devices,  and  discharged  into 
the  tailrace. 

The  safety  devices  must  be  so  located,  that  when  they  operate,  no  damage  will 
result.     Manholes  must  be  provided  on  the  lower  sections  of  penstocks. 

Standpipes.  Another  safety  device,  to  relieve  penstocks  of  excess  pressure,  is  the 
standpipe.  These  standpipes  are  usually  connected  to  the  end  of  the  penstock,  and 
must  extend  vertically  several  feet  above  the  head,  so  that  in  case  of  a  sudden  increase 
of  pressure,  the  water  has  a  chance  to  rise  before  overflowmg.  Usually  these  stand- 
pipes  are  wasteful,  and  to  overcome  this  defect,  a  standpipe  system  similar  to  that  in 
the  Urfttalsperre,  Germany,  may  be  used.  This  standpipe,  however,  is  not  located 
at  the  end  of  the  penstock,  but  lies  at  the  junction  of  the  pressure  tunnel  and  the 
penstock. 

Another  method  is  to  provide  the  lower  end  of  the  penstock  with  an  air  cushion, 
which  is  nothing  more  than  a  closeil  chamber,  and  acts  in  the  same  way  as  an  air 
chamber  on  a  reciprocating  pump.  This  air  chamber  must  be  as  air  tight  as  possible, 
otherwise  the  air  will  escajx^  and  render  the  device  useless.  In  connection  with 
Jajce  Power  Plant,  Bosnia,  iSqq,  the  author  experienced  similar  trouble,  and  to 
remedy  the  ditTiculiy,  an  air  pump  had  to  be  installed  to  maintain  the  air  cushion. 
All  standpipes  must  be  pn^tinrteil  from  freezing. 

Protection.  In  exceptionally  cold  regions,  penstocks  must  be  protected  from 
frost.  They  may  bo  ombeildtxl  in  the  gR>und  below  the  frost  line,  or  protected  by 
a  wooden  box  covering.  To  cite  an  example  what  frost  might  do,  at  Grand  Mfere, 
Quebec.*  a  penstcvk  of  14  ftvt  diameter  was  left  unprotected  during  the  first  winter. 
It  was  found  to  have  its  interior  surface  covoreii  with  solid  cr>*stal  ice  of  from  12  to 
iS  inches  in  thickness. 

If  the  wnstock  is  buricvl  in  the  ground,  the  trench  must  be  left  open  at  least 
several  months  after  o{XTAiion   has  commenced,  to  ascertain  whether  additional 

*  ThuncK  ModctQ  Turbine  Pnktk^,  R-  iro- 
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calking  is  necessary.     Before  the  trench  is  filled,  the   penstock  must  be  properly 
painted.     Buried  penstocks  do  not  require  any  device  for  taking  up  expansion. 
All  penstocks  must  be  coated  with  hot  asphalt  both  inside  and  outside. 


WOODEN    PENSTOCKS. 

Adaptability.   Wooden  penstocks  are  largely  used  in  the  western  states,  particu- 
larly on  the  Pacific  coast,  where  it  is  necessary  to  conduct  water  over  long  runs. 

They  are  practically  installed  for  heads 
up  to  300  feet.  Wherever  they  axe 
installed  under  higher  heads,  they  axe 
always  placed  in  the  top  section  of  the 
conduit.  As  they  have  many  advantages 
over  metal  or  reinforced  concrete  pen- 
stocks, they  are  much  in  favor.  Some 
of  the  advantages  are,  that  they  are 
smooth  and  have  a  greater  carrying 
capacity,  ranging  from  10  to  20  per  cent 
more  than  any  other.  Another  import- 
ant factor  is,  that  they  are  very  much 
cheaper  and  do  not  deteriorate  as  rapidly 
as  those  of  metal.  Further,  they  are 
unaffected  by  frost. 

In  the  construction  of  some  pen- 
stock lines,  it  would  be  difficult  to 
transport  heavy  steel  penstocks  over  the 
country  where  there  are  no  roads.  In 
such  cases,  the  wooden  penstock  is 
used.  They  range  in  diameter  from 
10  inches  upward,  and  vary  in  thickness 
according  to  the  diameter.  The  staves 
arc  milled  from  clear,  well-seasoned  or 
kiln-dried  yellow  pine,  redwood  or  fir. 
The  ends  of  the  staves  are  connected 
by  a  tongue,  which  prevents  butt  joint 
leakage.  The  staves  are  held  in  place 
by  steel  rods  and  a  cast-iron  shoe. 


Fig. 


16. — Automatic  Low  Water  Device  for 
Protecting  Penstocks. 


Spacing  of  Bands.    The  spacing  of  the  iron  bands  is  determined  by  a  formula 
given  by  James  D.  Schuyler.*  j2oo  DP 


N 
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N  =  number  of  bands  per  100  feet. 
D  =  diameter  of  pipe  in  inches. 
P  =  pressure  in  pounds  per  square  foot. 

S  =  safe  working  strain  in  pounds  per  square  inch  for  bands  when  threaded 
for  use,  determined  by  regular  tests  at  the  mills  where  they  are  made. 

>  Trans,  of  Am.  Soc.  of  C.  £.,  vol.  xxxi. 


rbf  foUnwing  values  of  S  give  a  factor  of  safety  of  about  five  in  each  case,  or 
one- fourth  of  the  clai>tic  limit: 

TABLE    L  — SAFE   WORKING    STRAIN    OF   pr,NSTOCK:   BANDSL 


|-inch  bands  — 

plain 

5=  looojJouRds. 

-inch  hands....  . 

upset 
plain 

S^=^  1 300  pounds. 

irinrh  bands... 

S  =  2000  pounds. 

l-inth  bands.. 

upset 
p  ain 

S=  350Q  pKJunds. 

^incb  Itands..-, 

S—  3000  pounds. 

l-inch  bands.-.. 

upset 

5^  3SO0  pounds. 

tic  formula  given  below  svas  used  by  C,  P.  Allen,  in  the  construction  of  a 
B^-milc  penstock  along  the  Little  Conemaugh  River  near  Johnstown,  Penn*     This 
rnstock  has  a  diameter  of  36  to  44  inches.     The  pressure  in  this  penstock  is  slight; 
regular  slope  is  1  to  2  feet  in  1000.* 

^  Some  Applications  of  Wooden  Stave  Pipe,  by  John  Birkinbiae,  In  a  p&psT  before  the  Etigineeis'  Club» 
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Number  of  bands  per  icx>  feet  = 


6qo  DPIIF 
AB 


D  =  diameter  of  pipe  in  inches, 
P  =  pressure  due  lo  i  foot,     (0*44  pound,) 
H  ^  head  in  feet. 
F  =  factor  of  safely. 
A  =  area  of  bands  in  square  inches. 
B  —  breaking  strain  of  bands  per  sc[uare  inch. 

Thus,  for  a  44-inch  penstock,  one-half  inch  bands,  and  a  50-foot  head^  the 
number  of  bands  per  100  feet  is 

_  600  X  44  X  Q.44  X  50  X  4 
0.19635  X  60000 

Fnctioa,  As  already  indicated,  the  friction  in  wooden  penstocks  is  very  low,  as 
the  staves  are  planed.  The  resistance  of  steel  penstocks  increases  each  year,  while 
that  of  wooden  penstocks  decreases.  In  Kutter^s  formula,  the  factor  of  resistajace 
is  generally  taken  as  o.oio  for  wooden  stave  pipe,  while  for  steel  as  0*013.  Some* 
times  the  factor  for  wooden  stave  penstocks  goes  as  low  as  0*007, 


==  197, 


Fig.  18* — ^Three  J-itnyi  Wt>orlen  Stave  Penstwks,  each  4000  feet  long  and  connected  to 
Riveted  Steel  Penstocks.  looo  feet  long.  Great  Northern  Power  Company,  Duluth, 
Minnes<»ta. 

Durability.   The  durability  of  wooden  stave  penstocks  if  kept  cotitinuafly  wet, 
is  yet  undetermined.    The  following  data  are  of  interest:  in  1898  some  of  the  origimd 
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wooden  pipe  laid  in  the  London  waterworks  in  1802,  were  taken  out  sound  and  free 
from  rot.     Some  of  these  wooden   mains  were  in  actual  use  as  late  as  1865,  after 
having  been  in  the  ground  for  63  years.     Some  of  the  wooden  pipes  first  laid  in# 
Philadelphia,  after  being  in  use  21  years,  were  removed  and  relaid  in  Burlington 
where  they  were  in  use  for  28  years. 

In  a  series  of  tests  carried  on  at  the  Puget  Sound  Navy  Yard  in  1901,  comparing 
Douglas  fir  and  yellow  pine  for  pipe  staves,  Frank  W.  Hibbs,  naval  constructor 
of  the  United  States  Navy,  arrived  at  the  following  conclusions: 

In  strength,  Douglas  fir  is  generally  equal  to  yellow  pine,  and  superior  to  it  in 
some  essential  particulars. 

Douglas  fir  is  decidedly  more  elastic  than  yellow  pine. 

Douglas  fir  is  far  superior  to  yellow  pine  as  regards  toughness. 

Yellow  pine  is  superior  to  Douglas  fir  in  wearing  qualities,  especially  when 
moisture  is  present. 

Yellow  pine  is  superior  to  Douglas  fir  in  lasting  qualities,  on  account  of  the 
greater  amount  of  pitch  it  contains. 

Douglas  fir  is  14  per  cent  lighter  than  yellow  pine. 

Following  are  the  average  general  characteristics  of  strength  of  Douglas  fir: 

For  well-seasoned,  fine-grained,  hard,  clear  stock: 


TABLE    II.  —  STRENGTH    OF    DOUGLAS    FIR. 


Characteristics. 

Pounds .  per 
s(]uare  inch. 

Tensile  strength 

13,000 

350 

10,000 

6,000 

1 ,500,000 

1,200 

4,000 

9,000 

70,000 

27,000 

15,000 

6,000 
35 

Tensile  strength  across  grain 

Tensile  strength  for  bending 

Elastic  limit  tor  bending 

Modulus  of  elasticity  for  bending 

Strength  for  compression  across  the  grain  without 
destructive  deformation 

Modulus  of  elasticity  for  compression  across  the  grain. 
Crushing  strength  for  compression,  **end  on"  to  grain 

Modulus  of  elasticity  for  **end  on"  compression 

Modulus  of  elasticity  for  torsion 

Shearing  strength  with  the  grain 

Crushing  strength  for  columns  whose  proportions  are 
such  as  to  resist  bending 

IVeiflrht  Dcr  cubic  foot,  uounds 

Coit  The  cost  of  wooden  stave  penstocks  relative  to  steel  penstocks,  depends 
on  pressure,  size,  location,  and  character  of  country,  through  which  they  are  laid. 
Mr.  L  A.  Adams  states  that  the  details  of  cost  of  an  18-inch  penstock  at  Astoria, 
Ore.,  7i  miles  long,  are  as  follows: 

"Steel  in  bands, S0.048  per  pound;  lumber,  feet  board  measure  in  staves  measured 
before  milling,  $35.40  per  thousand.     The  cost  to  the  city,  including  all  appurte- 
nances, was  $0,903  per  foot;  and  $0.76  excluding  such  appurtenances.     The  whole 
amount  of  the  contract  was  $36,100,  and  the  total  extra  work  cost,  $29.35. 
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The  distribution  of  the  cost  was  as  follows: 

**  Building  and  spacing  bands,  55  per  cent;  back-cinching,  26  per  cent;  repainting 
ironwork,  3  per  cent;  back-filling  to  a  depth  of  6  inches  over  the  pipe,  8.75  per  cent; 
placing  specials,  3.5  per  cent;  placing  air  valve,  0.75  per  cent;  unclassified  labor, 
3  per  cent.'* 
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Fig.  19. — Cross  Section  and  Partial  Plan  of  a  Wooden  Stave  Penstock. 
Adams  also  gives  the  cost  for  the  riveted  steel  pipe  in  the  same  line  as  follows: 


Size. 

Gauge  of  steel. 

Price. 

14-inch 
16-inch 
1 6-inch 

No.  12 
No.  12 
No.  10 

$1.10 
1. 18 
1.38 

The  manufacturing  cost  of  the  riveted  steel  pipe  was  about  0.45  of  a  cent  per 
pound  for  labor  only,  including  the  cost  of  dipping. 


Fig.  20. — Cast-iron  Saddle  for  Connection  to  a  Smaller  Pipe. 


Comparative  costs  on  the  construction  of  steel,  cast-iron  and  wooden  penstocks 
are  given  in  Table  III,  as  compiled  by  Mr.  A.  L.  Adams  for  Chicago.  These  figures 
are  5up{X)sed  to  include  only  the  principal  items,  with  no  profit  to  the  contractor, 
or  for  incidentals,  and  are  therefore  for  comparison  only. 
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TABLE  III.  —  COMPARATIVE  COST  OF  PIPE  AT  CHICAGO,  INCLUDING  LAYING,  BUT 

OMITTING    HAUL. 

Wooden  Stave  Pipe. 


Diameter. 

a  5 -foot  head. 

50-foot  head. 

X 00-foot  head. 

200-foot  head. 

Inches. 

12 
18 
24 
30 
36 
42 
48 

IS 
66 
72 

So.  42 
0.69 
0.79 
0.96 
1. 19 
1.40 

1-55 
2.23 
2.85 

3- 65 

So.  49 
0.80 
0.91 
1. 12 
1.40 
1.68 
X.8S 
2.62 

3-35 
3.81 

4.38 

So.  63 
1.02 
1. 14 
1.44 
1.82 
2.23 
2.46 
3-43 
4.37 
5.00 

5.83 

So.  85 
1.46 
1. 61 
2.06 
2.65 

502 
6.40 
7.38 
8.73 

Riveted  Steel  Pipe. 

• 

No.  14. 

No.  za. 

No.  10. 

No.  8. 

No.  6. 

J-inch. 

A-inch. 

l-inch. 

Inches. 

12 
18 
24 

36 
42 
48 

IS 
66 
72 

So.  32 

So.  38 

0.57 

So.  44 
0.65 
0.85 

So.  78 
1.04 
1.27 

1. 61 

So.  98 
1.28 
1-59 
1.93 
2.18 
2.48 
2.80 

Si.  55 
1.93 
2.30 
2.66 
3- 03 
3.41 
3.79 
4. 35 
4.52 

Si.  99 
2.46 
2.92 

3.37 
3.83 
4.29 

4.75 

5-21 

5.66 

S3. 04 
3.58 
4.12 
4.66 
5.21 
5-74 
6.29 
6.83 

♦ 

Cast-iron  Pipe. 

EHameter. 

a  5-foot  head. 

So-foot  head. 

loo-foot  head. 

a  00-foot  head. 

Tacbes. 

1           xa 
18 
24 

36 
42 
48 

66 
7^ 

So.  73 
1.29 
1. 91 
2.67 
3-47 
4.42 

i.is 

8,04 

9.51 

11.32 

So.  77 
1.35 
2.00 
2.80 
3.67 
4.69 

5.84 

7.10 

8.63 

10. 16 

12.00 

So.  84 
1.46 
2.18 
3.07 
4.06 
5.22 

8.00 
9.80 

11.55 
13.26 

Si.  00 
1.70 

3.61 
4.8s 
6.28 
7.92 
9.78 

12.13 
14.05 
16.00 
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Construction.  A  very  good  example  of  wooden  stave  pipe  construction  is  that 
built  in  connection  with  the  Bishop  Creek  Power  Plant/  The  penstock  is  about 
12,000  feet  long,  consisting  of  6700  feet  of  42-inch  wood-stave  pipe,  2150  feet  of 
30-inch  wood-stave  pipe,  and  3150  feet  of  24-inch  steel  penstock;  all  diameters 
being  inside  measurements.  The  42-inch  penstock  lies  on  a  nearly  level  grade,  the 
static  head  at  the  lower  end  being  about  30  feet.  At  this  point,  are  placed  two 
30-inch  gate  valves,  one  opening  into  the  30-inch  penstock,  and  the  other  provided  for 
a  future  line.  The  30-inch  penstock  descends  the  hill  to  a  point  that  gives  a  static 
head  of  265  feet.  Here  it  joins  the  24-inch  steel  penstock,  which  descends  a  steep 
hill  to  the  power  house;  the  total  static  head  is  1068  feet.  For  about  500  feet,  this 
steel  penstock  is  laid  on  an  angle  of  38  degrees  from  the  horizontal. 

The  42-inch  penstock  is  made  up  of  twenty-five  staves,  and  the  30-inch  penstock 
of  nineteen  staves,  milled  from  a  2  by  6-inch  piece.  The  lumber  is  red  fir  from 
Southern  Oregon,  and  the  staves  were  milled  there  to  the  proper  circle.  The  bands 
are  mild  steel,  one-half  inch  in  diameter,  with  ends  upset  to  five-eighths  inch  diameter. 
They  were  shipped  straight,  and  bent  to  form  at  the  work.  The  lugs  are  of  cast 
iron,  of  a  form  that  allows  the  ends  of  the  bands  to  pass  each  other,  and  be  tightened 
with  nuts  on  each  end. 

When  the  bands  are  tightened  there  is  a  slight  bending  of  the  rods,  but  this  is  not 
believed  to  be  injurious.  The  ends  of  the  staves  were  slotted,  and  a  three-sixteenths 
by  one-half  inch  compressed  paper  dowel  inserted.  When  wet,  this  dowel  swells,  and 
proves  very  effective  in  closing  leaks.  Bands  on  the  42-inch  penstock  were  spaced 
on  6-inch  centers,  although  the  pressure  did  not  demand  this  close  spacing.  On  the 
30-inch  pipe,  which  is  subject  to  a  considerable  pressure,  the  designer  used  the 
pressure  due  to  swelling  of  wood  given  by  A.  L.  Adams,  100  pounds  per  square  inch; 
in  addition  to  this,  an  allowance  was  made  for  initial  tension  in  the  rods  due  to  the 
stress  necessary  to  bring  the  staves  into  form.  Red  fir  is  a  very  stiff  wood,  and  by 
observation  it  was  determined  necessary  to  use  2100  pounds  to  bring  the  staves 
into  position;  this  was  calculated  as  being  distributed  along  the  lineal  foot  of  pipe, 
and  distributed  among  whatever  number  of  bands  occurred  in  that  length  under 
different  heads.  Bands  were  spaced  under  these  assumptions  with  a  safety  factor 
of  four. 

The  question  of  initial  tension  on  the  rods  is  believed  to  be  a  vital  one,  as,  in  the 
case  of  the  stiff  lumber  used,  it  required  much  cinching  to  make  the  staves  come 
together.  As  the  wood  is  hard,  the  bands  crushed  into  it  but  little  under  pressure, 
and  hence  there  is  little  relief  to  the  stress.  By  test  it  was  determined,  that,  with  the 
wrenches  used,  an  initial  tension  of  8000  pounds  per  square  inch  could  easily  be 
obtained. 

The  wood  pipe  is  laid  directly  on  the  ground,  a  few  sills  of  culled  material  being 
placed  at  intervals.  At  points,  it  was  covered  with  earth  as  a  protection  from  possible 
rocks  rolling  down  the  steep  hillsides.  The  penstock  was  laid  in  easy  curves,  but  in 
one  case  a  curve  of  100  feet  radius  was  made  through  nearly  90  degrees.  For  nearly 
two  months  the  daily  amount  laid  averaged  "iio  feet. 

^  Bishop  Creek,  Cal.,  Hydro-electric  Power  Plant,  by  J.  D.  Galloway.  EUcincai  Warid,  June  30,  1906. 
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The  wood  pipe  is  provided  with  two  6-inch  and  one  30-inch  standpipes,  the 
iormcr  being  of  casing  and  the  latter  of  30-inch  wood  pipe.  In  addition,  6-inch  air 
valves  are  supplied  in  such  number,  that  there  is  a  6-inch  opening  every  iioo  feet. 
On  the  steel  pipe,  three  6-inch  air  valves  were  placed  at  the  upper  end.  The  material 
for  the  wood  pipe  was  mostly  hauled  to  the  site  on  wagons,  a  minor  portion  being 
hauled  up  from  the  power  house  on  the  tramway  used  in  laying  the  steel  pipe. 

Another  very  interesting,  and  in  some  respects  difficult,  wooden  stave  penstock 
construction  was  laid  in  the  American  Fork  Canyon,  Utah.*  Where  conditions 
justified,  the  continuous  wood -stave  penstock  was  laid  on  a  grade  as  near  the  hydraulic 
grade  as  was  thought  advisable,  when  considering  the  necessity  of  keeping  the  pipe 
filled.  It  was  found  necessary,  however,  to  construct  three  inverted  siphons,  the  first 
and  longest  one  being  at  the  upper  end  of  the  line,  where  the  pipe  follows  down  the 
bottom  of  the  canyon  for  some  distance;  the  other  two  are  about  midway  between  the 
point  of  diversion  and  the  power  house.  The  maximum  head  on  this  pipe,  at  one  of 
the  siphons,  is  175  feet. 

The  remaining  portion  of  this  line  was  laid  on  a  table,  cut  on  a  grade  contour  along 
the  mountain  side.  As  the  canyon  is  rough  and  broken,  this  alignment  necessitated 
the  introduction  of  many  curves,  some  of  which  were  quite  sharp,  and  the  driving  of 
many  tunnels  through  solid  quartzite  ledges,  the  length  of  the  tunnels  varying  from 
2$  to  160  feet.  The  tunnels  were  rectangular  in  shape,  the  dimensions  being  4  by 
5  feet,  and  some  of  them  were  located  on  curves. 

The  pipe  is  36  inches  in  diameter,  and  a  section  at  right  angles  to  its  axis  shows 
22  staves.  These  staves  were  sawed  from  well-seasoned  Oregon  fir,  with  their  faces 
dressed  to  true  segments  of  circles,  and  the  edges  to  true  radial  lines.  They  are 
if  inches  thick,  but  vary  in  length  from  8  to  15  feet. 

In  making  the  joints,  a  special  malleable  casting  patented  by  Frank  C.  Kelsey 
was  used.  A  section  through  this  casting  is  similar  in  shape  to  that  of  an  I-beam, 
except  that  there  is  a  shorter  flange  projecting  from  the  middle  of  the  web  on  either 
side.  The  distance  between  the  outer  edges  of  the  main  flanges  corresponds  with 
the  thickness  of  the  staves,  but  one  of  them  has  a  batter  of  one-thirty-second  inch. 
This  means,  that  when  in  place,  the  outer  flanges  project  over  the  ends  of  the  stave, 
compressing  it  one-thirty-second  inch,  while  the  middle  triangular  flanges  are  driven 
into  them.  The  flanges  of  this  casting  are  longer  than  the  web,  so  they  not  only 
project  over  the  two  ends  of  the  staves,  but  also  over  the  side  adjoining. 

The  bands  are  one-half  inch  in  diameter  and  have  square  heads,  with  upset 
threaded  ends.  The  foreman  on  the  work  was  provided  with  a  sheet  showing  the 
required  band  spacing  for  the  various  portions  of  the  pipe,  the  spacing  having  first 
been  calculated  for  the  given  pressure. 

The  coupling  has  a  curved  seat,  which  sets  on  the  outside  of  the  stave,  and  two 
lugs  so  designed  that  they  will  hold  both  the  head  and  nut  of  the  band. 

The  staves  were  hauled  as  near  to  the  work  as  possible  in  wagons.  From  this 
point,  in  the  bottom  of  the  canyon,  a  narrow  T-rail  track  was  laid  up  the  mountain 

*  An  Hydro-electric  Development  in  American  Fork  Canyon,  Utah,  by  A.  P.  Merrill.  The  Engineer^ 
mg  MMord^  Biay  9,  2908. 
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side  to  the  grade.  The  cars  containing  the  bands,  staves,  and  so  forth,  were  draw 
up  the  track  by  a  horse. 

All  castings  and  steel  bands  were  dipped  in  a  special  paint  before  being  usee 
This  was  done  in  the  bottom  of  the  canyon  near  the  lower  end  of  the  track. 

Construction  was  quite  difficult  in  many  places,  especially  at  the  two  lower  siphon: 
and  in  the  tunnels  located  on  the  curves.  In  building  the  pipe  around  curves,  shoi 
straight  lengths  from  50  to  75  feet  long  were  first  constructed,  only  enough  banc 
being  used  to  hold  the  staves  in  place.  It  was  then  shifted  into  the  proper  place  wit 
jacks.  In  doing  this,  some  of  the  staves  tended  to  slide  longitudinally,  which  cond 
tion  required  driving  them  to  place,  from  the  end  of  the  pipe,  with  heavy  mallet: 
The  rest  of  the  required  number  of  bands  were  then  placed. 

When  the  bands  were  first  placed  around  the  dry  staves,  they  were  made  ju! 
tight  enough  to  hold  the  pipe  together.  After  the  water  had  been  turned  in,  and  th 
staves  had  become  fairly  well  saturated,  all  bands  were  tightened.  But  at  no  tim 
were  they  drawn  so  tight  that  the  fiber  of  the  wood  was  cut  or  crushed.  The  secon 
tightening  of  the  bands  stopped  practically  all  leaks,  there  being  none  in  the  tw 
miles  of  pipe  of  any  importance,  and  only  a  small  number  of  minor  ones  where  tfc 
pressure  was  highest. 

Air  vents  or  standpipes  were  placed  at  all  summits,  and  washout  valves  at  tl 
lowest  point  in  the  siphons.  Much  of  the  sediment  that  succeeds  in  passing  the  hea( 
works  will  settle  in  the  siphons,  where  it  can  be  washed  out,  and  its  deterioratir 
effects  on  the  machinery  avoided. 

REINFORCED    CONCRETE   PENSTOCKS. 

The  reinforced  concrete  penstock  has  not  been  used  to  a  great  extent,  althougl 
in  some  French  plants,  they  have  been  used  for  many  years  under  low  heads,  and  ai 
made  in  one  continuous  piece  by  hand. 

A  newer  process  (System  Sicgwart)  has  been  developed  in  Switzerland,  wheret 
penstocks  of  reinforced  concrete  can  be  made  by  machinery,  and  capable  of  carryir 
pressures  up  to  300  pounds  and  higher,  if  desired.  The  thickness  of  the  shell  is 
matter  of  requirements  to  suit  the  conditions  at  hand. 

Being  manufactured  by  automatic  machinery  of  very  compact  design,  the  pei 
stocks  can  be  readily  made  in  the  field.  They  are  made  in  sections,  the  length  < 
which  depends  on  the  size  of  the  machine.  The  ends  are  provided  with  special  joint 
which,  after  in  place,  are  filled  with  asphalt.  To  insure  further  tightness,  an  extern; 
band  is  slipped  over  the  joint,  and  sealed  by  the  asphalt. 

After  coming  from  the  machine,  the  penstock  sections  are  coated  inside  with 
layer  of  asphalt.  This  treatment  renders  the  penstock  absolutely  water  tight,  and, ; 
addition,  reduces  the  skin  friction,  which  means  an  increase  in  head  above  tl 
ordinary  concrete  penstock. 
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CHAPTER   V. 
POWER  PLANT. 

GENERAL   ARRANGEMENT. 

Hydraulic  power  plants  have  no  standard  arrangement,  as  there  are  so  many 
types  of  turbines  which  are  fed  under  various  conditions;  low  heads  may  be  utilized 
by  horizontal  or  vertical  turbines,  requiring  an  entirely  diflferent  proposition  in  the 
layout  of  the  plant.  The  same  is  true  for  average  as  well  as  high  head  turbines;  even 
in  the  latter  case,  which  usually  requires  horizontal  impulse  wheels,  vertical  impulse 
wheels  are  sometimes  used.  Whatever  arrangement  is  chosen,  care  should  be 
exercised  to  locate  the  turbines  so  as  to  secure  the  highest  possible  head.  Many  tur- 
bines are  dependent  upon  draft  tubes  to  give  additional  heads.  The  turbines  and 
regulators  should  be  set  in  straight  lines,  and  not  scattered  about  the  generating 
room.  This  also  applies  to  high  head  turbines  which  are  sometimes  set  on  45  degrees, 
which  is  done  to  give  a  more  easy  penstock  connection.  Such  arrangements  can  be 
easily  overcome  by  exercising  a  little  judgment,  and  with  little  or  no  expenditure  of 
money.  This  must  be  done  for  the  sake  of  the  appearance  of  the  plant,  and,  of  still 
greater  importance,  ease  of  operation.  Whatever  arrangement  is  decided  upon,  the 
flow  of  water  to  the  turbines  should  be  as  free  and  easy  as  possible,  to  avoid  friction. 

Heads  utilized  vary  very  greatly.  At  Genoa,  Switzerland,*  is  a  plant  utilizing  a 
head  of  16.5  inches,  while  at  Vouvry  on  Lake  Geneva,  Switzerland,  there  is  a 
20,000-HP.  plant  operating  under  a  head  of  3 116  feet.' 

From  the  foregoing  figures,  it  will  be  seen  that  it  is  impossible  to  delineate  the 
dififerent  designs  of  plants  operating  under  various  heads  and  conditions.  In  the 
following  pages,  only  a  few  typical  arrangements  of  low,  medium  and  high  head  plants 
are  discussed.  In  low  and  medium  plants,  the  power  house  frequently  forms  a  part 
of  the  dam,  or  adjoins  the  dam  on  the  downstream  side,  or,  in  the  case  of  a  hoUow 
concrete  dam,  is  located  in  the  body  of  the  dam.  In  any  case,  the  walls  must  be  made 
waterproof  to  prevent  seepage  leaking  into  the  power  house. 

Forebays.  Forebays  must  be  located  so  as  to  deflect  all  foreign  material  as  much 
as  possible.  This  is  best  done  by  placing  the  deflecting  wall  at  an  angle  of  30  to 
45  degrees  to  the  flow  of  the  stream.  This  wall  extends  2  or  3  feet  into  the  water. 
Below  the  water  level  and  fastened  to  the  deflecting  wall  are  rough  screens,  which  in 
large  plants  consist  of  heavy  bars.  The  forebay  itself  should  be  provided  with  a 
spillway,  icerun  and  a  sandtrap.  The  latter  is  best  located  just  before  the  water 
enters  the  penstock.     The  bottom  of  the  forebay  must  slope  towards  the  sandtrap, 

'  Thurso,  Modern  Turbine  Practice,  p.  13.  *  Wagenbacb,  TttifaiiMiMiikigeo*  p.  3. 
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Fig.  I. — Winnipeg,  Manitoba,  Plant. 


Fig.  2. — Cross  Section  of  Albany,  Georgia  Plant. 


Fk.  3.— Ooss  Section  of  Low  Head  Plant,  Holyoke  Water  Power  Compaay,  Holyoke, 

Massachusetts. 
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to  decrease  the  velocity  of  approach,  and  to  give  the  sand  and  gravel  an  opportunity 
to  settle.  There  must  be  an  opening  on  the  spillway  side,  to  carry  off  the  stuff  which 
has  collected  in  the  trap.  The  penstocks  must  be  provided  with  fine  screens  located 
above  the  sandtrap  and  in  front  of  the  penstock  openings.  In  large  plants,  the 
screens  and  gates  to  the  penstocks  are  usually  placed  in  a  house  by  themselves,  which 
is  provided  with  a  crane  to  remove  and  lower  screens.  In  temperate  zones,  it  is 
advisable  to  install  a  heating  system  in  the  screen  and  gatehouse,  for  the  prevention 
and  thawing  of  ice. 

The  design  and  arrangement  of  the  forebay,  in  connection  with  the  power  house, 
depend  upon  nature  and  character  of  stream,  particularly  on  the  nature  of  the  floating 
material;  also  the  formation  of  ice  is  an  important  factor  in  this  consideration. 


Fig.  4. — General  Plan  of  Colliersville  Plant,  Oswego  County,  New  York. 


Low  Head  Plants.  Low  head  turbines  are  usually  located  in  open  flumes,  with 
vertical  or  horizontal  shafts.  With  the  vertical  shaft,  frequently  several  turbines  are 
connected,  by  gearing,  to  one  horizontal  shaft.  With  this  arrangement,  special 
precaution  must  be  taken  to  exclude  moisture  from  the  generating  room. 

Fig.  I  shows  the  power  plant  of  the  Winnipeg  Electric  Railway  Company,  which 
utilizes  water  from  the  Winnipeg  River,  some  65  miles  from  the  city  of  Winnipeg, 
and  transmits  the  power  at  60,000  volts.^  A  channel  had  to  be  cut  to  the  Upper 
River  near  the  Otter  Falls,  120  feet  wide,  with  a  clear  depth  of  8  feet  at  normal  low 
water;  the  channel  is  8  miles  long  with  a  drop  of  5  feet  to  the  mile,  thus  giving  a  head 
of  40  feet.  The  units  arc  McCormick  turbines  coupled  to  looorK.W.  generators, 
making  200  R.P.M.,  and  are  equipped  with  Lombard  governors. 

It  will  be  noticed  that  two  pairs  of  turbines  with  two  draft  tubes  are  located  in 
one  casing,  which  is  an  extension  of  the  penstock.     The  gates  to  the  penstock  are 


1906. 


^  Winnipeg,  Manitoba,  60,000-Volt  Hydm-clectric  Plant,  by  V^  D.  Mcxxiy.     Electrical  Worlds  June  23, 
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provided  with   by-pass   or    relief   valves,   to   facilitate  the   operation  of  the  main 

gate. 

Fig.  2  gives  the  power  house  cross  section  of  the  Albany  Power  and  Manufacturing 
Company,  located  on  Big  Shoals  on  the  Muckafoonee  River,  about  one  mile  below 
the  city  of  Albany,  Ga,^  For  utilizing  the  water,  a  dam  360  feet  long  and  20  feet 
high,  and  a  spillway  150  feet  long,  have  been  erected.  The  turbines  are  of  the  hori- 
zontal, radial,  inward  flow  type,  made  by  the  S.  Morgan  Smith  Company.  Each 
unit  comprises  four  wheels,  33  inches  in  diameter,  mounted  in  a  cast-iron  housing. 


Fig.  5. — Cross  Section  of  Colliersville  Plant,  Oswego  County,  New  York. 


The  discharge  through  each  pair  of  turbines  passes  through  a  draft  tube  7  feet  9  inches 

in  diameter,  made  of  one-quarter-inch  steel  plate.     The  head  on  the  turbines  is 

23  feet,  and  each  unit  is  capable  of  developing  900  HP.  at  full  gate.     They  are 

controUed  by  Lombard  governors,  and  connected  to  500-K.W.  generators. 

Medium  Head  Plants.   Medium  head  plants  are  usually  equipped  with  Francis 

turbines  of  the  horizontal  or  vertical  type.     When  the  horizontal  type  is  chosen,  there 

is  usually  only  one  wheel  mounted  on  the  shaft  coupled  to  the  generator,  and  supplied 

by  a  closed  penstock.    The  unit  must  be  set  above  ground  water.     With  the  adoption 
»  . 

*  Hydro-electric  Plant  at  Albany,  Ga.,  by  R.  W.  Hutchinson,  Jr.     Electrical  World,  June  16,  1906. 
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Fig.  6. — Map  of  the  Shawinigan  Power  Plant,  showing  Arrangement  of  Headrace  and 

Power  House. 


frb^^:^^!^ 


Fig.  7. — Cross  Section  of  McCall  Ferry  Power  House. 


POWER   PLANT.  93 

of  the  vertical  shaft  turbine,  in  almost  all  cases,  there  is  more  than  one  wheel  mounted 
on  the  shaft,  and  they  arc  located  in  an  inclosed  wheel  pit,  or  else  in  a  steel  or  iron 
casing.  The  intake  and  draft  tubes  to  and  from  the  wheel  pit  must  be  smooth, 
particularly  when  made  of  concrete.  All  intakes  must  be  provided  with  vent 
pipes. 

Fig.  7  shows  the  general  arrangement  of  the  turbine,  generating  and  transformer 
rooms  of  the  McCall  Ferry  Power  Company's  plant.  The  plant  is  located  on  the 
Susquehanna  River,  about  25  miles  from  Chesapeake  Bay,  and  is  designed  for  a 
normal  capacity  of  100,000  HP.,  half  of  which  at  present  is  being  installed.  The 
dam  is  75  feet  high  and  2500  feet  long.  The  turbines,  furnished  by  the  I.  P.  Morris 
Company,  are  of  the  inward  and  flow  Francis  type,  mounted  in  pairs  on  a  single 
shaft.  At  a  speed  of  94  R.P.M.,  a  head  of  53  fcet,  and  with  a  gate  opening  of  80 
per  cent,  they  are  capable  of  developing  13,500  HP.  The  turbines  are  connected 
to  7500-K.W.,  25-cycle  generators. 

The  location  of  the  power  house  in  relation  to  the  forebay  and  dam  is  shown  in 

Fig.  8.    The  building  stands  at  an  angle  of  42  degrees  with  the  face  of  the  main  dam.' 

It  comprises  a  screen  and  gatehouse,  generating  and  transformer  room.     At  one 

end  is  a  chute  for  ice  and  other  floating  material  which  may  collect  in  the  forebay. 

The  whole  building  is  built  of  concrete.     The  intake  conduit  for  one  main  unit  is 

comprised  of  three  openings,  6  feet  wide  and  16  feet  high.     Eight  feet  back  from  the 

gates,  they  merge  into  one,  which  is  15  feet  wide  and  for  a  short  distance  13  feet  high, 

and  expanding,  as  the  conduit  forms  the  turbine  chamber,  to  a  height  of  33  feet. 

There  are  two  draft  tubes,  one  leading  from  each  wheel  of  the  unit,  and  are  separated 

by  a  vertical  wall;  the  discharge  outlet  into  the  tailrace  of  each  unit  is  composed  of 

two  passages,  each  13  feet  wide  and  15  feet  high.     This  arrangement  of  the  draft 

tubes,  since  they  are  constructed  of  solid  concrete,  necessitated  very  complicated  form 

work,  especially  as  it  was  necessary  to  have  easily  curving  surfaces,  which  would 

offer  little  or  no  resistance  to  the  flow  of  water.     The  gates  closing  the  intake  conduits 

are  16  feet  high  and  6  feet  wide,  and  are  raised  and  lowered  by  a  15-ton  crane.     To 

facih'tate  the  operation  of  the  gates,  they  are  provided  with  auxiliary  gates  which  are 

operated  by  the  crane.     In  front  of  the  gates  are  screens,  which  are  built  up  in  panels, 

10  feet  wide,  11  feet  high,  and  4  tiers  to  each  unit.     They  are  handled  by  the  overhead 

crane.    The  draft  tubes  are  provided  with  grooves  for  stop-logs. 

The  Niagara  Falls  power  plants  are  medium  head  plants,  but  of  an  entirely 
diflerent  design  from  the  McCall  Ferry  Company's  plant.  Four  of  these  plants  have 
adopted  the  vertical  shaft  turbine  located  in  a  pit.  The  arrangements  vary  somewhat, 
especially  in  the  tailrace  end.  Power  House  No.  i  of  the  Niagara  Falls  Power  Com- 
pany, equipped  in  1895  with  5000-HP.  units,  had  no  draft  tubes;  in  the  later  plants, 
both  on  the  American  and  Canadian  sides,  the  turbines  are  equipped  with  draft  tubes 
of  different  design,  as  is  shown  in  Figs.  9  and  10.  By  eliminating  the  draft  tube  in  the 
first  plant,  700  HP.  was  lost  for  each  of  the  ten  units. 

It  will  be  noticed  in  Fig.  11,  representing  the  arrangement  of  the  turbines  of  plant 
No.  2  of  the  Niagara  Falls  Power  Company,  that  the  draft  tube  is  divided,  and  the 

*  The  Engineering  Record ^  Sept.  21 »  1907. 
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Fig.  9. — Arrangement  of  Turbines,  Niagara  Falls  Power  Company,  Plant  2. 
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FlG.  lo. — Cross  Section  of  Power  Plant  of  the  Toronto  and  Niagara  Power  Company. 
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Fig.  II. — ^Plan  of  Headworks  of  the  Toronto  and  Niagara  Power  Company. 


Fig.  12. — Cross  Section  of  Kern  River  Plant  No.  i. 
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branches  run  down  the  sides  of  the  tailrace  tunnel.  In  Fig.  12,  showing  the  arrange 
mcnt  of  the  turbines  of  the  Toronto  and  Niagara  Power  Company,  it  will  be  noticed 
that  there  are  two  tailrace  tunnels,  and  the  draft  tubes  discharge  into  the  taOrace 
from  underneath.  Half  of  the  turbines  discharge  into  the  right-hand  tunnel,  and 
half  into  the  left-hand. 

The  turbines  operate,  under  normal  conditions,  under  a  head  of  145  feet.  As 
the  generators  are  located  some  feet  above  the  headrace  or  forebay,  it  will  be  readily 
seen  that  long  shafts  are  necessary.  These  shafts  are  divided  into  three  sections 
carried  on  one  adjustable  thrust  bearing,  and  guided  by  two  side  bearings.  In  the 
American  plant,  the  bearings  are  supported  on  structural  steel  galleries,  while  in  the 
Toronto  and  Niagara  Company,  they  are  supported  on  heavy  concrete  arched 
floors. 

The  vertical  penstocks  leading  to  the  turbines  are  well  anchored  at  the  upper  and 
lower  end.  To  allow  for  expansion,  slip  joints  are  provided  at  the  upper  end.  In 
digging  the  turbine  pits  at  Niagara  Falls,  many  difficulties  were  experienced;  some  of 
them  have  a  depth  of  175  feet,  a  width  of  only  17  to  22  feet,  and  nm  the  entire  length 
of  the  power  houses,  which  are  400  to  500  feet  long.  Much  of  the  work  was  done  in 
rock  of  different  formation,  which  was  exposed  as  the  work  progressed.  All  the 
plants  are  well  provided  with  screens  and  ice  racks,  in  separate  houses.  To  prevent 
floating  material  from  entering  the  forebay  and  screen  rooms,  the  curtain  walls  are 
extended  some  several  feet  into  the  water. 

High  Head  Plants.  High  head  plants  usually  have  a  simple  arrangement  of 
turbines,  but,  on  the  other  hand,  they  have  a  more  complicated  arrangement  of 
penstock  and  regulating  devices.  It  is  but  natural  that  high  head  plants  are  located 
away  from  center  of  current  distribution,  therefore  a  large  electrical  equipment  is 
connected  to  the  plant.  As  the  ground  is  cheap  in  such  localities,  it  would  be  an 
unwise  policy  to  crowd  the  generating  room.  Ample  space  must  be  allowed,  particu- 
larly for  the  regulating  devices. 

One  of  the  most  prominent  high  head  plants  in  the  United  States  is  the  Kern 
River  Plant  No.  i,  of  the  Edison  Company,  Los  Angeles.  It  utilizes  the  water  of  the 
Kern  River,  and  has  a  rated  capacity  of  20,000  K.W.  The  current  at  60,000  volts 
is  transmitted  117  miles  to  Los  Angeles  and  other  towns. 

To  harness  the  water  of  the  Kern  River,  a  dam  203  feet  long,  20  feet  above  the 
river  level,  was  constructed/  The  water  is  first  led  through  19  timnels,  aggregating 
a  length  of  42,910  feet;  then  through  timber  flumes  1520  feet  long,  then  through  a 
reinforced  concrete  conduit  503  feet  long,  where  it  enters  a  forebay.  From  the  forebay 
leads  a  penstock  1697  feet  long,  to  the  power  house.  Contrary  to  the  usual  practice 
of  laying  the  conduit  on  the  mountain  slope,  this  penstock  is  nm  through  a  tunneL 
Throughout  the  course,  there  are  several  horizontal  curves  and  vertical  bends, 
amounting  to  40  and  45  degrees.  The  penstock  in  the  tunnel  has  a  diameter  of 
7.5  feet,  and  near  the  power  house  the  diameter  is  reduced  to  5.25  feet. ' 

»  The  Kern  River  Power  No.  i,  by  C.  W.  Whitney.  The  Engineering  Record,  Aug.  zo^  17,  34,  31, 
1907. 

^  For  details  on  construction,  see  chapter  on  Penstocks. 
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As  seen  in  the  plan  (Figs.  12  and  13),  the  branches  from  the  main  penstocks 
lead  beneath  the  switching  room  to  the  impulse  wheels.  Two  AUis-Chalmers  impulse 
wheels  drive  one  5000-K.W.  generator,  and  are  mounted  on  the  overhanging  shaft 
of  the  generator.  Each  wheel  is  9  feet  8  inches  in  diameter,  and  has  18  buckets. 
The  guaranteed  output  of  one  pair  of  wheels  is  10,750  H.P.  at  150  R.P.M.  The  nozzle 
is  adjustable,  so  that  the  stream  can  be  deflected  from  the  buckets.  It  is  provided 
at  the  stationary  end  with  a  ball  and  socket  joint  heavily  bolted  down  to  the  con- 
crete foundation.  This  swiveling  head  has  to  take  up  the  full  pressure  of  37S1O00 
pounds.  The  regulation  of  the  wheels  is  effected  by  a  governor,  which  deflects  the 
jets  of  the  two  nozzles.  The  needles  are  adjusted  by  hand,  and  are  usually  set  so 
that  maximum  size  of  jet  which  will  be  sufficient  to  develop  the  maximum  peak 


Fig.  13. — Plan  of  Kern  River  Plant  No.  i. 

loads  expected  for  that  period  of  the  needle  setting;  in  other  words,  there  is  always 
a  maximum  amount  of  water  leaving  the  nozzles.    The  governor  adjusts  the  deflect- 
ing nozzles  in  such  a  way  that  only  as  much  water  is  directed  upon  the  buckets  as  is 
needed  for  the  load  for  the  time  being.     The  balance  discharges  below  the  buckets 
into  the  tailrace.     Each  jet  has  a  maximum  diameter  of  7§  inches  and  leaves  the 
nozzle  tip  at  a  velocity  exceeding  225  feet  per  second.     It  was  necessary  to  provide 
means  for  receiving  this  tremendous  power  and  deflecting  the  jet  into  the  tailrace  in 
such  a  way  that  its  impact  would  not  be  detrimental  to  the  structure  against  which 
it  is  directed. 

The  arrangement  designed,  consists  of  a  pair  of  heavy  deflector  plates  by  which 
the  jet  IS  diverted.  These  plates  are  curved,  their  design  being  such  as  to  turn  the 
water  through  two  right  angles  before  it  is  allowed  to  pass  into  the  tailrace,  thus  reduc- 
ing the  force  of  the  water  so  that  it  can  do  no  damage.    The  upper  of  these  plates 
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consists  .      y^..Af  vttMit,  17  feet  long  and  10  feet  wide,  was  sunk 

channel  :  ■  ^^  -uuve  :ne  Snoqualmic  Falls.     This  shaft  reaches  a 

jet  stri'  ■  "    ...    i.  .:!c  "^ver  below  the  falls,  and  connects  with  a  tunnel 

anrl   i'^  ^^  .A*iXBti=ioDeof  two  feet,  utilized  as  a  tailrace.*    The 

otTero!  zx  .i>  ^  -^e  bottom  of  this  shaft  and  is  30  feet  high, 

-i  -OK.    The  tunnel,  power  house  and  shaft  arc 

.^  ^     •e  2iU'irjl  draft  through  the  tailrace  and  up  the 

.^.vti.     rie  temperature   remains  constant   at   55°  F., 

_    .    -.tvci.:-  iry. 

^  ^,.aiL>  iejuing  to  the  power  house;  one  for  elevator,  and 

-..-    •   :^  jistributing  station  on  the  shore;  the  others  for 

,^^^^^  -  'c^  I*>°g  ^°d  8  feet  wide,  is  lined  with  steel  casing 

w-:*^«"  -^^  r-3  ^*^^»  ^"^  '^  ^^^^^  ^^  ^^^^^  P'^^^  sections,  having 

^  v:.'  and  one  inch  on  the  bottom.     Here  it  is  connected 

c  -^'-  -^  diameter  at  the  penstock  junction  and  8  feel  in 

.^.     rrom  this  chamber,  four  4-foot  branches  lead  to  the 

t  .  Vc»k-  impulse  wheel  type,  having  a  capacity  of  2500  HP., 

jw  .vanccicd   to   1500-K.W.,   1000- volt,   3-phase   Westing- 

^ :   ^::r:  i>  composed  of  6  impulse  wheels  mounted  on  a 

.^xwi  Tdkving  two  jets. 
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n  .vniKViion  with  the  head  and  tail  race,  and  the  selection  of 

x*u>c  '.he  character  of  the  soil  must  be  considered.     It  frequently 

.  v«cv  lor  the  site  of  the  power  house  of  a  plant  is  on  unsuitable 

v>  Ji'.lWuhy  there  are  two  ways:  either  change  the  location  of 

^  ,    V  >».*il-     ll  i^  therefore  essential,  before  drawing  up  plans  of  the 

V  iK.  ■' ^^^  Accurate  information  is  obtained  regarding  the  bearing 

rii>  i>  s«.vured  by  sinking  test  holes.     If  the  soil  is  of  an  unknown 

.«^v.N  :hu>1  Iv  api)lied. 

.  .^  rK»k*>  nuisi  be  sunk  in  alluvial  soil,  or  made  land,  to  secure 

x:*A'  •^^^  ^'^^^  underlying  strata.     Frecjuently,  in  the  sinking  of  test 

.iK\*unU'rv'\l;  ll^is  indication  must  not  always  be  taken  for  strata  of 

^     ^  .ixii  ■■'^^l  ^^^''^  *'*^^'^  "^^^  exist,  holes,  short  distances  apart,  must  be 

^.i  .uvUiAlc  pK^l  *^f  il^^'  ^^^il  i>  obtained.     These  holes  arc  usually  25  to 

'    "  \Vhv*n  iho  iu;ij*niiuili'  o\  liio  project  does  not  warrant  the  use  of  well 

.  »•».  'ii^'hiiU's,  leM  Ih>K'>  i'iin  he  put  down  by  driving  iron  pipe;  a  small 

^    .  ^^^j  ^.  u^e^l,  tl»^*  hwyy  onr  ;ulini:j  as  a  shell  for  the  smaller,  to  prevent 

»u   M^iiK  i»-     -^  ^"*****  ^  *^'^  '**'  Miured  by  leaving  the  lower  end  of  the  small 

^   a.  aikI  wi^kins  ^viihoui  \\w  um*  of  water.     An  easy  method  is  to  force  a 

*    Hi'i /M.  .ii'  l\r:ir:r,  ]\uw  iS,  1004. 
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stream  of  water  down  the  small  pipe,  which,  returning  to  the  surface  through  the  large 
one,  brings  up  specimens  of  the  soil.  With  a  scheme  of  this  kind,  holes  may  be 
driven  50  feet  or  more,  depending  on  the  character  of  the  soil. 

Character  of  the  Soil.  When  rock  is  present  within  moderate  depth,  the  founda- 
tion must  be  carried  down  to  same.  The  surface  of  the  rock  must  be  leveled  and 
deaned  in  order  to  give  a  good  bearing.  The  bearing  value  of  rock  varies  within 
wide  limits,  from  10  to  200  tons  per  square  foot  and  even  higher. 

A  clean  sharp  sand  makes  an  ideal  bearing  soil,  and  is  easy  to  excavate;  in  addition, 

it  may  be  utilized  in  the  making  of  mortar  and  concrete,  which  means  considerable 

in  saving  and  expense.     Quicksand,  either  wet  or  dry,  if  in  thin  layers,  should  be 

removed  entirely;  where  it  is  underlaid  with  a  firm  strata,  it  can  be  confined  by 

means  of  a  concrete  coffer  dam,  and  the  foundations  can  then  be  floated  on  same. 

The  footing  or  mat  covers  the  entire  area  within  the  coffer  dam.     In  soft  or  alluvial 

soil,  piling  is  necessary  for  heavy  foundations.     As  a  general  rule,  the  firmness  of  the 

soil  increases  with  the  depth;  there  are  exceptions,  however.     In  Chicago,  the  firm 

upper  layer  of  soil,  from  10  to  20  feet  in  thickness,  is  underlaid  by  a  soft  clay  stratum 

about  70  feet  thick,  under  which  is  a  stratum  of  firm  clay.     Similar  conditions  have 

been  noticed  in  different  parts  of  the  country.     Clay  varies  greatly  in  consistency, 

varying  from  fluid  to  hard  shale;  the  latter,  when  exposed,  will  disintegrate.     It  varies 

greatly  according  to  the  opportunity  for  absorbing  or  losing  water,  and  because  of 

this,  it  is  very  troublesome.     To  make  a  good  foundation,  clay,  sand  and  stone  are 

spread  on  it,  and  then  well  rammed  down.    The  stones  should  be  small  enough  to 

permit  their  being  handled  by  one  man. 

As  a  general  rule,  hydraulic  plants  are  located  in  rocky,  mountainous  districts; 
and  as  the  plants  are  frequently  located  on  the  mountain  slope,  a  simple  and  efficient 
way  is  to  blast  the  rock  in  steps. 

Bearing  Power  of  Soil.  For  the  bearing  power  of  soils,  the  values  in  the  following 
table  are  from  Baker's  "  Treatise  on  Masonry  Construction  '^ 


TABLE    I.  — SAFE    BEARING    POWER    OF    SOILS. 


Kind  of  material. 

Safe  bearing  power  in 
tons  per  square  foot. 

Minimum. 

Maximum. 

Rock  —  the  hardest  —  in  thick  layers  in  native  bed.. 

Rock,  equal  to  best  ashlar  masonry 

Rock,  equal  to  best  brick  masonry 

Rock,  equal  to  poor  brick  masonry 

Clay,  in  thick  beds,  always  dry 

200 

25 

IS 

5 

4 

2 
8 
4 

2 

o.S 

30 

20 

10 

6 

4 

10 

6 

4 

I 

CIav.  in  thick  beds,  moderatelv  drv 

Gravel  and  coarse  sand,  well  cemented 

Sand,  compact  and  well  cemented 

Sand,  clean,  dry .    . . 

Ouicksand.  alluvial  soils,  etc 

.          
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Weight  of  Masonry.  For  the  total  bearing  stress  of  a  foundation  on  the  soil,  the 
weight  of  the  foundation  itself  must  be  included.  For  use  in  this  connection.  Table  II, 
taken  from  the  same  authority,  gives  the  weights  of  various  types  of  masonry: 


TABLE    II.  — WEIGHT    OF    MASONRY. 


Kind  of  masonry. 

cubic  foot. 

Brickwork,  pressed  brick,  thin  joints 

MS 
"5 
100 
140 

i6o 

\ll 
142 

116 
100 

Brickwork,  ordinarv  quality ... 

Brickwork,  soft  brick,  thick  joints 

Concrete,  i  cement,  3  sand,  and  6  broken  stone 

Granite,  6  per  cent  more  than  the  corresponding 
limestone 

Limestone,  ashlar,  largest  blocks  and  thinnest  joints. 

Limestone,  ashlar,  12  to  20-inch  courses  and  f  to 

^-inch  joints 

Limestone,  squared  stone 

Limestone,  rubble,  best 

Limestone,  rubble,  rough 

Mortar,  i  Rosendale  cement  and  2  sand 

Mortar,  common  lime,  dried 

Sandstone,  14  per  cent  less  than  the  corresponding 
limestone 

Piling.  There  are  different  kinds  of  piles,  such  as  wooden,  sand  and  concrete. 
Wooden  piles  are  used  in  two  ways:  they  arc  driven  down  in  soft  soil  to  compact  it, 
in  which  case  the  bearing  power  depends  entirely  upon  friction.  In  other  cases,  the 
piles  are  driven  to  rock  or  solid  strata,  in  which  case  they  act  as  a  column.  Wooden 
piles  must  be  cut  off  below  the  permanent  ground  water  line  to  prevent  the  caps  from 
decay,  and  on  top  of  wooden  piles  is  spread  a  concrete  cap. 

Sand  piles  are  used  for  strengthening  the  soil,  by  driving  wooden  piles  or  hollow 
sheet  steel  tubes  down,  then  withdrawing  them;  the  hole  is  then  filled  with  sand. 
These  piles  are  usually  spaced  close  together,  and  do  not  act  like  wooden  piles;  the 
whole  soil  is  made  compact. 

In  the  last  few  years,  much  use  has  been  made  of  concrete  piles,  both  plain  and 
reinforced  with  steel.  Two  general  methods  are  employed:  in  one,  the  piles  are 
molded,  then  driven;  in  the  other,  the  mold  is  driven  with  a  removable  core,  the 
concrete  being  j)laced  after  the  core  has  been  removed.  There  are  several  other 
schemes  of  concrete  piling,  but  the  principles  do  not  differ  from  those  mentioned.. 
The  many  advantages  of  concrete  piling  are  obvious,  such  as,  they  cannot  decay,  and 
for  this  reason  they  can  be  left  as  high  as  desired;  and  more  economical  foundations 
secured,  owing  to  the  fact  that  the  ground  water  line  does  not  signify  the  point  for 
the  cap,  as  it  docs  with  wooden  piles.  The  friction  and  bearing  power  is  higher  than 
that  of  wood.  In  addition,  the  diameter  of  a  concrete  pile  can  be  varied  at  will, 
while  the  diameter  of  a  wooden  pile  rarely  exceeds  14  inches.  For  this  reason  fewer 
concrete  piles  are  necessary  for  supporting  a  given  load.  They  are,  in  a  way,  down- 
ward projections  of  the  monolithic  mass  of  the  foundations. 
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^'^^^'^^Rdnfdrced  Con&ete  Pi!in(f  Wood  Pilincj^ 

Fig.  i6. — Comparison  of  Foundations  using  Wooden  and  Concrete  Piles. 

Tat  of  Piles.   The  diflference  in  bearing  power  between  a  conical  and  a  cylin- 

rffical  pile  was  shown  by  an  experiment,  tried  on  some  work  at  the  United  States 

Aara/  Academy  at  Annapolis,  Md.     A  Raymond  pile  core,  tapering  from  6  inches 

tt  the  point  to  20  inches  at  the  butt,  was  driven  19  feet,  until  the  penetration,  under 

wo  Wows  from  a  2100-pound  hammer  falling  20  feet,  was  seven-eighths  of  an  inch. 

vooden  pile  9}  inches  at  the  point  and  11  inches  at  the  butt,  and  of  the  same 
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length  as  the  conical  pile,  had  a  penetration  of  SfV'nches  under  two  blows  of  the  same 
hammer  falling  20  feet.  A  lyi-foot  test  pile  having  the  same  dimensions  as  the 
concrete  pile  above  mentioned,  and  having  a  penetration  of  i  inch  under  twenty 
blows  of  a  steam  hammer,  was  loaded  with  41  tons.  Levels  were  taken  during  the 
loading,  and  at  intervals  for  one  month.  At  the  end  of  the  month  the  total  settle- 
ment was  0.007  fo^^»  ^^  three-thirty-seconds  inch. 

Concrete  Mat  Construction.  Concrete  mat  construction  is  frequently  used  with 
earth  filling,  also  on  soft  ground  where  pile  driving  has  been  done.  To  guard  against 
unequal  settlement,  it  is  preferable  to  extend  the  mat  under  the  entire  building.  The 
thickness  of  the  mat  varies  with  the  load  to  be  applied,  and  may  be  kept  down  by 
reinforcing  same,  preferably  with  old  rails.  The  mixture  for  the  concrete  in  the  latter 
case  is  I  :  3  :  6;  if  a  more  expensive  mixture  is  desired,  use  i  :  2^  :  5.  When  plain 
concrete  slabs  are  used,  rubble  concrete  may  be  employed  up  to  a  few  inches  of  the 
floor  line. 

Foundations.  In  determining  the  size  of  foundations,  the  weights  of  the  machinery 
must  be  secured  from  the  manufacturer.  In  most  cases,  the  sizes  are  indicated  on  the 
blue  prints;  this,  however,  is  not  sufficient,  as  one  case  cannot  serve  for  all;  as  all 
depends  on  the  character  of  the  soil.  In  the  case  of  turbines,  the  weight  of  water 
must  be  figured  in  with  the  weight  of  the  machines. 

Foundations  must  always  be  made  of  concrete,  i  :  2J  :  5  for  the  smaller  type, 
and  I  :  3  :  6  for  larger  foundations.  As  will  be  seen  in  the  chapter  on  buildings,  the 
substructure  of  an  hydraulic  plant  is  usually  a  monolithic  mass  of  concrete.  The 
forms  for  the  foundation  should  be  so  designed  that  they  can  be  used  over  and  over 
again,  where  there  are  a  number  of  isolated  foundations.  This  is  also  true  in  the 
case  of  core  forms  in  wheel  pits,  draft  tubes,  etc.,  provided  there  will  be  no  serious 
interruption  of  the  work.  The  forms  must  not  be  removed  until  the  concrete  is 
thoroughly  set,  otherwise  the  concrete  will  assume  a  different  shape. 

For  locating  anchor  bolls,  templates  must  be  constructed.  They  are  made  of 
planking  and  thoroughly  braced  with  diagonal  bracing,  otherwise  the  template  will 
warp  out  of  shape,  and  throw  out  the  location  of  the  anchor  bolts.  The  drawings 
should  not  only  contain  the  elevations  of  foundations,  bolts,  etc.,  but  also  dimensions 
to  simplify  construction  of  same. 

Anchor  Bolts.  The  anchor  bolls  for  machinery  are  preferably  made  removable, 
particularly  with  large  machinery.  Under  ordinary  conditions,  they  need  not  project 
into  ihe  foundations  more  than  18  or  24  inches.  They  are  provided  on  the  bottom 
end  wiih  a  cast-iron  washer,  6  to  12  inches  square.  The  6-inch  washer  is  sufficient 
for  bolts  I  to  iV  inches  in  diameter.  They  are  inclosed,  between  the  washer  and 
foundation  (with  no  grouting),  in  a  pipe,  with  a  diameter  about  one  inch  larger  than 
the  bolt.  The  bolts  are  threaded  at  both  ends  to  permit  adjustment.  All  bolts, 
washers  and  pif)es  should  preferably  be  of  standard  size,  to  minimize  expense  in 
draughting  dei)artmenl,  shop  and  field. 

Grouting.  After  the  machinery  has  been  properly  set  in  place,  and  anchored 
down,  grout  must  be  poured  in  to  establish  a  final  setting  for  the  bed  plate.  There 
must  be  an  allowance  in  the  foundation  from  one  inch  to  two  inches;  and  even  in 
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fetlndations  such  as  for  pumps,  etc,  it  must  not  be  less  than  three-fourths 
HI  inch  ihkk.     The  grouting  itself  is  a  thin,  rich  mixture  of  cement  mortar  with 
Ktik*»r  no  sand,  in  order  to  till  up  all  spaces  between  the  bed  plate  and  foundation 
intlarouBd  the  anchor  bolts. 

SUPERSTRUCTURE. 

Arcfaltectural  Features.   Rapid  progress  has  been  made  in  the  last  few  years  in  the 
dgn  of  hydraulic  plants  and  their  substations.     The  designs  show  a  more  harmo- 
Dbuiagpeemenl  between  engineer  and  architect ;  thi^,  howevefj  varies  with  the  different 
iixc  lay  much  stress  upon  the  artistic  appearance,  while  others  confine 
■  n  s^olely  to  utilitarian  objects,  disregarding  entirely  the  architectural 
Hires.    Necessity  requires  only  a  building  of  suflScient  support,  to  shelter  and 


T^ 


^^ 


r*   "^ 


•^  ffili 


r. — Entrance  Hall  of  Plant  Ncn  2,  td  the  Niagara  lall- 


pany. 


the  machinery  and  those  who  operate  it,  and  must  be  of  durable  construction, 
Ld  oroamental  building  will  not  increase  the  efficiency  of  the  machinery;  it  increases 
fused  charges.     But,  at  the  same  time,  it  is  required  from  an  aesthetic  point  of 
rw,  and  will,  no  <]oubl,  have  certain  etTect  upon  the  moral  of  the  operating  force, 
cfikiency  will  be  increased  thereby. 
The  ultimate  aim  in  the  design  of  an  hydraulic  plant  is,  to  generate  electricity 


lb 
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apon  a  commercial  and  economical  basis.  As  a  rule,  hydraulic  plants  are  located 
away  from  centers  of  population,  consequently  the  architectural  features  are 
neglected,  as  is  evidenced  by  many  of  the  soap-box-like  structures  in  America  and 
England.  It  seems  strange  that  the  hydraulic  and  electrical  engineers  of  these 
countries  ])ay  little  or  no  attention  to  the  architectural  features  of  buildings. 

There  arc,  however,  a  few  examples  which  show  the  excellent  harmony  between 
the  engineer  and  architect.  Some  of  them  are  found  at  Niagara  Falls,  for  example 
the  upper  works,  or  headrace  at  Dufferin  Islands,  of  the  Ontario  Power  Company, 
whose  power  house  is  located  in  the  Gorge.  It  might  be  of  interest  to  give  an  extraict 
from  a  report  of  the  park  commissioners,  when  the  franchises  were  granted  to  the 
various  power  companies  on  the  Canadian  side  of  Niagara  Falls. 

"All  of  the  works  and  structures  connected  with  the  electrical  power  projects 
have  been  designed  with  the  object,  not  only  of  doing  the  least  possible  injury  to  scenic 
conditions,  but  the  commissioners  are  confident  in  the  belief,  that  when  the  several 
works  are  completed,  the  consensus  of  opinion,  by  the  vastly  increased  number  of 
visitors  that  are  expected  to  visit  the  park,  will  abundantly  sustain  them  in  their 
contention,  that  the  park  as  a  whole,  with  its  wealth  of  electrical  machinery,  will  then 
be  of  tenfold  greater  interest  to  the  great  majority  visiting  it." 

A  building  for  power-house  purposes  should  not  be  too  ornate,  as  is  frequently 
found  in  Europe.  Simplicity  of  design  and  harmonious  agreement  with  its  sur- 
roundings are  of  prime  importance.  The  machinery  must  be  well  arranged,  sufficient 
ventilation  and  an  abundance  of  light  provided. 

A  plant,  one  of  the  foremost  in  America,  not  only  regarding  the  equipment  and 
capacity,  but  also  from  the  architectural  point  of  view,  both  exterior  and  interior, 
is  that  of  the  Niagara  Falls  Power  Co.,  Figs.  2  and  3.  The  superstructure  is  of  rough 
faced  granite  blocks  with  a  slate  roof.  In  front  of  the  main  structure  is  the  screen 
house.  Both  structures  are  well  provided  with  windows  for  light  and  ventilation. 
The  building  is  tasteful  in  design  and  is  typical  for  its  purpose,  namely,  that  of  a 
power  plant.  The  interior  design  of  the  generating  room  is  in  keeping  with  the 
exterior,  while  the  entrance  hall  has  been  more  elaborately  treated  (see  Fig.  i).  The 
electric  illumination  of  the  entrance  is  in  jxTfect  harmony  with  the  architectural 
design.  What  has  been  done  in  main  hydraulic  plants  has  been  typified  in  sub- 
stations, as  seen  in  Fig.  4. 

In  Europe,  the  architectural  features,  from  an  American  point  of  view,  are 
exaggerated  in  the  extreme.  Fig.  5  represents  the  hydraulic  plant  of  the  city  of 
Stutt<^art,  Germany.  The  style  is  that  of  the  fourteenth  century,  and  is  much  favored 
in  Continental  power  ])lant  practice.  The  approach  leading  from  the  street  to  the 
power  house  harmonizes  with  the  main  structure.  This  plant  is  equipf>ed  with 
four  300-HP.  hydraulic  units,  and  a  small  storage  battery  of  300  ampere-hour 
capacity.  In  America  this  plant  is  considered  small,  and  in  all  probability  the 
architectural  features  would  be  neglected.  It  will  be  observed  that  much  money  is 
spent  for  architectural  purjxjses,  in  fancy  cornices  and  off-sets,  in  the  above  building 
However,  it  is  not  necessary  to  secure  pleasing  architecture  in  such  a  manner;  contras 
'^•^*  with  that  of  Obermatt,  near  the  city  of  Lucerne,  Switzerlan 
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(Fig.  6) .      Attention  is  called  to  the  novel  design  of  the  windows.     The  interior  of 
this  power  house  is  given  in  Fig.  7. 

A  German  plant  designed  entirely  on  modern  "  Secession  "  style  is  that  of  the 
power  plant  of  the  Urfttalsperre  at  Heimbach,  shown  in  Figs.  8  and  9.  The  entire 
design,  such  as  the  arrangement  and  design  of  the  pilasters,  roof  trusses,  windows 
and  switchboards,  is  patterned  on  the  same  line.  Special  attention  is  called  to  the 
design  of  the  windows  and  doors,  the  rear-end  wall  and  side-wing  towers.  The 
latter  may  be  taken  for  ornamental  bases  for  smokestacks.  While  individual  features, 
such  as  switchboards,  have  appeared  in  Continental  practice  for  years,  the  design, 
as  a  whole,  is  a  bold  one  in  power  plant  practice. 

Material.  In  the  construction  of  electric  plants,  it  is  essential  to  have  the  buildings 
as  fireproof  as  possible.  This  can  be  secured  by  using  concrete,  brick,  terra-cotta, 
or  steel.  The  material  adopted  depends  greatly  upon  the  locality  and  on  the  labor 
supply. 

In  some  countries  or  sections  of  countries,  skilled  labor  is  easily  obtainable;  in 
many  places  material  and  skilled  labor  have  to  be  carried  to  the  site.    For  buildings 
in  such  localities  concrete  and  steel  are  the  best;  with  a  few  skilled  foremen  and  pick- 
up labor,  such  buildings  can  be  easily  erected.     This  is  particularly  true  in  tropical 
countries  where  labor  is  difficult  to  secure.     In  countries  subject  to  earthquakes,  a 
framework  of  steel  covered  with  corrugated  iron  serves  admirably  well;  the  corrugated 
sheets  lapping  over  each  other  five  inches,  and  from  one  and  a  half  to  two  inches 
o'^     the  side.     In  some  cases  painted  corrugated  sheets  are  used,  owing  to  their 
cheapness  of  cost.     The  material  should  preferably  be  galvanized,  in  which  condition 
't  should  not  receive  a  coat  of  paint  until  it  is  exposed  to  the  weather  one  or  two 
yc3.i-s,  and  the  surface  has  become  slightly  oxidized. 

^alls.    The  interior  of  the  generating  and  switching  room  should  be  kept  as 

ligHt  as  possible.     It  is  advisable  to  apply  a  smooth  surface  of  cement  plaster,  and 

whitewash  same.     A  more  pleasing  effect  will  be  secured  by  facing  the  walls  with 

enameled  tile  and  a  wainscoting  of  contrasting  color.     Pilasters  may  be  used  to 

break  up  the  monotony  of  a  smooth  surface,  and  conceal  steel  columns  of  the  crane 

ruriMray.    The  tiling  of  the  walls  should  preferably  be  of  cream  color,  while  the 

wainscoting  and  ornamental  panels  of  olive-green.     However,  the  selection  of  the 

latter  color  is  governed  by  other  conditions,  particularly  that  of  the  floor. 

The  switching  room  should  be  separated  from  the  generating  room  by  a  parti- 
lion  wall  of  fireproof  material.     Large  openings  should  be  left  in  this  wall,  particu- 
larly in  the  control  switchroom,  so  that  the  operators  can  have  an  unobstructed  view 
of  the  generating  room;  glass  partition  walls  serve  the  same  purpose,  and  have  the 
advantage  of  excluding  all  dust. 

'k^Wt.  In  the  construction  of  floors,  non-combustible  material  must  be  employed. 
As  the  substructure  is,  in  most  cases,  built  of  concrete,  it  is  but  natural  that  the 
"*^W should  be  of  concrete;  in  this  case,  they  must  have  a  granolithic  finish  of  dark 
^^,  to  render  drips  of  oil  inconspicuous.  Some  authorities  dislike  concrete 
™^  for  the  reason  that  such  floors  produce  grit  by  wear,  which  is  stirred  up  by 
and  sweeping,  thereby  getting  into  the  bearings  and  other  parts  of  the 
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machinery.  Another  reason  is,  that  a  person  on  a  concrete  floor  coming  in  contact 
With  any  high-tension  wirings  would  instantly  be  killed,  while  a  wooden  floor  would 
minimize  the  risk.  The  use  of  wood  in  power  plant  construction,  and  pariicularly 
in  floorSj  is  obsolete;  the  principal  reason  being,  that  around  machinery,  there  is 
more  or  less  drip]>ing  of  oil,  which  soaks  into  such  a  floor  and  sihodly  gets  into  a 
very  inflammable  condition-  In  fact,  the  whole  trouble  of  some  power  plant  tires 
has  been  due  to  an  insignificant  blaze  of  the  wooden  flooring.  Probably,  the  best 
floor  finish  for  a  generating  room  is  tile  or  mosaic;  being  smooth,  it  is  easy  to  keep 
clean,  and  has  a  very  handsome  appearance. 

Penstock  connections  and  generator  leads  are  frequently  laid  in  trenches, 
curbed  and  covered  by  plates;  for  the  sake  of  appearance,  if  possible,  they  should 
run  lengthwise  or  transverse  to  the  building.     It  is  poor  engineering  to  have  the 
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Fig.  to. — ^Municipal  Plant,  Geneva,  Switzerland. 

branches  of  ihe  penstock  embedded  in  the  concrete  floor,  and  it  is  still  worse  to  have 
flanges  of  same  project  above  the  floor. 

Roof.  The  cheapest  non-fireproof  roof  construction  is  boards  covered  with 
roofing  felt,  on  which  is  laid  a  pitch  and  gravel  roof.  This  type  of  roof  is  suitable 
for  slopes  ranging  from  two  inches  per  foot  up  to  45  degrees,  but  is  preferably  con- 
fined  to  the  flatter  slopes;  steep  inclines  Increase  the  expense  materially*  Sla^  and 
gravel  roof  is  often  applied  to  reinforced  concrete  slabs  or  arches.  In  Continental 
Europe,  pumice  stone  h  occasionally  used  in  concrete  for  roof  purposes;  while  in 
America,  cinder  concrete  is  often  used  instead  of  gravel.  Both  of  these  concretes 
are  much  lighter  than  the  ordinary  gravel  concrete. 
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In  constructing  a  gravel  roof,  the  concrete  is  first  covered  with  a  layer  of  hot  pitch 

over  which  is  laid  the  tarred  roofing  felt,  the  sheets  lapping  over  each  other  about 

half  the  width  of  the  roil,  and  each  sheet  being  mopped  with  pitch  as  it  is  laid.     Over 

ihc  entire  surface  an  even  layer  of  pitch  is  then  spread,  in  which,  while  still  hot, 

dag  or  gravel   is  embedded.     Another  well-designed  roof  requires  a  preliminary 

prL-paration  in  regard  to  the  steelwork  in  the  shape  of  T-irons  laid  over  the  roof 

purlins*     Between  these,  book  tiles  are  hid,  covered  with  Spanish  roU  tile.     The 

advantage  of  the  concrete  roof  conslruction,  and  the  two  latter  methods  mentioned, 

is  ihal  they  are  entirely  fireproof.     Steep  inclines  are  necessary  for  any  tile  or 

metallic  roof,  and  the  height  should  be  at  least  one-third  of  the  span.     Where  flat 

rooL^  are  used,  surrounded  by  parapet  walls^  metal  flashing  should  be  provided* 
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Fig.  II. — Sub&taiion,  Stans^tad^  SwiUerknd. 

^or  tropical  countries,  the  pitch  and  gravel  roofs,  so  frequently  used  in  the  temperate 

^nc?s,  arc  not  suitable,  a  special  material  being  prepared  for  use  in  such  climates. 

One  of  the  troubles  with  corrugated  iron  roofing  arises  from  its  making  an  oven 
**tit    of  the  building  which  it  covers,  unless  an  air  space  is  provided  to  insulate  the 

*^*^*^  directly  below  the  roof  from  the  heat,  which  may  be  done  by  applying  sheathing 
^^    the  bottom  chords  of  the  roof  trusses*     This  sheathing  reduces  the  height  of 

■■^  foom  and  increases  somewhat  the  difficulty  of  properly  ventilating  it.  Another 
vroul:>l(;^  ^vith  corrugated  iron  roofs  arises  from  the  condensation  of  moisture  upon 
^*^   surface,  when  the  roof  for  any  reason  becomes  cooler  than   the  air.     This 

^*^<>i»turf  occasionally  causes  trouble  with  electrical  machinery. 
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Leaders.  One  square  inch  of  leader  area  must  be  provided  for  each  loo  to  150 
square  feet  of  roof.  The  leaders  must  not  be  smaller  than  four  inches  in  diameter. 
In  ordinary  buildings,  galvanized  iron  leaders  are  used,  while  in  more  pretentious 
plants,  copper  of  rectangular  shape  is  sometimes  employed.  All  leaders  must  be 
provided  on  their  upper  ends  with  removable  guards  or  strainers. 

Doors.  The  door  through  which  material  is  received  should  be  large  enough 
to  admit  a  railroad  car;  a  door  12  feet  wide  and  16  feet  high  will  suffice.  In  some 
cases,  Dutch  doors  are  used,  of  which  the  upper  half  can  be  used  for  ventilating 
purposes,  the  lower  half  remaining  closed.  When  it  is  desirable  to  open  the  whole 
door  at  once,  a  folding  gate  is  provided  to  keep  out  the  curious.  Swinging  doors 
are  for  many  reasons  inconvenient. 

There  are  on  the  market  various  designs  of  doors  for  economizing  room,  such  as 
vertical  and  horizontal  sliding  doors,  sectional  folding  and  rolling  doors.  The 
doors  should  be  ornamental  and  massive.  Oak,  well  paneled,  makes  a  very  hand- 
some door,  particularly  when  trimmed  with  bronze.  In  many  cases,  entire  metallic 
doors  of  ornamental  design  are  used,  as  it  is  desired  to  avoid  the  dull  appearance 
of  the  usual  fireproof  shutters. 

Windows.  The  generating  and  switching  room  must  have  abundant  light,  and 
large  windows  must  be  provided.  It  must  be  borne  in  mind,  however,  that  fireproof 
windows  cost  from  $0.80  to  $1.00  per  square  foot;  as  walls  are  always  calculated  by 
the  builder  as  solid,  the  cost  for  doors  and  windows  is  an  additional  expense.  It  is 
common  practice  to  have  the  windows  of  ribbed  wire  glass,  because  they  keep  out 
intense  rays  of  the  sun,  and  do  not  shatter  when  broken.  It  is  desirable  in  some 
localities,  to  protect  the  lower  windows  of  a  building  with  a  wire  mesh  or  bars.  The 
window  sashes  should  be  metallic  or  covered  with  metal. 

The  windows,  together  with  the  crane  pilasters,  must  be  symmetrical  with  regard 
to  the  arrangement  of  turbines.  Arched  windows  are  preferable  for  power  plants 
and  are  handsome  in  appearance.  If  the  windows  are  of  large  design,  care  must  be 
exercised  to  properly  panel  them  to  harmonize  with  the  design  of  the  building.  Too 
frequently,  the  design,  as  well  as  the  arrangement  of  windows,  spoils  the  appearance 
of  an  otherwise  well-designed  building. 

Stairways  and  Elevators.  Ample  stairway  provision  must  be  made,  because 
easy  access  to  all  points  is  essential.  The  stairways  should  be  about  4  feet  wide, 
have  easy  steps,  and  be  free  from  turns.  Where  the  floors  are  more  than  12  feet 
apart,  the  stairway  should  be  broken  by  a  landing.  Stairs  should  be  built  of  steel 
framing,  with  treads  of  checkered  steel,  slate,  or  covered  with  other  anti-slip  material. 
Where  elevators  are  installed,  to  eliminate  the  service  of  an  attendant,  they  must 
be  of  the  self-starting  control  type. 

Switchboard  Gallery.  The  switchboard  galleries  must  be  designed  to  give  plenty 
of  room  for  all  ducts  and  passages  necessary  for  wiring.  In  some  plants,  part  of  the 
flooring  is  made  up  of  slate  or  soapstone  slabs,  which  can  be  removed  should  the 
necessity  arise.  The  reason  for  employing  this  material  is,  that  such  stones  contain 
very  few  metallic  elements  and  are  first-class  insulators.     As  a  matter  of  precaution 
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in  other  cases,  rubber  mats  are  sometimes  placed  on  the  floors  where  attendants 
have  to  stand,  while  operating  or  making  inspections. 

The  switchboard  itself  should  be  of  artistic  design,  harmonizing  with  the  costly 
instruments.  It  should  be  made  up  of  an  ornamental  iron  structure  faced  with  white 
marble  or  enameled  slate.  In  central  and  substations,  white  marble  panels  are 
more  in  vogue  abroad,  while  the  enameled  slate  is  favored  in  America.  All  instru- 
ments must  be  well  grouped.  When  instrument  pedestals  are  used,  they  must  be 
well  arranged,  and  at  the  same  time,  convenience  of  operation  must  not  be  sacrificed. 

Crane.  The  crane  is  not  an  architectural  feature,  but  even  this  unpromising 
subject  may  yield  to  proper  treatment.  It  should  be  designed  in  a  way  to  conform 
with  the  roof  trusses.  In  this  connection,  the  latticed  type  crane  has  a  better  appear- 
ance than  the  unsightly,  fish-bellied,  box  girder,  so  prominent  in  use. 

Heating.  If  the  plant  be  located  in  a  temperate  latitude,  it  will  be  necessary  to 
supply  means  for  heating.  The  most  common  means  are  by  steam  or  hot  water. 
The  latter  is,  however,  in  many  cases,  very  inconvenient,  due  to  the  large  amount 
of  radiating  surface  necessary;  there  is  also  the  danger  of  freezing  exposed  pipes. 
Steam  heating  is  far  better  for  a  large  building,  being  more  economically  installed 
and  more  easily  handled.  There  are  two  systems  of  steam  heating  which  may  be 
used  that  will  produce  satisfactory  results,  viz.,  direct  radiating  system  and  hot 
blast.  With  the  direct  radiating  system,  the  heating  may  be  done  either  by  pipe 
coils  or  radiators  or  a  combination  of  both.  The  coils  may  be  located  either  on 
the  ceiling  or  under  the  windows;  the  latter  method  is  the  more  efficient,  the  neces- 
sary radiating  surface  being  about  10  per  cent  less  than  that  of  ceiling  coils.  A 
table  for  calculating  the  necessary  amount  of  radiating  surface  to  heat  a  room  of 
given  dimensions  is  given  in  Table  I. 


TABLE    I.  — FACTORS    FOR    RADIATING    SURFACES. 


Outside  temperature. 


Inside  temperature. 


I  4-inch  brick  wall. 
j  8-inch  brick  wall. 
'12-inch  brick  wall. 
16-inch  brick  wall. 
20-inch  brick  wall. 
24-inch  brick  wall. 
28-inch  brick  wall. 
Window,  single .  . . 
Window,  double . .  . 
Skylight,  single.... 
Skylight,  double . . . 

Floor,  wood 

Ceiling,  wood 

Floor,  fireproof.... 
Ceiling,  fireproof. . 

Door 

Cubics 


Radiators. 


45 


.112 
.076 
.052 

.043 
.038 

'°33 
.029 
.199 
.094 

.183 
.102 
.014 
.018 
.020 
.024 
.068 
.004 


•137 
•093 
.065 

•053 
.046 
.041 
.036 

•245 
•105 
.225 
.125 
.018 
.021 
.026 
.029 
.084 
.005 


63 


.171 
.  106 
.081 
.066 
.058 
•051 
.045 
.306 
.144 
.282 

•157 
.021 
.027 
.032 
•037 
•105 
.006 


.309 

•143 
.099 
.081 
.072 
.063 
.054 
•377 
.178 
.348 

.193 
.027 

•033 
•039 
.045 
.129 
.007 


81 


.156 
.174 
.  121 
.oq8 
.087 
.076 
.064 
.458 
•215 
.421 
•234 
.032 
.041 
.047 

•055 
.156 
.008 


Coils. 


.095 
.064 

.045 
.036 
.032 
.028 
•025 
.169 
.079 

.156 
.087 
.012 

•015 
.018 
.020 
.058 
.003 


.121 
.082 

.057 
.046 
.041 
.036 

•031 
.214 
.  102 
.199 
.  Ill 

■oiS 
.019 
.022 
.027 
.074 
.004 


63 


.151 
.  102 
.072 
.058 
.052 

.045 
.028 
.270 
.127 
.249 

.138 
.018 
.024 
.029 

.033 
.092 
.005 


.182 
•'25 
.088 
.072 
.063 

•055 
.048 

•331 
.156 

•305 
.  169 
.023 
.029 

•035 
.041 

"3 
.006 


8z 


.226 

•M5 
.  107 
.087 
.077 
.067 
.056 
.403 
.  190 

•371 
.206 
.028 

.035 
.042 
.048 
.138 
.007 


'lifr  ^-  o::^  enginkkring. 

_      ^       ^        r    T.'iirT-.    Jjiculate  the  amount  of  exposed 

^m.   TiTJ*:  ^"O  cubic  contents  of  the  room. 

_  .-.:^.   ^-niv.r.Ts-  :0,"*wn  uuder  the  headings  for  the 

•>   -*<:>-  xH   be  the    number    of    scjuare   feet 

,  ^  ...    r,     rji:A.-\V4    that    the    table    calls    for    an 

^T*-c-.:=:   -rrurtcv  to  figure  this  temperature  as  the 

^r,.-.-^:  i.r.  by  means  of  fans,  over  coil  surface 

_    .  .-     .U-CU5    jx)ints   of    discharge    by    means  of 

-^.        ^    •..    rxixnis  of  doing  this, — one  by  recirculat- 

.     ;    rx'  nx»m  over  and  over  again.     The  other 

^     ?>iir^'S  better  ventilation,  as  it  supplies  heated 

v^,.    .'..xTvis  entirely  u[K)n  the  size  of  the  plant;  up  to 
v-»v'    *'u  produce  good  results;  up  to   loo  HP.  a 

^.  .,    viicr  is  as  good  as  can  be  used;  anything  over 

X   "w  ufn.!  most  economical.     It  is  advisable  to  locate 
^   .:  jr.:cr  to  remove  any  possibility  of  dust  and  ashes 

.     X  Vtler.  loo  square  feet  of  radiating  surface  to  one 

.  ^.^   V  >iedr.:  {XT  hour)  for  direct  radiation  is  the  accepted 

, :  <^    i  "\*us:h  rule  is  30  square  feet  of  radiating  surface 

■*.^  .',.'vr.  however,  is  inaccurate,  as  there  are  numerous 

>  ^\.iV  .*;*  heaters,  number  of  air  changes  per  hour,  etc., 

'  .'>.iVM:ion.     The  steam  mains  supplying  the  heating 

..    rv   Allowing  velocities:  5000  to  6000  feet  for  the  main 

.-^.>.*  w:  tor  vertical  rising  lines,  and  1200  to  1500  feet 

.>,     Nv>  branch  main  should  be  less  than  i-inch  pipe. 

..    -.vvsure  steam.     The  return  mains  are  generally  one- 

^  ,    A     V  ^u:»ply  mains.     Careful  provision  must  be  made  that 

X      >xv  v'*^  ^^f  ^1^^'  flow  of  steam;  this  pitch  must  be  at  least 

o   -vvt. 
.    ..   V-  ^v.;^ply  and  return  mains  with  a  good  non-conductor, 
V  ^*vv   ^"-'  ^^'^^^^  ^^^  minimize  the  fall  in  pressure  in  the  steam 
^«,^^^  v^>ft'.*ping  and  cracking  in  the  pipe. 

v>t^  -vt  \^  iieneraiing  room,  louvres  with  swinging  windows 

:r     K  avL  above  or  near  current-carrying  apparatus  such  as 

>NMr\ls.     The  windows  in  the  wall  on  the  switchboard 

V  ''.*^\*\i>ion  beinv:  made  to  open  same,  or  else  a  locking 

♦■'is.x  ^."^wAUlion  niu>i  be  taken  to  prevent  short-circuits  caused 

AW  vV'*^  iJ^^^^n  in  from  Uu-  v>iii<iile. 

V«^     >.j^N^x5<yftu*rs  aiul   >iiMaL:e   baiteries  arc  installed,  forced    draft 

^  "^"^    ^  v*>*»*^*S^'  S*^'''  ^^'  ^'^^'  latier  must  be  carried  through  special  ducts 
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Lighting.  To  provide  for  an  emergency,  in  case  of  a  complete  shut  down,  both 
generating  and  switching  room  must  be  provided  with  a  multiple  system  of  wiring. 
This  is  essential,  for  instance,  in  the  alternating  current  plant  with  motor-driven 
exciters;  a  complete  shut-down  would  seriously  handicap  the  locating  of  the  trouble. 
In  modern  plants,  the  switch  gear  is  operated  by  motors,  supplied  by  a  storage 
tattery  which  may  furnish  light  also.  As  much  as  possible,  wires  must  be  concealed 
SLiid  run  in  ducts  of  approved  design. 

Lavatories.  For  sanitary  reasons,  well-equipped  lavatories  must  be  installed 
in  all  plants.  The  plumbing  must  be  of  good  substantial  material,  enameled  basins, 
l)owls  or  sinks.  Bowls  are  preferable  to  sinks;  bath  and  toilet  floors  should  be  tiled; 
the  partitions  of  white  enameled  slate,  or,  if  a  more  expensive  construction  is  desired, 
of  marble.  The  advantage  of  white  finish  is,  that  it  enforces  cleanliness  by  making 
<lirt  conspicuous.  The  drain  must  run  to  avoid  all  ducts  and  wiring,  and  be 
properly  provided  with  traps  and  vent  pipes;  the  latter  must  extend  above 
the  roof. 

Preferably  at  the  side  of  lavatories,  lockers  should  be  installed  to  enable  the  men 
to  change  their  clothes  and  clean  up.  The  lockers  must  be  large  enough  to  contain 
a  complete  change  of  clothing,  permitting  a  man  in  winter  to  hang  up  an  overcoat. 
Sufficient  room  must  be  given  in  the  aisles  to  allow  the  men  to  make  necessary 
changes. 

Conclusions.  Many  have  biased  opinions,  that  by  the  erection  of  power  plants 
for  the  utilization  of  water  power,  the  scenery  of  the  country  will  be  destroyed. 
It  is  an  entirely  mistaken  idea.  It  is  only  a  matter  of  ability,  on  the  part  of  the  engi- 
neer and  architect,  to  design  a  plant  to  harmonize  with  the  surroundings.  In  fact, 
plants  have  been  installed,  greatly  enhancing  the  beauty  of  the  scenery  of  the  country. 
To  bear  out  this  statement,  illustrations  are  given  in  Figs.  12  and  13.  The  latter  is 
the  head  race  of  the  15,000-HP.  plant  utilizing  the  water  of  the  Sill,  near  Innsbruck, 
Tyrol.  The  valley  without  the  canal,  spillway,  and  building  for  attendants,  would 
undoubtedly  be  monotonous,  particularly  in  the  mountainous  country.  Considering 
Fig.  14,  the  power  plant  at  Tivoli  on  the  Tiber,  it  is  perhaps  the  most  picturesque 
power  plant  ever  designed.  The.  building  itself  with  its  few  arched  openings  is 
simple;  the  headrace  is  designed  after  the  style  of  the  old  Roman  aqueducts,  and 
carries  more  water  than  the  power  plant  needs.  Without  question,  the  scenic  value 
of  the  country  has  been  increased.  This  is  more  remarkable,  because  the  plant  was 
not  erected  for  the  immediate  locality,  but  to  serve  the  city  of  Rome. 

It  cannot  be  expected  that  all  plants  should  be  architecturally  treated  in  the 
same  manner  as  some  of  the  above  cited.  However,  it  must  always  be  remembered 
that  a  pleasing  appearance  can  be  secured  at  little  or  no  additional  expense.  In 
fact,  many  prominent  plants  which  are  masterpieces  of  ugliness,  have  cost  more 
per  unit  capacity  than  those  which  are  noted  for  their  fine  appearance;  a  pro])er 
knowledge  of  architecture  being  requisite  to  secure  good  results. 
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STRUCTURAL   STEEL. 

Roof  Trusses.  As  it  is  essential  that  structures  be  fireproof,  first  of  all,  structural 
steel  roof  trusses  are  required.  In  small  plants,  the  roof  trusses  are  preferably 
carried  on  the  side  walls;  while  in  large  plants,  the  trusses  are  carried  on  columns, 
which  support  also  the  crane  runway.  The  outline  of  the  roof  trusses  depends 
upon  the  kind  of  roof  to  be  supported  and  the  pitch,  which  depends  also  upon 
architectural  conditions.  When  slate  and  shingles  are  the  only  roofing  materials 
available,  steep  slopes  are  necessary,  in  order  to  cause  the  water  to  run  off  rapidly, 
and  prevent  its  working  up  under  the  roof  and  causing  leaks.  With  modern  methods 
of  waterproofing,  a  slope  of  2  inches  per  foot  is  suflBcient  to  supply  the  requisite 
drainage.  Such  roofs  have  many  advantages:  they  require  less  material  than  those 
of  steeper  pitch;  also,  they  are  easier  to  build,  and  the  waterproofing  is  readily  applied. 
Steeper  roofs,  however,  are  often  used,  owing  to  the  fact  that  they  are  considered 
more  economical  in  steel,  but  this  advantage  is  more  than  offset  by  applying  the 
roofing. 


i^ t^fucil     ^«n«ifr— ^   


Figs,  i  to  4.— Typical  Roof  Trusses. 


The  accompanying  sketches,  Figs,  i  to  4,  illustrate  some  of  the  usual  forms 
employed  in  roof  construction.  An  inspection  of  the  various  cross  sections  of  plants 
given  in  different  parts  of  this  volume,  show  a  number  of  other  forms  of  roof  trusses 
in  actual  use,  some  of  which  are  more  or  less  ornamental.  In  the  design  of  roof 
trusses,  it  is  necessary  to  know  the  span  and  the  load  as  well  as  the  spacing  of  the 
trusses.  In  power  plant  work,  the  location  of  columns  is  largely  determined  by 
the  equipment.  For  the  sake  of  rigidity,  the  trusses  must  be  directly  connected  to 
the  columns;  it  will  therefore  be  seen  that  the  span  and  distance  between  trusses  is 
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fixed,  and  that  this  distance  may  or  may  not  permit  the  most  economical  design 
of  truss.  The  loading  depends  upon  the  locality  of  the  plant,  and  the  style  of  roof 
to  be  used.  In  New  York  City,  the  live  load  of  a  roof  having  a  pitch  less  than  20  per 
cent,  is  50  pounds  per  square  foot,  and  for  a  pitch  exceeding  20  per  cent,  is  30  pounds 
per  square  foot.  This  live  load  (snow  and  wind)  is  the  vertical  component  on  the 
projected  area.  In  localities  subject  to  severe  wind  storms,  the  roofs  must  be 
properly  anchored,  particularly  when  they  rest  on  walls.  The  top  chords  of  the 
trusses  are  tied  together  by  purlins,  which  support  the  roof;  on  deep  trusses,  the 
lower  chords  have  longitudinal  bracing.  In  addition,  at  the  end  panels,  and  in  long 
buildings  at  intermediate  panels,  angles  or  chords  are  used  for  diagonal  bracing  in 
the  plane  of  the  upper  and  lower  chords.  An  overhead  crane,  operated  by  power 
or  hand,  is  essential  in  the  generating  room,  also  in  the  transformer  room  of  larger 
power  houses.  In  brick  buildings,  the  crane  runways  may  be  supported  on  pilasters 
of  the  wall  designed  for  this  purpose.  This  type  of  construction  is  adopted  only 
in  small  and  comparatively  low  buildings,  or  in  localities  where  masonry  is  cheaper 
than  structural  steel. 

In  localities  where  building  materials  are  expensive,  it  is  better  to  erect  a  corru- 
gated sheet  steel  iron  frame  structure.  This  is  particularly  true  in  tropical  countries 
where  the  labor  and  building  materials  have  to  be  imported.  For  this  type  of 
building,  galvanized  corrugated  iron  is  used,  Nos.  18  and  24  gauge,  and  for  the  roof, 
Nos.  20  to  26  (United  States  Standard).  The  siding  is  in  all  cases  two  gauges 
lighter  than  that  of  the  roofing.  Black  or  painted  sheets  are  occasionally  used,  but 
as  they  are  not  so  durable  as  the  galvanized  sheets,  they  cannot  be  recommended. 
The  best  grade  of  this  material  is  called  "  Muck  Bar  "  corrugated  sheeting,  and  is 
much  more  durable  when  exposed  to  moist  air.  A  corrugated  iron  building  can 
hardly  be  classified  as  a  permanent  structure,  and  cannot  be  recommended  for  modern 
power  plant  practice.  There  are.  several  methods  in  use  for  the  design  of  structural 
steel  buildings.  In  one,  the  frame  is  self-supporting,  and  the  light  curtain  walls  are 
partly  supported  by  the  steelwork;  while  on  the  other  hand,  the  structural  steel,  as 
well  as  the  walls,  is  entirely  self-supporting. 

Colttmns.  The  building  columns  should  be  of  the  open  type  as  much  as  possible 
(see  Figs.  5  to  7).    The  use  of  box  girders  and  columns  should  be  avoided,  because 
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Figs.  5  to  7 — ^T)rpical  Columns. 

they  are  usually  built  up  of  channels,  I-beams  and  plates,  and  are  more  apt  to  corrode 
inside  than  out,  as  they  cannot  be  painted  inside;  to  overcome  corrosion,  they  may 
be  filled  with  concrete. 

Column  Bases.  The  columns  are  preferably  designed  with  a  base  of  sufficient 
area  to  permit  of  their  being  set  directly  upon  the  foundation,  but  cast-iron  base 
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[iaitrsv  ;4W  :$oiittttmes  interposed  at  this  point,  as  they  can  be  leveled  up  before  the 
coluuiu  i:i^  enacted.     Grilliges  are  undesirable,  but  cannot  be  avoided  with  heavy 

Ftogr^.  In  hydraulic  plants,  little  use  is  made  of  floorbeams  as  far  as  the 
gyiKTaliiig  room  k  concerned;  the  whole  substructure  is  made  of  solid  concrete. 
However,  in  the  design  of  the  floors  in  the  switching  and  transformer  rooms,  con- 
sidei  dble  structural  steel  is  used.  In  many  cases,  the  floors  are  subjected  to  concen- 
irauxl  locyd  load^  at  various  points,  which  require  special  treatment.  In  other  cases 
;i  iditn>aU  s|>ur  extends  into  the  building,  to  facilitate  the  handling  of  heavy  material 
bv  aju  v^veftH^ad  crane.  The  load  for  which  the  floors  must  be  designed,  is  the  weight 
v^t  ihv^  h^^avtet^t  pieces  of  machinery  placed  on  them.     It  must  be  borne  in  mind,  that 


Fig.  8 — Crane  Column. 

during  construction,  large  quantities  of  material  are  apt  to  be  piled  on  the  floor, 
\\»i\Mquently  precautions  must  be  taken.  As  the  weights  of  the  various  pieces  of 
uvm  hinery,  such  as  generators,  transformers,  etc.,  change  so  very  greatly  with  their 
luiu  lions,  this  (hita  must  be  obtained  from  the  manufacturer. 

h\  countries  where  only  the  lowest  grade  of  labor  can  be  obtained,  and  conditions 
ilo  uol  warrant  the  sending  of  an  erecting  force,  but  only  a  foreman,  the  steel  sections 
n\(k\  hv  bohcd  together  and  filled  instead  of  being  riveted.  Experience  has  shown 
i)\  muwc  cases,  that  abutting  pieces  had  to  be  provided  with  dowel  pins  to  facilitate 
ciccliou. 

V\w  uhc  of  floor  arches  causes  a  lateral  thrust  against  all  of  the  beams  composing 
llu'  ll\u»r  system;  for  this  reason  it  is  necessary  to  introduce  tie  rods,  suitably  spaced, 
lv»  take  care  of  this  stress.  These  tie  rods  should  always  be  placed  high  enough  so 
\\u\{  I  hey  will  be  hidden  by  the  floor  arches,  as  this  adds  greatly  to  the  appearance  of 
\\\v  K  iMlihKs.  In  some  plants  this  detail  has  been  neglected,  and  the  result,  to  say  the 
IcanI,  in  \iusightly.  Another  small  point,  is  the  provision  of  curb  angles  around  all 
IsaU  l\\'>»  and  other  openings  in  the  floors;  these  angles  should  project  from  2  to  3 
uuhc^  alH»ve  the  finished  floor  level,  their  purpose  being,  to  prevent  wash  water, 
ti\\sY|^ii^H*»»  **^^''»  K^^i^^g  down  to  the  floor  below.  The  value  of  these  curbs  is  more 
.\p|s^u^m  \\\  (hose  cases  where  machinery  is  located  on  the  lower  floors,  or  under  the 
i^^Uv^Mv^ti^  which  would  be  liable  to  damage  from  anything  dropping  on  to  them. 

)|^i()H^IUUm\  Joints.  In  very  long  buildings,  the  expansion  due  to  changes  of  tem- 
K^^UWV  muM  be  taken  care  of  during  erection,  but  such  precautions  are  not  required 
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in  small  buildings.  In  buildings  under  300  feet  in  length,  temperature  variations 
do  not  cause  much  trouble,  and  no  special  precautions  are  required  to  care  for  them. 
In  some  cases,  where  expansion  joints  are  used,  it  is  specified,  that  after  the  building 
has  been  walled  in,  the  joints  shall  be  blocked  with  lead  to  prevent  any  motion  of 
the  steelwork  cracking  the  concrete  flooring,  etc.  The  necessity  of  these  joints  is 
only  during  the  erection  period,  when  longitudinal  expansion  is  very  apt  to  make 
it  difficult  to  erect  portions  of  the  steelwork. 

Fiber  Stresses.  Steel  structures  are  proportioned,  in  regard  to  the  sections  used, 
by  a  limit  set  on  the  fiber  stress  in  tension,  which  is  reduced,  for  compression 
members,  usually  by  Gordon's  formula.  In  many  localities,  the  limiting  unit 
stresses  are  specified  in  the  building  laws,  these  in  some  cases  being  limited  in  their 
application,  to  some  particular  city;  in  other  cases,  they  apply  to  a  state  or  nation; 
the  legal  requirements  differ  greatly  in  different  localities,  hence  it  is  advisable  to 
investigate  the  subject  unless  the  requirements  are  well  known.  In  practice,  the 
fiber  or  unit  stresses  for  steel  in  tension  vary  from  13,500  to  20,000  pounds  per  square 
inch;  for  most  of  the  important  structures,  the  working  stresses  have  been  kept 
between  15,000  and  16,000  pounds  per  square  inch. 

Character  of  Steel.  A  large  portion  of  the  structural  steel  manufactured  in  the 
United  States  is  made  under  the  **  Manufacturers'  Standard  Specifications'*  as 
revised  to  Feb.  6,  1903,  which  permit  the  use  of  either  open-hearth  (Siemens- 
Martin)  or  Bessemer  steel  (the  Bessemer  steel  produced  in  the  United  States  is  made 
by  the  acid  process,  no  basic  Bessemer  steel  being  produced).  The  practice  of 
specifying  open-hearth  steel  exclusively,  for  most  structures,  is  growing,  owing  to  the 
fact  that  it  is  m6re  homogeneous  in  its  physical  properties.  Bessemer  steel,  on  the 
contrary,  is  liable  to  fail  in  service,  in  an  irregular  and  inexplicable  manner,  and  for 
this  reason  it  is  not  desirable  for  structural  work. 

All  steel  made  by  the  open-hearth  process  must  be  of  uniform  quality,  tough  and 
ductile.  The  phosphorus  must  not  exceed  0.08  per  cent.  Rivet  steel  must  have 
40  ultimate  tensile  strength  of  from  45,000  to  55,000  pounds  per  square  inch. 
Structural  steel  must  have  an  ultimate  tensile  strength  of  from  55,000  to  65,000 
pounds  per  square  inch.  The  elastic  limit  must  not  be  less  than  one-half  of  the 
ultimate  tensile  strength. 

The  percentage  of  elongation  must  be  equal  to: 

1,400,000 


Ultimate  strength  in  pounds  per  square  inch 

Rivet  steel,  before  or  after  heating  to  a  light  yellow  heat  and  quenching  in  cold 
water,  must  stand  bending  180  degrees  flat  on  itself,  without  signs  of  fracture. 
Structural  steel,  before  or  after  heating  to  a  light  cherry-red  heat  and  quenching 
in  cold  water,  must  stand  bending  180  degrees,  to  a  curve  whose  diameter  does  not 
exceed  the  thickness  of  the  sample,  without  signs  of  fracture.  The  finished  bar  plate 
and  shapes  must  be  free  from  all  cracks,  flaws,  seams,  blisters  and  all  other  defects; 
it  must  have  a  smooth  surface  and  be  well  straightened  at  the  mill  before  shipment. 
The  tensile  strength,  limit  of  elasticity  and  ductility  must  be  determined  from 
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standard  test  pieces,  of  at  least  one-half  square  inch  sectional  area,  cut  from  the 
finished  material;  two  opposite  sides  of  the  test  piece  must  be  the  rolled  surface, 
the  other  two  opposite  surfaces  to  be  milled  or  planed  parallel;  rivet  rounds,  however, 
must  be  tested  of  the  full  size,  as  rolled.  All  test  pieces  must  show  a  fracture  of  a 
uniform  fine-grained,  silky  appearance,  of  a  bluish  gray  or  "dove"  color,  and  must 
be  entirely  free  from  granular,  brilliant  and  black  specks  of  a  fiery  luster.  Every 
finished  piece  must  be  clearly  stamped  with  the  melt  numbers. 

The  inspection  of  the  steel,  to  insure  its  compliance  with  the  specifications, 
necessarily  takes  place  at  the  mill.  It  is  common  to  introduce  a  clause  in  the 
specifications,  by  which  if  any  material  accepted  at  the  mill,  when  under  the  punches 
or  shears,  shows  that  it  is  not  of  uniform  quality,  it  may  be  rejected  at  the  shops.  In 
some  cases  a  drifting  test  is  called  for,  by  which  a  hole  punched  in  a  plate  or  piece, 
the  thickness  of  the  material  in  some  cases  being  specified,  can  be  drifted  to  a 
larger  diameter,  without  cracking  either  the  edges  of  the  hole  or  the  external  edge 
of  the  piece,  the  increase  in  the  diameter  of  the  hole  ranging  from  one-third  to 
one-half  the  original.  The  distance  from  the  center  of  the  hole  to  the  edge  of  the 
piece  may  be  specified. 

Workmanship.  The  following,  in  reference  to  workmanship,  is  based  on  the 
standard  practice  of  some  of  the  leading  concerns.  All  material  must  be  punched 
one-sixteenth  of  an  inch  larger  than  the  nominal  size  of  the  rivets,  except  that 
material  five-eighths  of  an  inch  thick  and  over,  must  be  drilled  or  subpunched  and 
reamed  one-eighth  of  an  inch  larger  in  diameter,  so  as  to  remove  all  sheared  or 
burred  edges.  (In  some  cases  subpunching  is  insisted  upon  when  more  than  one 
cover  plate  is  used  on  columns  or  girders,  in  which  case  the  reaming  must  be  done 
after  the  parts  are  assembled  and  clamped  together.) 

All  work  must  match  so  accurately,  that  after  assembling,  the  rivets  can  be 
entered  without  drifting. 

Whenever  possible,  all  rivets  should  be  machine  driven  by  direct  acting  machines, 
operated  by  compressed  air,  steam  or  hydraulic  pressure,  which  should  be  capable 
of  retaining  the  applied  pressure  after  the  upsetting  has  been  completed.  Field 
riveting  should  be  done,  preferably,  by  long-stroke  pneumatic  riveters.  Hand 
riveting  should  not  be  permitted  for  rivets  over  seven-eighths  of  an  inch  in  diameter. 

The  details  must  be  designed  to  avoid  riveting  in  difficult  or  inaccessible  places. 
No  bolts  should  be  used,  except  by  permission;  they  must  be  turned  to  a  driving 
fit,  and  the  bolt  holes  drilled  and  reamed  after  the  parts  are  assembled  and  clamped 
together.  In  many  cases,  however,  the  roof  purlins  are  bolted  with  ordinary  black 
bolts,  all  other  connections  being  riveted.  The  abutting  surfaces  of  compression 
members  must  be  truly  faced  to  an  even  bearing.  (In  some  cases  this  clause  is 
extended  to  cover  the  tops  of  column  bed  plates  in  a  specific  manner,  and  in  some 
rare  instances  it  is  specified  that  the  abutting  ends  of  tension  members  must  be 
faced.) 

All  rivets,  when  heated  and  ready  for  driving,  must  be  clean.  When  driven,  they 
must  completely  fill  the  hole  and  have  round  concentric  heads  of  uniform  size, 
thoroughly  pinching  the  connected  pieces. 
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Inspection.  All  facilities  for  the  inspection,  testing  of  material  and  workmanship, 
must  be  furnished  by  the  contractor  to  duly  appointed  inspectors,  but  the  inspection 
for  the  raw  materials  must  be  made  at  the  mills  or  foundries  where  the  steel  is 
roDed  or  the  castings  made.  The  inspectors  must  be  allowed  free  access  to  all 
portions  of  the  plant  in  which  any  portion  of  the  material  is  made. 

Paintmg.  In  regard  to  painting,  there  are  a  number  of  differing  requirements, 
such  as,  raw  and  boiled  linseed  oil,  iron  ore  or  iron  oxide  paint,  red  lead  paint, 
graphite  paint,  etc.,  and  there  are  a  number  of  proprietary  mixtures  on  the  market 
of  more  or  less  value.  The  proportion  of  the  materials  to  be  used  in  preparing  the 
paint,  and  the  kind  of  brushes  to  be  used  in  applying  it,  are  sometimes  enumerated. 
The  proportion  of  red  lead  used,  varies  from  16  to  40  pounds  per  gallon  of  oil, 
depending  upon  the  quality;  a  paint  containing  25  pounds  of  red  lead  per  gallon 
of  ofl  makes  a  very  satisfactory  coating  for  steel,  the  following  formula  being  a 
very  good  mixture: 

25  pounds  of  pure  red  lead, 
I  gallon  of  pure  raw  linseed  oil, 
I  pint  of  japan,  free  from  benzine. 

Iron  ore  or  oxide  paints  possess  the  merit  of  being  cheap,  and  for  this  reason 

are  much  used.     They  are  not  reliable,  and  should  be  avoided  in  good  practice. 

Boiled  linseed  oil  without  a  pigment  makes  a  good  coating  for  iron  or  steel.     The 

pigment  addition  acts  as  a  filler  for  the  pores  in  the  oil,  and  retards  its  drying  or 

oxidization,  and  for  this  reason  driers  are  used,  japan  being  one  of  the  best  materials 

for  this  purpose,  provided  it  is  free  from  benzine.     The  use  of  benzine,  sometimes 

called  gasolene  or  naphtha,  must  not  be  permitted  in  any  paint  which  is  to  be  applied 

to  ironwork,  for  the  rapid  evaporation  of  the  benzine  will  cool  the  material  to  a 

point  where  the  surface  to  be  painted  will  be  covered  with  a  dew  or  moisture.     At 

least  48  hours  must  elapse  between  the  application  of  each  coat  of  paint.     Painting 

should  not  be  permitted  during  freezing  or  wet  weather.     The  writer  would  be 

indined  to  specify  that  painting  should  only  be  permitted  on  clear  days,  when  the 

temperature  was  above  40°  F.    In  riveted  work,  all  surfaces  coming  in  contact 

must  be  painted,  before  assembling,   with  one  coat  of  paint  on  each  surface. 

Occasionally  it  is  specified  that  all  portions  of  the  work  to  be  embedded  in  concrete 

or  brickwork  must  receive  one  or  two  coats  of  asphaltum  varnish.     All  the  work 

must  receive  at  least  one  coat  of  paint  before  it  is  shipped;  and  after  erection,  all 

places  where  the  paint  has  been  rubbed  off,  and  the  heads  of  the  field  rivets,  must  be 

painted,  after  which  the  entire  structure  must  receive  two  coats  of  paint. 

There  is  very  little  agreement  in  regard  to  the  best  coating  for  any  particular 
case,  probably  because  so  much  depends  upon  the  preparation  of  the  surface  to 
receive  the  paint,  the  care  with  which  it  is  applied,  and  the  exposure  conditions. 

All  dust  and  loose  scale  must  be  removed  before  the  paint  is  applied,  and  the 
painter  should  follow  immediately  after  the  cleaner. 

Preyention  of  Electrolysis.  At  various  times  it  has  been  proposed  to  insulate  the 
steel  frames  of  power  houses,  with  the  idea  of  preventing  electrolytic  action.     The 
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complete  insulation  of  the  frame  is  impractical,  owing  to  the  fact  that  a  number  of 
pipes  must  be  supported  by  hangers  bolted,  or  otherwise  secured,  to  the  framing; 
some  of  these  pipes  being  in  connection,  electrically,  with  the  ground  water,  an 
attempt  at  insulation  is  extremely  liable  to  localize  the  electrolytic  action  at  a  few 
points,  which  would  be  worse  than  the  troubles  arising  from  the  entire  omission  of 
insulation. 

At  the  site  of  erection,  or  adjacent  thereto,  it  is  usually  necessary  to  store  portions 
of  the  structural  material,  after  it  is  unloaded  and  until  it  is  required  for  erection. 
This  material  must  be  laid  on  skids,  so  that  it  does  not  come  in  contact  with  the 
ground  and  must  be  kept  clean. 


CHAPTER   VI. 
MECHANICAL  EQUIPMENT. 

TURBINES 

Classification.  As  regards  the  behavior  of  the  water,  turbines  may  be  divided 
into  two  general  types,  the  reaction  and  impulse.  In  the  former,  the  flow  of  water 
must  be  continuous  in  all  parts  of  the  turbine,  that  is,  the  entire  runner  is  under 
water;  in  the  impulse  type,  the  water  impinges  on  parts  of  the  wheel,  and  in  nearly 
ail  cases  the  atmospheric  air  has  free  access  to  the  remainder  of  the  runner.  Turbines 
may  be  further  divided  as  regards  their  construction,  into  radial,  axial  or  parallel 
flow  and  combined  or  mixed  flow.  In  the  radial  type,  the  water  passes  through 
the  wheel,  either  inward  or  outward  at  right  angles  to  the  axis  of  rotation.  In  the 
axial  turbine,  the  general  direction  is  parallel  to  the  axis  of  rotation.  In  the  mixed 
flow  turbine,  the  water  enters  radially  and  discharges  axially,  or  vice  versa.  The 
different  types  of  reaction  turbines  are  commonly  known  by  the  names  of  their 
inventors,  as  the  Fourneyron,  which  is  a  radial  outward  flow;  the  Francis,  a  radial 
inward  flow;  and  the  Jonval,  a  parallel  flow.  A  combination  of  the  Jonval  and 
Francis  is  known  as  the  American  type,  and  is  to-day  the  most  common  one  used 
in  America,  where  it  had  its  origin.  Of  the  impulse  type,  the  Girad  and  the 
Zuppinger  in  Europe  and  the  Pelton  in  America  are  the  most  familiar.  In  regard 
to  the  origin  of  the  impulse  wheel,  it  might  be  of  interest  to  state,  that  Zuppinger 
in  1846  installed  his  first  tangential  wheel  at  Weiler's  Mills  near  Friedrichshafen  on 
Lake  Constance.*  The  same  engineer,  who  was  at  the  time  connected  with  the 
Escher  Wyss  Company,  built  in  1868-69  ^^^  ^^^  Haemmerle  Cotton  Mill  in  Dornbirn, 
Voral  Mountains,  Germany,  a  tangential  turbine  of  220  H.P.,  making  300  R.P.M. 
under  a  head  of  550  feet.'  This  tangential  impulse  wheel  was  5  feet  in  diameter, 
30  inches  wide,  and  mounted  upon  a  vertical  shaft  and  provided  with  two  diametri- 
cally opposite  jets  or  nozzles;  it  was  designed  for  a  water  supply  varying  from  one 
to  six  cubic  feet  per  second,  and  as  the  designer  up  to  that  time  had  not  constructed 
wheels  to  operate  with  over  380  feet  head,  he  thought  it  advisable  not  to  give  a 
guarantee  of  more  than  65  per  cent.  However,  during  actual  operation,  with  a 
water  consumption  of  1.5  to  2  cubic  feet  per  second,  the  efficiency  was  70  to  75  per 
cent;  with  a  water  consumption  of  about  5  cubic  feet  per  second,  was  65  to  70  per  cent. 

Turbines  are  also  classified  as  follows: 

I.  Low  head  —  up  to  30  feet. 
II.  Medium  head  —  from  30  to  200  feet. 

III.  High  head  —  above  200  feet. 

»  Letter  by  Piof.  Escher,  Zeitschrift  des  Vereines  deutscher  Ingenieure,  Feb.  18,  1905. 
'  Grome  modeme  Turbinenanlagen.    L.  2^el,  Schweitzerische-Bauzeitung,  June  13,  1908. 
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This  classificalion  is  not  strictly  adhered  to^  as  many  manufaclurers  and  planl 
designers  are  ignorant  of  the  fact  that  a  low  head  turbine  is  less  eiticieni  when 
applied  to  a  high  head,  and  vice  versa.  Reputable  manufactua^rs  wilh  competent 
engineering  staffs  will  advise  the  use  of  such  a  turbine  as  is  most  suitable  for  the 
condition  at  hand,  Sh'ght  variations  of  the  above  are  sometimes  made^  when  other 
conditions  favor  the  same*  A  rigid  classification  by  European  engineers  is  as 
follows:  * 

Low  head  turbim^  up  to  about  lo  feet. 

(With  of^en  flumes,  vertical  shafts  with  bevel  gearing.  When  above  ground  water, 
horizontal  shaft  with  beU  or  rope  drive.) 

First  inkrfmdiaie  h^ad  lurbine^  from  lo  feet  to  about  35  feet,  (Open  penstock, 
which  Is  possible  up  to  35  feet;  vertical,  or  when  advisable,  horizontal  shaft*) 

Second  intermediate  luad  turbine,  from  35  lo  about  165  feet.  {Closed  penstock, 
spiral  casing,  horizontal  shaft.  Of  course  for  spc*cial  conditions  vertical  shafts 
may  be  used*) 

High  head  turbine^  above  165  feet,  (Closed  penstock,  spiral  casing,  horizontal 
shaft,  as  long  as  reaction  wheels  are  considered;  otherwise,  impulse  wheels  with 
horizontal  or  vertical  shaft,) 

As  this  close  classification  is  seldom  applied  to  American  practice,  a  more  liberal 
classification  must  be  made. 


^?«\i 


Fig.  I.— American  Turbine  as  designed  by  the  Dayton  GluliC  lam  Works. 

Low  Head  Turbine.   In  America,  the  low  head  turbine,  a  combination  of  Francu; 
and  Jonval  type,  is  manufactured  in  the  horizontal  and  vertical  type,  and  is  f —  - 
as  the  American  turbine*    Frerjuenily  a  number  of  runners  are  mounit-d  on  -1 
shaft,  as  seen  in  Fig,  i.  In  many  cases  they  are  placed  in  an  open  flume.   The  runner 


MECHANICAL  EQUIPMENT.  131 

of  this  type  of  turbine  was  previously  made  of  steel  buckets  riveted  or  bolted  to  the 
frames.  To-day,  most  manufacturers  make  the  runner  in  one  solid  casting.  Fig.  2 
shows  such  a  runner. 

The  regulating  mechanism  of  the  American  turbine,  as  manufactured  by  the 
Dayton  Globe  Iron  Works,  is  shown  in  Fig.  3.  The  ring  C  which  actuates  the 
guides  I)  controlling  the  water  supply  is  governed  through  sector  E,  Other  American 
low  head  turbines  and  application  of  same  will  be  found  throughout  the  text. 


Fig.  2. — Runner  of  **Amer-  Fig.  3. — Crown  Plate  and  Gate 

ican*'  Turbine.  of  *' American"  Turbine. 

Medium  Head  Turbines.  As  the  line  of  demarcation  between  low  and  medium, 
^d  medium  and  high  head,  is  not  distinctly  drawn,  one  will  find  under  this  head  a 
great  variation  of  turbines,  including  high  and  low  head  types.  The  majority  of 
turbines  used  under  medium  head  arc  of  the  Francis  type.  It  is  not  the  purpose 
of  this  book  to  go  into  details  of  the  design  of  turbines;  only  the  typical  features 
^  be  given. 

The  Francis  turbines  are  built  in  either  the  horizontal  or  vertical  type,  with  one 

or  more  runners  mounted  on  a  single  shaft.     These   turbines  are  placed,   either 

in  an  open  chamber  of  the  power  house,  or  inclosed  chamber  made  of  cast  iron  or 

structural  steeL     Figs.  5  and  6  show  a  vertical  Francis  turbine  as  built  by  J.  M. 

Voith,  Heidenheim,   Germany,   for  the   Kykkelsrud   plant,   Norway.     It  operates 

under  a  head  of  52.5  feet  to  62.5  feet,  with  a  water  consumption  of  670  to  530  cubic 

(e^  per  second,  and  with  150  R.P.M.,  develops  3000  HP.     It  will  be  noticed  that 

the  turbine  casing  is  spiral  in  plan  and  rectangular  in  elevation;  it  is  made  of 

structural  steel.     The  water  enters  the  turbine  casing  with  a  velocity  of  9  feet  per 

second,  and  gradually  increases  to  20  feet,  and  discharges  with  a  velocity  of  3.9  feet 

per  second.     The  runner  has  a  diameter  of  5.9  feet,  and  is  mounted  on  a  12-inch 

vertical  shaft,  25  feet  long,  on  the  end  of  which  is  coupled  the  shaft  of  the  generator. 

Between  the  turbine  and  generator  is  a  thrust  bearing,  supplied  with  oil  at  220  pounds 

pressure  per  square  inch,  to  take  up  the  weight  of  the  revolving  element  which  is 

^2  tons.     The  water  supply  in  the  turbine  is  controlled  by  clam-shell  gates. 

A  turbine  of  same  make  and  pattern  as  the  above  will  be  found  in  the  plant  of 
the  Ontario  Power  Company,  with  the  exception  that  two  turbines  are  mounted 
upon  a  horizontal  shaft  (see  Fig.  7). 
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Figs.  5  and  6. — ^Voith  Vertical  Shaft  Francis  Turbine. 
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Fig.  7. — Plane  and  Elevation  of  V'oith  11,340-HP.  Double  Spiral  Francis  Turbine, 

Ontario  Power  Company. 
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Figs.  8  and  9. — Compound  Francb  Turbine. 
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A  very  interesting  medium  head  turbine  is  installed  at  Wiesberg,  Tyrol/  and  is 
the  first  of  its  kind  ever  attempted.  As  it  shows  high  efficiencies,  it  bids  fair  to  be 
adopted.  The  reasons  for  adopting  it  are  as  follows:  in  the  above-mentioned  plant 
there  were  installed  three  Francis  turbines  of  1500  HP.  each,  operating  under  a  head 
of  285  feet,  making  300  R.P.M.     During  the  operation,  much  erosion  was  observed, 


Fig.  10. — Escher  Wyss  io,ooo-HP.  Turbine  of  the  Niagara  Falls  Power  Company. 


and  the  turbines  lost  their  efficiency  due  to  increase  of  clearance  between  the  runner 
and  the  guides.  As  these  turbines  are  fed  by  glacier  water,  which  in  the  summer 
contains  much  sand,  the  erosion  still  continued  during  the  winter  months,  when 
the  water  is  entirely  free  from  same. 

*  Zweistu6ge  Verbundturbincn  der  Zentralc,  Wiesberg  in  Tyro!,  by  Professor  Pfarr.  Schweitzerische- 
Bauzeitung,  Sept.  14,  1907. 

Prof  Julien  Dalemont  of  the  University  of  Freiburg,  after  making  extensive  investigations  on  the  abnor- 
mal erosion  on  a  number  of  hydraulic  turbines,  operating  under  different  heads  and  with  different  speeds, 
published  his  results  in  a  sixty-page  pamphlet  entitled,  "  L'EcIairage  Electrique,"  Paris.  An  abstract  <^  this 
paper,  with  many  illustrations,  is  given  by  Edward  P.  Buffet  Ln  "Power  and  Engineer"  of  Aug.  4,  1908. 
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The  turbine  built  by  Kolben  &  Co.,  Prague,  Bohemia,  to  overcome  the  effect  of 
erosion,  is  a  compound  turbine  of  the  Francis  spiral  type  as  seen  in  Figs.  8  and  9. 
It  consists  of  two  turbines  mounted  on  the  same  shaft,  so  interconnected  that  the 
discharge  of  one  becomes  the  supply  of  the  other,  thus  reducing  the  head  on  each 
turbine  from  285  to  142.5  feet.  The  spiral  casing  of  each  turbine  is  of  cast  iron  and 
made  in  two  parts  with  an  inlet  of  33.5  inches 
diameter.  Both  runners  are  41.25  inches  in 
diameter  and  of  cast  steel,  and  have  19  vanes. 
With  a  water  consumption  of  88  cubic  feet  per 
second,  the  compound  turbine  developed  2260 
HP.,  making  342  R.P.M.,  giving,  with  a  gate 
opening  of  30,  60  and  90  per  cent,  efficiencies 
of  67,  81  and  86  per  cent  respectively.  After 
the  turbine  had  been  in  operation  one  year,  it 
was  inspected,  and  no  evidence  of  erosion  was 
found;  in  fact,  much  of  the  original  coating  of 
paint  on  the  vanes  was  still  intact. 

As  already  stated,  the  turbines  at  Niagara 
Falls   are  considered  as  medium  turbines.      It 

witt  be  observed  that  they  are  located  in  a  pit 

directly  above  the  tailrace.      The  water  enters 

the  cylindrical  turbine  casing  on  the  side  and 

discharges  at  90  degrees  through  2  draft  tubes 

into  the  tailrace.    A  detail  of  the  turbine  installed 

in  the  plant  of  the  Canadian-Niagara  Falls  Power 
Company  is  seen  in  Fig.  10.  It  is  of  the  double 
Francis  type  surrounded  by  a  cylindrical  struc- 
tural steel  casing.  The  runners  are  5.25  feet  in 
diameter.  When  making  250  R.P.M.  under  a 
head  of  131  feet,  with  a  water  consumption  of 

884  cubic  feet  per  second,  the  turbine  develops 

10,000  HP.' 

As  the  turbine  is  set  very  deep  in  the  pit,  the 

shaft  is  made  up  of  three  sections,  at  the  junc- 
tions of  which  are  side  bearings;   the  sections 

themselves  are  partly  made  up  of  steel  pipe.     At 

the  upper  section  is  a  thrust  bearing  (Fig.  11), 

j6  inches  in  diameter,  supplied  with  oil  under  a 

pressure  of  367  pounds  per  square  inch.      The 

entire  revolving  element,  including  that  of  the  generator,  weighs  132  tons.    The  weight 

is  also  partly  balanced  by  the  runner  disk,  the  remainder  is  taken  up  by  a  relief 

piston,  3.8  feet  in  diameter. 


Fig.  II. — Thrust  Bearing  and  Pipe 
Shaft  Connection  of  Niagara  Falls 
Power  Company's  Turbines. 


Schweizerishe-Bauzeitung,  1904.     Vol.  I,  p.  4.     Wagenbach,  Turbinenanlagen,  p.  53. 
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High  Head  Turbines,  Among  the  high  head  turbines,  the  Francis  and  impulse 
type  are  the  mosl  univeri^ally  used.  Probably  the  highest  head  developed  is  that 
at  Vouvry  near  Lake  Geneva,  Switzerland^  where  a  plant  has  been  constructed  for 
a  maximum  capacity  of  2o,cx>o  HP.  The  present  equipment  consists  of  four  500'HP. 
and  one  2700-HP.  turbine,  which  operate  under  a  head  of  31 16  feet* 

In  America,  of  ihc  high  head  turbines 
used,  the  impulse  wheel  is  the  most  promi- 
nent;  they  are  manufactured  by  several  con- 
cerns, notably  the  PcUon  Water  Wheel 
Company.  This  turbine  is  a  very  simple 
machine;  it  consists  of  a  wheel  with  a  num- 
ber of  buckets  circumferentiaJly  mounted. 
The  wheel  is  usually  mounted  on  a  horizontal 
shaft,  in  some  cases  on  a  vertical;  and  one  or 
more  wheels  mounted  on  a  single  shaft.  The 
water  from  the  penstock  is  directed  against 
the  buckets  through  one  or  more  noa^Ies  with 
round  ofjenings. 

A  typical  installation  of  a  Pelton  wheel  is 
shown  in  Fig.  13,  as  installed  for  the  Tel* 
luride  Power  Company,  near  Sail  Lake  City, 
Utah.*  The  shaft  of  the  unit  is  mounted 
on  three  bearings,  one  on  each  side  of  the 
generator  and  one  on  the  outside  of  the  wheel. 
The  outboard  generator  bearing,  built  by 
the  Pelton  Water  W^hecl  Company,  is  9 
inches  in  diameter,  and  is  of  the  machined 
ball-and-socket  type.  The  bearing  is  in  a 
tight  case  partially  filled  with  oil,  which  is 
carried  up  on  the  shaft  by  loose  rings  riding  on  the  latter,  the  boxing  having  a 
lower  half  only.  Each  water  wheel  is  a  forged  steel  disk,  on  the  (periphery  of 
which  are  mounted  24  cast-steel  Pelton  tangential  buckets.  The  wheel  making 
300  R.P.M.  operates  under  an  effective  head  of  1750  feel  at  low  stages  in  the 
reservoir,  and  under  a  maximum  effective  head  of  1775  feet.  Water  is  supplied 
to  each  wheel  through  a  separate  Pelton  needle  detlecting  nozzle.  The  sijc  of 
the  stream  applied  to  the  buckets  is  hand  regulated,  by  means  of  the  needle  part  af 
the  nozzle,  through  a  standard  mounted  on  a  floor  directly  over  the  rear  end  of  the 
nozzle.  For  changes  in  the  speed  of  the  wheels,  each  nozzle  is  deflected  by  means^if 
a  Pelton  jjilot  control  apparatus,  mounted  on  the  floor  in  front  of  the  unit. 

If  it  is  desired  to  throw  the  water  off  the  buckets  in  order  to  shut  down  the  wheelt 
this  may  be  accomplished  by  turning  the  hand  wheel  on^the  control  in  a  coynler- 


Fig,  u.— socx>HP,  Pelton  Wheel. 


*  Wagetibnrli.     Tnrbirieninlii;*en,  p.  3. 
'  A  ilydia-eltf  trk  Development  in  UUih. 
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clockwise  direction,  so  that  pressure  is  applied  to  the  top  of  the  piston  in  the  cylinder 
under  the  nozzle  and  released  at  the  bottom. 

The  pair  of  deflecting  nozzles  for  the  two  wheels  are  attached  to  a  Y-connection 
at  the  end  of  the  pressure  pipe  embedded  in  the  mass  of  concrete  under  the  rear  end 
of  the  building.     Each  branch  of  the  Y  is  fitted  with  an  hydraulically  operated  gate 
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^^'  13. — Pelton  Wheels  installed  for  the  Telluride  Power  Company,  Salt  Lake  City. 

valve,  placed  in  a  covered  pit  in  the  concrete  at  the  rear  of  the  wheel  case.  The 
operalion  of  each  of  these  valves  is  controlled  by  a  hand  wheel  mounted  on  a  standard 
on  the  floor  at  the  rear  of  the  unit.  In  order  to  avoid  any  disastrous  effects  from 
water  hammer  in  the  pressure  pipe,  caused  by  a  rapid  closing  of  these  valves,  or  by 
other  conditions,  a  relief  valve  is  placed  in  a  connection  to  the  line  directly  back  of 
*c  junction  of  the  branches  of  Y. 

The  discharge  from  the  nozzles,  when  diverted  from  the  buckets,  is  directed 
*P*ost  a  curved  baffle  plate  set  in  the  end  of  the  concrete  which  forms  the  pit  under 
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Figs.  14  and  15. — Voith  6icx)-HP.  Spiral  Francis  Turbine.    Hamilton  Cataract  Company. 


the  wheels.  This  baffle  plate  is  arranged  so  that  the  streams  striking  it  tangentially 
are  deflected  90  degrees.  The  stream  is  thus  thrown  into  a  deep  splash  pit,  where  its 
remaining  force  is  absorbed  and  the  water  delivered  to  the  tailrace  practically  quiet. 

As  will  be  seen  from  the  foregoing,  the  Pelton  wheel  is  provided  with  round 
nozzles,  the  regulation  of  which  is  discussed  under  "Governors."     The  European 
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irheel  is  frequently  provided  with  nozzles  of  square  or  rectangular  openings; 

•uction  of  the  buckets  varies  slightly  according  to  the  nozzle. 

irheels  are  mounted  either  on  horizontal  or  vertical  shafts.     As  has  been 

ut,  some  of  the  first  impulse  wheels  constructed  were  mounted  on  a  vertical 

ilar  to  those  recently  installed  at  the  Necaxa  plant,  Mexico,  which  operate 

lead  of  1300  feet. 

[4  and  15  show  a  61C0-HP.  turbine  as  installed  for  the  Hamilton  Cataract 

.     It  is  of  the  Francis  spiral  type,  operates  under  a  head  of  261  feet,  making 

vl.,  and  has  two  draft  tubes.     The  runner  has  a  diameter  of  4.9  feet.    The 

made  of  phosphor-bronze  and  the  hub  of  cast  steel.  The  regulation  is 
hed  by  an  oil-operated  hydraulic  governor,  which,  in  case  the  load  is 
thrown  oflF,  diverts  part  of  the  water  through  a  by-pass,  then  gradually  shuts 
ipply,  thus  preventing  water  hammer.  Tests  show  that  by  throwing  oflF 
load  one-third,  one-half,  two-thirds  of  the  load,  the  speed  varies  i.i,  1.6, 
»er  cent  respectively.  Further,  the  turbine  shows  an  efficiency  of  85.8  per 
ill  gate  and  86.8  per  cent  at  three-quarters  gate. 

Tubes.  Whenever  possible  turbines  should  be  equipped  with  draft  tubes 
to  secure  additional  head,  which  would  otherwise  be  lost.  There  are 
where  impulse  wheels  have  been  provided  with  draft  tubes.  However, 
equipped,  impulse  wheels  run  in  partial  vacuum;  the  water  column  in  the 
?  must  be  so  regulated  that  it  is  always  a  few  feet  below  the  runner;  there- 
the  junction  of  the  upper  end  of  the  draft  tube  and  the  turbine  there  must 
i  an  air  cock  which  is  controlled  manually  or  by  the  governor.  This 
ent  is  preferable  for  small  wheels  and  particularly  where,  owing  to  ground 
Dther  reasons,  they  cannot  be  located  near  the  tailrace.  Such  an  installa- 
be  found  at  Chur,  Switzerland,  where  250-HP.  wheels  operate  under  a 
72.5  feet.  They  are  provided  with  two  needles.  The  head  gained  by  the 
draft  tube  is  about  15  feet, 
(leoretical  length  of  a  draft  tube  is  equal  to  perfect  vacuum  or  34  feet. 

losses  due  to  velocity,  friction,  etc.,  in  the  draft  tube,  which  cannot  be 
ted,  perfect  vacuum  is  never  realized.  In  practice,  the  height  of  the  water 
ft  tube  decreases  with  the  increase  of  diameter  of  same  and  vice  versa.  The 
table  is  abstracted  from  Meissner  *  and  converted  into  English  units;  the 
s  as  given  are  in  round  numbers. 


TABLE    I. —  HEIGHT    OF    DRAFT    HEADS. 


Diameter  of 

draft  tube  in 

feet. 

Draft  head 
in  feet. 

Diameter  of 

draft  tube 

in  feet. 

Draft  head 
in  feet. 

I 
2 
3 
4 
5 

30.0 
27.0 
24  0 
21.5 
19.0 

6 

7 
8 

9 
10 

17.0 

155 
14.0 

130 
12.0 

'  Meissner,  HydrauUsche  Motoren,  Vol.  11,  p.  az3. 


Figs.  i6  and  17*— g7oo-Hr;  Francis  Turbine,  550  itei  Bcsid,  400  RP.M  ,  for  tbc 
Calif (imia  Gas  and  Electric  Corpt:)rattoD.    AUk  Chalmers  Ccympany 


MECHANICAL  EQUIPMENT.  143 

Draft  tubes  should  always  be  made  conical,  so  as  to  gradually  reduce  the  velocity 

of  discharge,  and  must,  on  the  upper  end,  be  of  the  same  size  as  the  discharge  opening 

in  the  turbine  casing,  to  avoid  any  abrupt  changes  in  the  velocity  of  the  water.     The 

velocity  of  discharge  from  a  draft  tube  should  be  about  2  feet  for  low-head,  3  feet 

for  medium-head,  and  4  to  7  feet  for  high-head  turbines.     Draft  tubes  should  be 

straight  and  free  from  turns  as  possible;  this  is  particularly  true  of  long  draft  tubes. 

The  end  must  be  watersealed,  at  least  some  6  to  12  inches  at  low  water  level  for 

small-sized  tubes,  and  18  to  24  inches  for  large  ones.     Draft  tubes  are  made  of  cast 

iron,  structural  steel,  or  are  part  of  the  concrete  foundations.    When  made  of  metal, 

they  must  be  made  strong  enough  to  stand  atmospheric  pressure  (perfect  vacuum 

is  equivalent  to  a  water  column  34  feet  high  or  a  pressure  of  14.7  pounds  per  square 

inch)  and  any  pulsations  which  might  arise  by  starting  and  running  turbine  under 

great  variations  of  load;  for  the  latter  reasons  a  long  draft  tube  must  be  properly 

anchored. 

REGULATING    DEVICES. 

Principle  of  Governors.  Turbines  and  water  wheels  in  general,  coupled  to 
generators,  must  be  provided  with  governors  of  proper  design,  to  regulate  same 
so  that  the  speed  will  be  nearly  constant.  The  irregulation  in  a  hydroelectric 
plant  may  have  its  origin  in  the  hydraulic  end,  such  as  water  hammer  and  surging 
in  the  penstock  or  draft  tube,  loss  of  vacuum  in  draft  tube,  etc.;  in  the  mechanical 
end,  poor  operation  of  the  turbine  and  the  supply  gates,  controlling  of  waste  water 
in  case  of  a  sudden  shut  down,  which  might  arise  from  the  hydraulic,  mechanical, 
or  electrical  end  of  the  station. 

There  are,  of  course,  other  factors  which  necessitate  the  choosing  of  a  governor 
adaptable  to  control  load  fluctuation  for  the  particular  plant;  for  instance,  successful 
operation  of  a  high-head  plant  may  be  accomplished  either  by  quick-acting  or  slow- 
acting  governors.     Where  the  load  on  a  plant  is  steady,  a  slow-acting  governor 
gives  best  results.     In  addition  to  a  governor  the  turbine  may  be  provided  with  a 
si>ecial  flywheel.    The  runner  of  the  turbine,  or  the  field  magnet  of  the  generator,  is 
designed  to  serve  the  same  purpose,  that  is,  preventing  water  hammer  in  the  penstocks 
and  other  irregularities  in  operation.     A  plant  with  great  load  fluctuation  is  best 
regulated  by  a  quick-acting  governor;   but  a  governor  of  this  kind  must  be  provided 
with  auxiliaries  to  by-pass  the  water  into  the  tailrace,  as  otherwise  the  sudden  cut-off 
of  a  moving  column  of  water  will  set  up  violent  surges  and  liability  of  damage  to 
governor  as  well  as  the   penstock.     As   this   by-pass  water  is  always  wasted,   a 
governor  should  be  designed  to  close  soon  after  the  turbine  is  cut  off.     A  type  of 
such  a  governor  is  seen  in  Fig.  i.     This  turbine  is  of  the  impulse  type  as  installed 
in  the  Brusio  plant.    As  will  be  seen,  the  nozzle  is  stationary,  while  the  needle  is 
moved  forward  and  back  by  a  piston  controlled  by  the  governor,  which  also  actuates 
the  by-pass  located  in  the  continuation  of  the  penstock. 

The  regulation  acts  as  follows:  when  the  water  to  the  wheel  is  cut  off  by  the  needle 
the  by-pass  opens  at  the  same  time  and  closes  gradually,  so  that  only  little  water  is 
wasted;   the  main  valve  closes  simultaneously  with  the  closing  of    the  by-pass. 
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Small  fluctuations  are  taken  up  by  the  needle  and  by-pass.  The  main  valve  serves 
as  relay.  The  duration  of  closing  is  set  by  a  hand  wheel  on  the  governor.  Tests 
show  that  by  suddenly  throwing  off  full  load  the  speed  variation  is  lo  per  cent. 

Another  type  of  Swiss  governor  is  shown  in  Fig.  2,  as  installed  in  connection 
with  a  2500-HP.  high-pressure  turbine  of  the  so-called  "Spoon  Wheel"  type,  operating 
under  a  head  of  1023  feet,  at  Lucerne,  Switzerland.     The  governor  is  operated  by 


Fig.  I. — Escher  Wyss  Impulse  Wheel  with  Non- Water- Wasting  Nozzle  and  Regulator. 


means  of  gearing  from  the  main  shaft,  and  adjusts  the  opening  of  the  jet  by  means 
of  an  oil-actuated  piston  device. 

The  nozzle  opening  is  6  by  3.5  inches  and  is  varied  by  a  hinged  jaw.  The 
opening  and  closing  action  of  the  by-pass  takes  place  simultaneously  with  that  of  the 
nozzle.  Similar  to  that  in  the  former  mentioned  device,  the  water  is  by-passed  for 
only  a  short  time  before  the  main  valve  closes  (see  Fig.  3),  which  is  automatically 
controlled.    The  closing  this  main  valve  can  be  regulated  to  20  seconds,  while  the 
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action  of  the  governor,  by  throwing  off  full  load  (2500  HP.),  requires  2  to  2.5  seconds, 
giving  after  6  seconds  a  speed  regulation  of  4  per  cent.  The  governor  is  provided 
with  several  indicators,  one  of  which  gives  in  per  cent  the  nozzle  opening  and  one 
the  by-pass  opening. 


Fig.  3. — ^Automatic  Main  Turbine  Gate. 


Lombard  Governor.  The  illustration.  Fig.  4,  shows  a  type  of  oil-pressure  gov- 
ernors as  manufactured  by  the  Lombard  Governor  Company  of  Ashland,  Mass. 
This  governor  consists  essentially  of  three  parts  —  the  oil  pump,  the  pressure  and 
vacuum  tanks,  and  the  governing  mechanism. 

The  centrifugal  head  shown  distinctly  at  the  upper  right  of  illustration  is  "belted 
directly  to  the  turbine  shaft.  It  controls  a  primary  valve  immediately  below  it. 
The  oil,  normally  under  200  pounds  pressure,  which  is  received  from  the  pressure 
tank,  is  allowed  to  enter  a  vertical  10  inch  by  24  inch  cylinder  through  an  inter- 
mediate piston  valve,  which  is  controlled  by  the  primary  valve  and  a  system  of 
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ced  pressures.     The  oil  exhausts  from  ihe  cylinder  through  the  same  inter- 
valve  ioto  the  receiving  tank.     The  pressure  and  vacuum  are  created  by 
the.  pump,  which  can  be  either  motor  driven  or  belted  to  the  turbine  shaft.    The 
iDtfOQ  from  the  piston  rod  to  the  gate  mechanism  of  the  turbine  is  transmitted  by 
leans  of  racks  and  gears. 

A  simple  and  edeclive  anti-racing  mechanism  is  used,  whereby  the  action  of  the 
governor,  however  rapid,  ranging  from  one  to  four  seconds  for  full  stroke  of  the 
pistuii,  is  rendered  dead-beat. 


n  Qn' 


T1 


Fig.  4. — ^Lombard  Govemon 


A  Lombard  hydraulic  relief  valve  is  seen  in  Fig,  5.  It  is  connected  to  the  penstock 
near  the  turbine^  and  can  be  set  for  any  excess  pressure  desired;  it  is  claimed  that  it 
will  ij  per  ate  on  an  excess  pressure  of  one  per  cent, 

Glocker-Wtiita  Governor.  This  governor  as  manufactured  by  the  L  P,  Morris 
Company  is  seen  in  Fig.  6.  One  essential  feature  is  the  governor's  centrifugal 
il^  iQ  the  form  of  a  boot,  partially  filled  with  mercury^  which,  when  running 
rroal  speedy  is  divided  between  two  chambers.  With  an  increase  of  speed  the 
ifugal  force  causes  the  mercury  to  flow  from  the  lower  to  the  upper  chamber; 
iu»  tbc  center  of  gravity  increases  in  a  greater  ratio  than  the  speed,  and  vice  versa. 
"on  is  transmitted  through  a  system  of  levers  to  a  small  pilot  valve  controlling 
.,*«.  valve,  admitliog  oil,  under  250  pounds  pressure,  to  the  cylinder,  which  in 
turn  actuates  the  turbine  gate^* 
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Replogle  Governor.  The  Replogle  governor  *  is  purely  mechanical  i 
the  principle  of  which  is  given  below, 

'*In  the  diagram  (Fig.  7),  ^4  is  a  spherical  pulley  with  its  shaft  t 
and  threaded  as  at  X.  B  and  B  are  oppositely  revolving  concave  disk 
leather.    C  and  C  are  lignum-vitae  pins  flush  with  the  leather.    D  and 


Fig.  5. — Lombard  Hydraulic  Relief  Valve. 


pression  springs  for  causing  the  necessary  pressure  between  the  disk 
E  and  E  are  governor  balls  so  poised  as  to  require  the  weight  of  A  t« 
normal  speed.     F  is  a  loose  collar  to  allow  independent  revolution 
G  is  the  point  of  connection  between  A  and  the  gates  or  valves  c 
governed.     X  is  the  relay  device,  and  is  for  the  purpose  of  previ 
for  the  purpose  of  properly  dividing  the  load  in  parallel  units, 
spindle  or  connecting  link  between  collar  F  and  the  threaded 

*  Some  Stepping  Stones  in  the  Development  of  a  Modern  Water- Wheel  Govern 
A.  S.  M.  E.,  Chattanooga,  Tenn.,  May,  1906. 


to  revolve  slowly  to  the  right,  being  the  direction  (hat  will  turn  on  power.  While 
A  is  turning  lo  the  right  it  shortens  ihe  distance  to  collar  F  by  means  of  the  thread  at 
X  This  shortening  causes  -4  lo  be  pulled  back  to  the  disk  centers,  thereby  cutting 
govcraor  out  of  action.     It  will  be  noticed  that  E  and  E  have  not  shifted  their 
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Fig.  7. — Replogle  Governor. 


Fig.  8.— Pressure  Regulator  (Bell  &  Co.). 
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iron  during  the  act  of  opening  the  valves.    Therefore  the  speed  is  in  reality 

er  after  tlie  new  power  is  added  than  h  was  before  the  change  in  load.  It  is  now 
►  dear  that  there  is  a  continuous  dropping  in  the  speed  while  the  valves  are  opening. 
In  practice  this  permanent  drop  is  enough  to  insure  the  correct  division  of  load. 
It  ji*  aiiio  enough  to  permit  of  successful  government  where  adequate  power  storage 
exists  in  the  unit  lo  be  governed*  In  this  governor  there  is  no  special  provision  for 
temporary  relay.  Such  provision  is  unnecessary  except  where  the  momentum 
effects  arc  smalL  (In  the  governor  shown  the  permanent  drop  can  be  varied  by  the 
[lilch  of  the  thread  used  at  .V*)     In  ordinary  practice  it  is  about  2  per  cent.'* 

Pelton  Nozzle  Regulation.  The  usual  method  of  controlling  the  speed  of  the 
Pelton  wheel  is  by  means  of  a  detiecting  nozzle,  needle  nozzle,  or  a  combination  of 
both.  Which  one  of  these  types  is  most  suitable  depends  on  the  condition  of  the  head, 
|)Ower  and  character  of  load. 

The  deflecting  nozzle  is  a  cast-iron  nozzle  provided  wnth  a  ball  and  socket  joint, 
permitting  of  its  being  raised  or  lowered,  thus  throwing  the  stream  on  or  off  the 
buckets.  The  power  of  ihe  wheel  is  consequently  increased  or  diminished,  according 
to  tht.*  change  of  load,  and  a  con.stant  speed  is  maintained.  A  steel  deflecting  plate, 
which  deflects  the  stream  itself^  the  nozzle  remaining  stationary,  is  sometimes  used 
to  accomplish  the  same  results  when  the  design  will  not  admit  of  a  deflecting  no^^le. 


9,— Instantaneous  photograph  of  Tangential  Wheel  fitted  with  Pelton  Buckets  when 

Fuiirting  at  high  efficiency,  showing  the  discharge  frcim  the  sides  of  the  buckets  parallel 

villi  the  entering  jet;  the  photogrujih  also  shows  clearly  that  the  fnmt  of  the  Pellori  Bucket 

:mitfN  the  stream  uiihout  shock  or  disturbance  of  any  kind  and  that  all  of  the  energy  is 

eniuved  £rt>m  tiie  wakr  Uy  the  bucket 


The  needle  nozzlt?  consists  of  a  nozzle  body  in  which  is  inserted  a  concentric 

[^Jiered   nc^*dle*     A  change  of  position  of  this  needle  produces  a  corresfK?nding 

^li:inge  of  tiischargi-  area  of  the  nozzle.    The  amount  of  water  used  is  thus  varied  and 

tht'  power  of  I  he  wheel  influenced  proportionately. 

The  needle  and  deflecting  noiEzle  is  a  most  valuable  combination,  consisting  of  a 
di*tlecting  nozzle,  with  which  is  incorporated  a  needle  nozzle  with  means  for  operating 
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cither  the  needle  or  deflecting  nozzle  simultaneously  or  separately.  The  deflecting 
nozzle  in  itself  is  a  most  sensitive  means  of  regulation  when  actuated  by  an  auto- 
matic governor,  but  does  not  save  water.  On  the  other  hand,  the  needle  nozzle, 
while  it  is  extremely  economical  in  the  use  of  water,  is  difficult  to  control  quickly  by 
means  of  the  governor.     The  operation  of  the  combination  is  as  follows: 

Assuming  the  full  load  to  be  on  the  water  wheel,  and  the  nozzle  in  position  of 
greatest  efficiency,  a  decrease  of  load  will  cause  the  nozzle  to  be  suddenly  deflected 
by  the  automatic  governor.  Simultaneously  the  needle  portion  of  the  nozzle  will 
be  actuated  by  hand,  or  by  another  automatic  device,  tending  to  gradually  close 
the  needle  and  decrease  the  flow.  The  governor  then  raises  the  nozzle  to  accommodate 
the  decreased  flow  of  water  (and  consequent  decrease  of  power),  and  the  nozzle  is 
then  brought  back  to  the  position  of  greatest  efficiency,  having,  at  the  same  time, 


Fig.  io. — Automatic  Needle  and  Deflecting  Nozzle,  Pelton  Impulse  Wheel. 


controlled  the  speed  within  the  required  limits.  Such  a  device  is  essential  where 
water  is  valuable  and  where  economy  is  necessary  to  carry  over  the  peak  load. 
The  needle  portion  need  not  necessarily  be  operated  by  an  automatic  device,  but 
may  be  controlled  by  hand,  and  the  same  results  obtained,  although  necessarily  in 
a  longer  period  of  time.     An  installation  of  this  combination  is  given  in  Fig.  lo. 

The  lower  end  of  penstocks,  particularly  of  high-head  plants,  must  be  provided 
with  relief  valves,  as  already  discussed  under  penstocks.  Fig.  ii  shows  a  battery  of 
relief  valves  as  employed  by  the  Pelton  Water  Wheel  Company  in  connection  with 
their  impulse  wheels.  They  may  be  installed  either  singly  or  in  a  battery,  which 
depends  on  the  size  of  the  penstock  and  the  working  head.  These  valves  are  set  to 
operate  at  a  pressure  slightly  greater  than  the  normal,  and  in 'the  event  of  the  water 
flow  being  suddenly  checked  by  the  closing  of  the  gate  or  operation  of  the  governors 
the  safety  valves  momentarily  open  and  relieve  the  pressure,  thus  guarding  the 
penstock  against  the  possibility  of  water  hammer. 

Accessories.  For  operating  hydraulic  governors  either  by  water  or  oil  pressure, 
additional  auxiliaries  such  as  oil  pumps,  pressure  accumulators,  and  water  filters 
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an?  necpi^ary.  Parlicular  care  must  bt^  taken^  if  Ihe  ])un-slock  water  is  used  in 
livdr^iulk  governors,  Lo  clean  same,  whicii  is  done  by  sending  the  water  through  a 
^n\m  chambiT,  There  must  be  at  least  two  screens*,  st)  that  one  may  be  in  wm 
when  llie  olher  k  being  cleaned. 

Tile  prrs^ure  oil  k^r  the  relays  or  jnlot  valvus  of  the  governors  is  usually  suppHecl 
b}  itiolor-driven  plunger  pumps*  As  this  oil  is  also  used  in  the  step  and  thrust 
bearings  and  frequently  must  be  under  high  pressure,  the  pressure  to  the  governor 


Fta  in— Battery  of  Relief 
Valves* 


Fig,  12.— Combination  of  Fly-\VheeI  and 
Flexible  Leather  Link  Giupling. 


mu^t  be  lowered  by  reducing  valves.  To  insure  continuity  of  operation  two  or 
more  pumps  must  be  installed.  In  connection  w^ilh  these,  accumulators  are  installed 
to  take  up  fluctuations  in  the  pressure. 

Cooptings.  The  turbines  may  be  rigidly  or  flexibly  cou|)led  to  the  generators. 

Xhe  rigid  coupling  is  used  where  there  is  little  fluctuation  on  cither  the  hydraulic 

or  the  electrical  end  of  the  plant.     The  flexible  couplings  serve  two  purposes:  firsl, 

ufi  light  speed  variations;  second,  in  most  cases  it  insulates  the  turbine  from 

aerator,  ^s  the  actual  connection  between  the  turbine  and  generator  is  done 

leans  of  leather  or  rubber.     A  coupling  very  much  used  in  Switzerland  is  the 

T^fydvl*     1*  consists  of  two  concentric  cylindrical  flanges  provided  with  slots,  through 

rhich  a  belt  is  wound  in  and  out.     Frequently  these  couplings  arc  so  designefl  as 

act  as  A  fiy  wheel  to  balance  fluctuations  of  load,     A  coupling  designed  on  this 

prificipte  is  s^ho%%*n  in  Fig,  12* 
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OILING   SYSTEM, 

OU  Required.  It  is  of  vital  importance  to  instaU  an  oiling  system  in  all  jjower 
plants,  large  as  well  as  small.  A  complete  oiling  system  collects  the  oil  from  the 
bearings,  filters  it  and  returns  it  to  the  machine,  all  of  which  is  done  automat leally. 
From  50  to  70  per  cent  of  oil  used  in  power  plants  is  wasted  if  means  arc  not 
provided  to  collect  same* 

Filtering  Tanks.  The  filtering  tank  must  be  so  located  that  the  oil  will  flow  to 
it  by  gravity.     The  tanks  must  be  installed  in   a  fireproof  compartment.     This 
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compartment  may  also  contain  the  oil  pumps  as  well  as  the  waste  cleaner  and  >: 
The  door  must  be  so  arranged  that  it  will  shut  automatically.     If  the  room  i?-  I 
it  is  better  to  install  two  doors,  one  as  a  means  of  easy  escape  for  the  atlcn^ . 
The  floor  must  be  provided  with  proper  drainage,  as  it  is  frequently  necessary  to 
dean  the  tanks  and  filters. 

Many  of  the  largt-r  |>ower  plants   have   filtering  tanks  of  special  design,  but 
common  practice  is  to  install  some  regularly  manufactured  article.     The   1 
must  be  io  dupUcatc,  or  so  arranged  in  compartments  I  hat  one  may  be  clcani^d  al 
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a  time  without  putting  the  entire  tank  out  of  service.  Large  tanks  may  be  con- 
stnicted  of  many  compartments.  The  oil,  entering  through  cheese  cloth  or  light 
canvas  filters,  passes  through  the  compartments  at  a  low  velocity,  precipitating  any 
foreign  substances. 

Section.  1         faction  2       Soction   3        Seotion  4 


I._LJ  yJ 


Ouiton  Flannel 


OH 


Fig.  3. — Oil  Filtering  Tank  for  Large  Capacities. 

The  filtering  tanks  may  have  a  heating  coil  to  heat  the  oil,  thereby  increasing  the 
speed  of  filtration  and  causing  more  rapid  precipitation.  When,  however,  high 
speed  turbines  are  used,  and  the  temperature  of  the  oil  returned  to  the  filters  is  high, 
the  use  of  the  coil  may  be  dispensed  with. 
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Very  frequently  the  oil  returned  contains  a  certain  amount  of  water.  It  is  importar 
to  abstract  this  water.  Fig.  i  shows  a  typical  oil  filter  of  this  type  as  manufacture 
by  the  Burt  Manufacturing  Company.  The  oil  entering  at  the  top  passes  throug 
the  waste  contained  in  the  center  chamber,  from  where  it  passes  downward  throug 
the  pipe  C,  is  heated  by  the  coil  and  flows  upward  through  the  water  contained  in  tl: 
lower  portion  of  the  tank.  This  water  forces  the  oil  through  the  waste  F  into  tt 
pure  oil  compartment,  from  which  it  is  drawn  off  and  reused.  The  water  is  di 
charged  to  the  sewer  through  the  automatic  water  separator,  shown  on  the  left-han 
side  of  the  cut. 

Another  very  efficient  oil  filter  is  shown  in  Fig.  2,  representing  the  Turn< 
system.  As  will  be  seen,  this  tank  is  divided  up  into  four  sections.  The  oil  passe 
through  the  filtering  material  of  each  section,  having  its  temperature  raised  by  coi 
in  the  first  two  sections.  A  very  efficient  oil  filtering  tank  is  shown  in  Fig.  3.  Tl 
tank  is  divided  into  chambers  by  partition  walls  extending  alternately  to  the  tc 
and  bottom  of  the  tank,  giving  the  oil  an  up  and  down  flow,  thus  increasing  precip 
tation,  which  will  be  greater  the  lower  the  velocity.  The  oil  before  entering  tl 
tank  passes  through  Canton  flannel  bags,  arranged  in  trays  as  shown  in  the  illu 
tration.  These  bags  are  removable,  and  when  dirty,  may  be  replaced  by  clean  one 
The  pipe  connections  are  such  that  any  chamber  may  be  separately  cleaned  withoi 
shutting  down  the  entire  filter. 

Oil  Pumps.  The  pumps  required  for  an  oiling  system  are  either  high  or  lo 
pressure.  The  latter  are  used  with  a  central  oiling  system.  Duplicate  pumps  mu 
be  installed  in  order  to  keep  one  in  reserve.  With  certain  turbines  high-pressu 
pumps  are  required  to  pump  the  oil  into  the  step  bearing.  It  is  better  practice  ' 
install  several  small-size  pumps  than  one  or  two  large  ones,  as  the  possibility  < 
shut-down  is  thereby  lessened.  With  the  vertical  turbine  in  some  instances  wat< 
is  used  for  the  step  bearing,  with  practically  the  same  results  as  those  obtained  wit 
the  use  of  oil.  The  entire  equipment,  with  the  exception  of  the  filtering  tanks, 
the  same  as  the  oiling  system. 

Supply  Tanks.  Frequently  it  is  necessary  to  install  one  or  two  elevated  supp 
tanks,  from  which  the  oil  is  fed  by  gravity  to  the  various  bearings.  These  tanl 
must  be  properly  vented,  and  where  more  than  one  tank  is  employed,  they  mu 
be  interconnected.  In  order  to  avoid  complicated  and  long  pipe  mains,  these  tan^ 
are  preferably  placed  somewhere  in  the  center  of  the  plant.  As  the  oil  is  used  ow 
and  over  again,  and  its  temperature  is  increased  each  time  it  is  used  (especially  wi 
high-speed  turbines),  it  might  be  necessary  to  cool  the  oil  by  means  of  water  cc3 
placed  in  the  supply  tank,  before  it  returns  to  the  bearings. 

Oil   Piping.   The   return   pipes    leading   the  oil   from    the   various  bearings 
collecting  pans  to  the  filtering  tank  may  be  of  either  wrought  or  cast  iron.    The  forna 
is  preferable,  however,  for  small  pipes.     If  wrought  iron  is  employed  screw  fitting 
may  be  used.     In  order  to  secure  a  good  gravity  flow  for  the  oil  the  pipes  shouI( 
be  pitched  at  least  one  inch  in  every  ten  feet. 

Where  many  returns  are  connected  to  one  common  header,  provision  has  to  ix 
made  for  the  removal  of  air.     This  is  accomplished  by  placing  one-half  inch  01 
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three-quarter  inch  vent  pipes  on  the  header.  These  vents  must  extend  above  the 
highest  point  in  the  return  piping,  so  that,  if  the  pipe  discharging  to  the  filter  becomes 
plugged,  the  oil  will  not  escape  through  the  vents.  To  facilitate  cleaning  the  pipe, 
it  is  good  practice  to  install  crosses  instead  of  tees  in  the  header,  one  leg  being  plugged. 
The  supply  pipes  from  the  filter  to  the  elevated  tank,  and  also  the  pipe  from  the  tank 
to  the  machines,  must  preferably  be  made  of  brass  or  copper.  This  is  absolutely 
necessary,  as  steel,  wrought-iron,  or  cast-iron  pipe  contains  a  scale  which  oil  loosens, 
and  if  this  scale  gets  into  the  bearings  it  is  liable  to  cause  considerable  damage. 
Galvanized  iron  pipe  has  been  tried  for  supply  piping,  but  experience  has  shown 
that  the  galvanizing  will  wear  ofl  and  the  pipe  will  scale  as  badly  as  a  black 
iron  pipe. 

It  is  essential  to  keep  the    pressure  constant  in  high-pressure  oiling  systems. 
This  may  be  accomplished  by  accumulators.   • 

TESTING   TURBINES. 

European  Methods.  It  is  diflScult  to  keep  the  load  and  revolutions  of  a  turbine 
steady  for  long  periods,  to  secure  data  for  figuring  the  exact  water  consumption. 
It  IS  therefore  essential  to  devise  a  system  whereby  the  flow  of  water  is  indicated 
simultaneously  with  the  load  and  revolution  of  the  turbine.  This  is  best  accomplished 
"^y  automatic  graphical  methods,  registering  the  load,  revolutions,  water  levels  in 
head  and  tail  race,  water  discharged,  and  time.  A  device  of  this  kind  (Reichel  and 
*uess  system)  is  seen  in  Fig.  i.  It  has  been  used  for  some  years  in  Germany, 
^^  consists  of  a  vertically  revolving  drum,  with  six  different  recording  indicators 
lorthe  different  readings.  The  drum,  by  means  of  worms  and  gears,  is  actuated  by 
^  ^?^  ^-  iV  HP.  motor,  making  2750  R.P.M.,  and  the  speed  of  the  drum  can  be 
y^>ed  at  will  between  0.6  mm.  and  15  mm.  per  second.  The  drum  itself  can  be  set 
^  ^^Ur  different  positions  on  the  vertical  shaft,  so  that  four  complete  tests  can  be 
^^orded  on  the  same  sheet. 

*^  yfiH  be  observed  that  there  is  a  clock  connected  with  the  recording  mechanism, 
.   ^^^  in  and  out  the  four  relays  for  the  four  lower  indicators.     The  two  upper 
J^ators  are  attached  to  the  wires  running  to  the  floats,  one  for  the  headrace  and  the 
^^^""^  for  the  tailrace. 

^be  load  on  the  turbine  is  measured  by  a  Prony  brake,  and  indicated  on  the 
^''^ing  device.     The  discharge  of  the  tailrace,  measured  by  current  meters,  is  also 
'"^Med. 

^^  is  usually  difficult  to  measure  the  exact  discharge  of  the  tailrace,  as  it  varies 

Y^%  according  to  the  proximity  of  the  channel  walls,  and,  as  an  exact  average  flow 

^^ghout  the  channel  can  hardly  be  ascertained,  because  a  constant  turbine  load  is 

^y  of  short  duration,  therefore  it  is  well  to  install  a  number  of  current  meters. 

'^  may  be  done  by  having  three  or  five  meters,  according  to  the  depth  of  the  tail- 

^^  channel,  on  a  vertical  shaft  secured  to  a  carriage,  which  is  moved  across  the 

^^^^l  to  four  or  six  points,  depending  on  the  width  of  same. 

The  carriage  must  move  easily,  the  rollers  resting  on  an  I-beam  or  channel  iron, 
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so  that  successive  measurements  can  be  taken  very  rapidly  by  running  the  carriage 
along  to  dififerent  points.  Practice  shows  that  by  having  three  current  meters  on 
one  shaft,  and  moving  the  carriage  in  five  different  positions,  fifteen  readings  of  the 
tailrace  cross  section  can  be  made  in  five  minutes. 

For  measuring  the  discharge  of  the  turbihe  in  a  simpler  and  perhaps  the  most 
accurate  way,  a  method  has  been  long  in  vogue  in  Norway  and  Sweden  and  recently 


Fig.  I. — Automatic,  Graphical  Registrator  for  Testing  Turbbes. 


introduced  into  Germany.  It  was  developed  by  Prof.  Erik  Anderson,  Stockholm. 
To  make  use  of  this  method,  the  tailrace  must  be  some  30  feet  to  40  feet  long  and 
have  a  uniform  cross  section  with  smooth  surfaces.  A  carriage,  preferably  made  of 
aluminum  or  light  steel  bicycle  tubes,  rests  on  a  smooth  track,  preferably  on  the 
planed  legs  of  angle  iron.  To  the  carriage  is  hinged  a  light  framework  of  wood  or 
steel,  of  the  width  of  the  tailrace,  giving  on  each  side  a  clearance  of  about  a  quarter 


MECHANICAL  EQUIPMENT. 


159 


to  three-eighths  of  an  inch.  This  frame  is  covered  with  oiled  cloth  or  other  water- 
proof canvas.  The  total  weight  of  those  as  illustrated  in  Fig.  2  is  about  80  pounds, 
and  takes  about  0.8  pound  to  move  same. 

Fig.  3  shows  the  general  arrangement  of  a  testing  plant  at  Heidenheim.  At 
point  /  the  curtain  is  lowered  and  soon  assumes  a  vertical  position  before  entering 
the  area  of  measurement.     Point  ///  shows  the  carriage  in  a  position,  with  the 


Fig.  2. — Carriage  with  Curtain  for  Testing  the  Water  Discharge  of  Turbines. 


Fig.  3. — ^Arrangement  for  Measuring  Tailrace  Water  in  Testing  Turbine  by  the  Curtain 

Method. 


curtain  released  from  the  vertical  position  by  means  of  ^  trip  device;  the  carriage  is 
then  drawn  back  for  another  run.  Practice  shows  that  every  four  minutes  a  com- 
plete test  can  be  recorded.  The  speed  of  movement  depends  on  the  exact  uniform 
water  velocity  throughout  the  tailrace  channel.  It  must  here  be  stated  that  with  a 
urater  velocity  of  less  than  0.5  foot  per  second  the  measurements  become  inaccurate. 
The  position  and  time  of  travel  are  recorded  by  electrical  contacts  placed  some  three 
to  five  feet  apart 
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The  difference  in  the  water  level  at  both  ends  of  the  tailrace  varies  betw^ 
one  and  two  millimeters;  the  average  is  taken  as  final.     Such  tests  are  not  made 
windy  days,  because  the  outside  water  is  swept  into  the  tailrace,  and  the  force- 
same  is  oftentimes  sufficient  to  reverse  a  current  meter. 


Figs.  4  and  5. — Plan  and  Section  of  Holyoke  Testing  Flume,  showing  Turbine  in 

Position  for  Test. 


Holyoke  Tests.  Most  of  the  low-head  turbines  manufactured  in  America  are 
tested  at  the  flume  of  the  Holyoke  Water  Power  Company,  Holyoke,  Mass.  As  the 
head  on  this  plant  is  only  18  feet,  and  is  seldom  constant,  due  to  great  fluctuations, 
all  the  readings  therefore  have  to  be  reduced  to  a  uniform  head.    Further,  as  the 
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rorzkditions  of  the  flume  and  the  setting  of  the  wheel  are  different  from  those  at  the 
3l3.n.t  where  the  wheel  is  to  be  installed,  the  value  of  the  Holyoke  tests  may  be 
udgcd  from  the  following  comparison. 

IZ>ue  to  the  high  efficiency  claims  of  some  American  manufacturer,  a  German 
roncern  intended  to  build  turbines  after  the  American  type,  for  which  purpose  it 
>ought  a  i6-inch  turbine,  duly  tested  at  Holyoke,  then  tested  in  Germany  by  Professor 
/*f  ^rr,  one  of  the  highest  German  authorities  on  turbines.  The  results  of  these  tests 
Lfci  published  in  the  Zeitschrift  des  Vereines  deutcher  Ingenieure^  June  7,  1902.  The 
rorxxjDarison  of  the  efficiencies  is  as  follows: 


I^olyoke  test 
^^^i-rnan  test 


i.o 

0.81 

0.718 


0.9 

0.795 
0.703 


0.8 

0.765 

0.693 


0.7 

0725 
0.658 


0.6 

0.67 

0.591 


0.5 


0.491 


0.4 


0.358 


0.3 


The  discharge  is  the  actual  discharge  and  is  not  figured  on  the  proportional  gate 
^perking.  During  the  Holyoke  tests  the  total  weight  on  the  step  bearing  was  25  per 
^^rit:    greater  than  that  in  the  German  tests. 

I^or  these  reasons,  guarantees  of  such  tests  must  not  be  accepted  by  the  power 
Pl^nt  designer;  he  should  accept  only  such  guarantees  as  are  made  in  the  power  plant 
it  sol  f. 

I-3owever,  as  the  Holyoke  tests  are  used  in  many  respects  as  a  standard  in 
^■T^c^rican  practice,  a  brief  description  of  the  Holyoke  Test  Flume  method  of 
^^st  i  Kg  and  deduction  as  given  by  the  Dayton  Globe  Iron  Works  Company  is 
S^^'on  below. 

For  the  purpose  of  making  the  necessary  experiments  on  the  wheels,  the  Holyoke  Water  Power 

^^^rrtpany  built  a  permanent  testing  flume,  in  which  the  wheels  are  tested  both  for  power  and  for 

^'^^ovtnt  of  water  discharged.     They  are  usually  tested  at  five  or  six  different  openings  of  the  gate, 

^^^^  ng  from  full  open  to  the  opening  at  which   the  discharge  is  one-half   that   at   full   opening, 

a-^^      at  six   or  eight   different  velocities  of  revolution  at  each  gate  opening,  and  making  some 

^"'rty  to  fifty  experiments  on  each  wheel.     The  final  result  is  that  for  all  practical  purposes  the 

wator  wheel  is  converted  into  a  water  meter,  and   its  discharge  may  be  known  under  any  of  the 

^'^ciitions  under  which  it  will  have  to  run.     Besides  this,  its  efficiency  or  value  as  a   motor  is 

*'so    inown. 

The  essential  portion  of  the  testing  flume  consists,  in  the  main,  of  the  trunk  or  penstock  Af ,  bring- 
*^^  "^lic  water  into  the  wheelpit  D  and  the  tailrace  E.  In  the  passageway  M  are  placed  two  sets  of 
'^^  ^  or  baffleboards,  to  stop  eddies  and  oscillations  in  the  flowing  water.  Baffleboards  are  also 
P^acr^*^  in  the  tailrace  for  the  same  purpose  Flume  wheels  are  set  in  the  center  of  the  floor  of  D,  and  D 
'*  al.^^  with  water.  They  discharge  through  the  floor  of  D  and  out  of  the  three  culverts  AT,  A^,  N  into 


the 


"^^Iracc  E.    At  the  downstream  end  of  this  tailrace  is  the  measuring  weir  O,  the  crest  being 


»orr^^^  of  a  piece  of  planed  wrought  iron.  It  can  be  used  with  or  without  end  contractions.  The 
,  ^"^  ^  of  water  on  the  weir  is  measured  by  a  hook  gauge,  in  a  cylinder  P,  set  in  a  recess  Q  fashioned 
mtc^  The  sides  of  the  tailrace.  These  recesses  are  water  tight,  and  the  observer  is  thus  enabled  to  stand 
^  *^  the  water  level  about  breast  high,  or  at  a  convenient  height  for  accurate  observation.  The 
™^^Viods  of  measuring  water  over  this  weir  are  those  described  in  Lowell  Hydraulic  Experiments,  by 
J**>:^«  B.  Francis. 

A  platform  R  surrounds  the  tailrace,  and  is  suspended  from  the  iron  beams  that  roof  it  in.    The 
^'^^^s  to  be  tested  are  lifted  from  the  wagon  or  cars  by  a^  traveling  windlass,  and  run  into  the  building 
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and  lowered  into  the  wheel  pit  D  Winding  stairs  5  lead  into  a  passageway  that  leads  in  turn  to  thi 
platform  R.  In  the  well  hole  of  these  stairs  is  set  up  the  glass  tube  X,  which  measures  the  head  o 
water  upon  the  wheel.  It  is  connected  with  the  pit  D  by  means  of  pipe  running  through  a  cast-iron  pip^ 
r,  built  into  the  masonry  dam  which  forms  the  downstream  end  of  the  wheel  pit  D.  The  power  i; 
weighed  by  a  Prony  brake,  consisting  of  a  cast-iron  pulley  surrounded  by  a  wood -lined  jacket,  coolec 
and  lubricated  by  water  from  the  city  mains,  or,  if  necessary,  with  the  addition  of  a  small  stream  oi 
soap-water  The  pull  of  the  jacket  is  weighed  by  a  bent  lever  and  weights,  the  friction  being  regulated 
by  an  attendant  at  the  temper  screw,  so  that  the  weights  are  kept  balanced.  To  enable  the  observer 
at  the  brake  wheel,  the  one  at  the  head  gauge  and  the  one  at  the  measuring  weir,  to  take  simultaneous 
observations  at  intervals  of  one  minute,  an  electric  clock  is  set  up,  which  Tings  three  bells  simultaneously 
at  intervals  of  one  minute,  or  of  half  a  minute  if  desired.  The  whole  structure  is  built  in  a  durable  and 
efficient  manner.  The  pits  and  tailrace  are  all  lined  with  brick  laid  in  cement.  The  stone  masonry 
was  intended,  by  careful  work  and  grouting,  to  be  water  tight  without  the  brick  lining,  and  the  brick 
lining  was  then  carefully  laid  up  with  joints  full  of  mortar,  as  an  extra  precaution.  As  a  consequence, 
the  front  of  the  wall  forming  the  downstream  side  of  the  pit  D  is  built  so  tight  that  an  exact  measure- 
ment of  the  leakage  of  the  wheel  gate  could  be  made  if  desired.  An  approximate  estimate  is  readily 
made  by  filling  the  pit  before  the  tailrace  is  allowed  to  fill  up  and  apportioning  the  total  measured 
leakage  of  the  wheelgate  and  that  of  the  flume. 

W  shows  a  waste  pipe.  Another  not  shown  serves  to  draw  the  water  out  of  and  through  the  flooi 
of  the  pit  Z>.  To  close  or  open  these  waste  pipes  they  are  fitted  with  cases  of  small  water  wheels,  which 
thus  form  convenient  valves  for  the  purpose  indicated. 

The  pipe  H^  leads  into  a  sewer  on  the  other  side  of  the  second  level  canal  and  thence  into  the  river. 
It  enables  the  tailrace  to  be  emptied  of  water  down  to  within  some  three  inches  of  the  bottom  plank- 
ing. After  the  wheel  to  be  tested  is  placed  in  the  flume,  and  the  dynamometer  placed  on  the 
shaft,  the  lever  is  adjusted,  care  being  taken  that  it  is  horizontal  and  tangent  to  the  circumference 
of  the  brake  at  point  of  application  of  the  pull.  It  is  balanced  by  placing  a  small  weight  first  on 
one  side  and  then  on  the  other  of  the  fulcrum,  and  at  equal  distances  from  it,  and  noting  the  time 
necessary  to  move  the  long  arm  a  certain  distance  above  and  below  the  center,  and  then  adjustment 
of  the  counterpoise  until  the  times  become  equal.  A  dashpot  is  always  used  with  the  lever  to  stead) 
its  oscillations. 

An  indicator  is  attached  to  the  turbine  gate  or  to  the  mechanism  controlling  it,  so  that  the  positior 
of  the  gate  is  always  known. 

The  hook  gauge  is  set  by  an  engineer's  level  so  that  point  of  hook  is  level  with  crest  of  weir  whci 
scale  on  the  gauge  reads  zero.  The  length  of  the  weir  is  adjusted  to  the  proper  length  for  the  quantit] 
of  water  to  be  measured.  The  floating  gauge,  by  which  head  on  wheel  is  measured,  is  adjusted  s( 
that  the  zero  of  its  scale  is  at  the  level  of  tail  water. 

In  the  system  followed  there  are  three  observers,  each  taking  a  reading  of  his  gauge  every  minuti 
and  keeping  a  separate  set  of  notes.  The  notes  from  which  the  theoretical  or  gross  power  of  the  wate 
is  computed  are  kept  by  the  men  at  the  head  gauge  and  hook  gauge,  and  consist  of  a  simple  measure 
ment  of  the  head,  or  vertical  distance  from  surface  of  water  in  flume  over  the  wheel  to  surface  of  tai 
water,  the  length  of  the  measuring  weir,  the  number  of  its  end  contractions,  depth  of  water  flowing  ove 
the  weir,  and  temperature  of  water. 

All  data  for  the  effective  power  of  the  wheel  are  taken  by  the  third  observer,  and  consist  of  th 
circumference  of  the  brake  at  point  of  application  of  the  weight,  ratio  of  the  lever  arms,  number  o 
pounds  on  the  lever,  revolutions  of  the  wheel  per  minute,  and  setting  of  the  wheelgate. 

Of  the  data,  all  excepting  setting  of  the  gate,  weight  on  lever,  revolutions,  head  and  depth  on  th 
weir,  are  generally  constant  throughout  one  wheel  test. 

The  variable  data  are  compared  with  each  other,  and  for  any  one  experiment  consecutiv 
readings  are  selected  where  everything  goes  to  show  that  revolutions,  head,  and  depth  on  the  wei 
are  steady  and  consistent  with  each  other.  These  readings  in  each  notebook  are  then  averagec 
and  these  averages  compose  the  variable  data  for  the  experiments,  a  full  set  for  each  change  of  weigh 
on  the  lever. 
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Xlie  quantity  of  water  passing  the  weir  is  computed  by  the  Francis  formula: 

Q  "■  3-33  (L  —  ,1  nh)  hiy  in  which 
Q  =  quantity  in  cubic  feet  per  second. 
L  ■-  length  of  weir  in  feet. 
n  »  number  of  end  contractions. 
h  n  depth  on  the  weir. 

Xf  the  volume  of  water  renders  it  necessary,  Q  is  corrected  for  velocity  of  approach. 
Q  is  then  diminished  by  the  leak  of  flume  floor,  and  result  is  the  net  quantity  of  water  passing 
the   'whcd. 

I^lieoretical  power  of  water  in  horsepower  is 

TTT.  /         X       qX  H  X60  XWi 

HP.  (water)  = » 

33,000 

"*    '^rhich  q  «  cubic  feet  per  second  passing  the  wheel. 

H  =  head  on  wheel,  in  feet. 

Wt  »>  weight  in  pounds  of  one  cubic  foot  of  water,  according  to  temperature. 

£fiective  power  of  wheel  is 

TTT>    /     U      .X  W    X  R    XI    X  c 

HP.  (wheel)  = 


33>^^^ 


^  ^liich  W  -s  weight  in  pounds  on  lever-arm. 

U  -a  revolutions  per  minute. 
I  =»  ratio  of  lever-arms. 
c  "■  circumference  of  brake. 

Eflficiency  of  wheel  = 


HP.  (wheel) 
HP.  (water) ' 


C3n  account  of  fluctuations  in  height  of  the  canal  from  which  water  is  drawn  for  testing,  and  on 
*^^^^"^viiit  of  var>'ing  depth  of  water  over  the  weir,  the  head  on  wheel  is  not  constant  throughout  the 
^^^^>  So  that  the  discharges  at  various  gates  and  speeds  cannot  be  directly  compared,  but  must  first  be 
"^^^cwi  to  a  uniform  head,  H\  by  the  rule 


-Vf 


llie  discharge  at  full  gate  and  at  the  speed  of  revolution  giving  the  maximum  efficiency,  is  taken 

^^  ^li«  unit  discharge,  and  the  discharge  (q^)  of  each  experiment  is  divided  by  it  so  that  in  the  final 

P^x^,  the  column  of  "  proportional  discharge  "  shows  the  percentage  of  water  used  in  each  experiment. 

deductions  from  Tests,    Having  given  above  a  description  of  how  a  test  is  made,  the  horsepower, 

.^^^^^  and  amount  of  water  discharged  by  the  same  wheel  under  any  head  is  deduced.    This  is  done 

"I  ^*^«  first  place,  to  enable  any  one  who  so  desires  to  determine  for  himself  whether  a  wheel  that  has 

"^«^   tested  and  the  test  made  known  has  been  correctly  tabled  as  to  its  horsepower,  speed  and  amount 

.  ^'^^tcr  discharged,  or,  in  other  words,  whether  such  table  has  been  actually  deduced  from  such  test; 

^  ^*^«  second  place,  to  show  that  a  wheel  that  has  not  been  tested  cannot  be  correctly  or  reliably  tabled 

*sto  its  horsepower,  speed  and  discharge,  as  the  data  required  for  these  deductions  can  only  Ix;  obtained 

"^  **icans  of  a  tcstl    To  illustrate,  the  theoretical  discharge  of  a  wheel  under  a  given  head  can  be 

**^^*taincd  by  measuring  the  cross  section  or  area  of  its  discharging  openings  and  multiplying  same  by 

^  theoretical  velocity  of  the  water  under  the  given  head,  but  the  actual  discharge  can  only  be  ascer- 
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tained  by  measurement,  over  a  weir,  of  the  amount  of  water  actually  discharged  by  the  wheel  w 
operation.  The  ratio  of  the  actual  discharge  to  the  theoretical  discharge  is  called  the  coeffici 
discharge. 

The  discharge  being  known,  the  theoretical  power  of  the  water  can  be  ascertained  by  coe 
tion  by  formula  given  above,  but  the  actual  power  of  the  wheel  can  only  be  ascertained  by  measur 
with  a  dynamometer  or  other  appliance.  The  ratio  of  actual  power  developed  to  the  theoretical 
is  the  efl&ciency  of  the  wheel. 

The  speed  of  a  wheel  of  given  diameter  under  a  given  head  is  due  to  the  velocity  of  water 
that  head,  and  the  ratio  of  the  actual  to  the  theoretical  sj)eed  is  the  coefficient  of  speed  or  relative  ve 
Without  these  three  coefl5cients  it  is  impossible  to  table  a  wheel  as  to  power,  speed  and  discharge 

Any  tables  of  power  without  an  accompanying  test  to  show  how  same  have  been  deduced  sho 
condemned,  and  any  tables  of  power  accompanied  by  test  should  be  carefully  examined  to  as< 
whether  same  have  been  correctly  .deduced.  Such  a  course  will  save  the  purchaser  the  expendil 
money  and  avoid  future  trouble. 

The  potential  energy  of  a  mass  of  water  is  its  weight  multiplied  by  the  distance  it  has  to  fall, 
product  of  the  weight  into  the  head  gives  the  work  the  water  performs  in  foot-pounds.  Thu: 
cubic  feet  of  water  weigh  62,333  pounds,  and  falling  10  feet  develops  623,330  foot-pounds  of  e 
and  dividing  by  33,000  gives  the  horsepower.  The  horsepower  a  turbine  will  develop  from  this 
tity  of  water  depends  upon  the  eflBciency  of  the  wheel  as  ascertained  by  test. 

The  quantity  of  water  (say  in  cubic  feet  per  second)  which  will  discharge  (theoretically)  tl 

an  aperture  under  a  given  head  is  ascertained  by  multiplying  the  area  of  the  aperture  in  square  i 

the  velocity  of  the  water  in  feet  per  second  due  that  head,  and  the  area  of  the  aperture  remaini 

same,  the  quantity  discharged  under  diflFerent  heads  varies  as  the  velocity.     So  the  quantity 

any  head  being  known,  the  quantity  under  any  other  head  may  be  ascertained  by  the   prop 

QV 
Q  :Q'  :  :V  :V',  or  Q'  =  •     In  the  same  way  the  quantity  of  water  discharging  through 

bine  under  different  heads  varies  as  the  velocity. 

Having  by  test  measured  the  quantity  of  water  discharged  by  the  turbine,  and  also  the  hes 
discharge  under  any  other  head  is  obtained  by  the  above  formula  and  entered  in  the  table. 

Having  thus  ascertained  the  discharge  in  cubic  feet  per  minute  for  any  head,  the  horsepc 
obtained  by  multiplying  the  quantity  by  62  J  (the  weight  of  a  cubic  foot  of  water),  this  product 
head  in  feet,  and  dividing  the  result  by  33,000  and  multiplying  by  the  per  cent  of  useful  efiFect,  or 

formula  (2)  HP.  =  — X  %  efficiency.     The  per  cent  of  efficiency  is  obtained  by 

ing  the  actual  by  the  theoretical  horsepower. 

It  will  be  seen  in  formula  (2)  that  the  horsepower  varies  as  the  quantity  and  the  head,  thi 
elements  of  the  formula  remaining  constant.  Therefore  the  horsepower  varies  as  the  velocity  a 
head,  and  the  horsepower  under  any  other  head  can  be  ascertained  by  the  proportion 

HP  X  F'  y  H' 

HP  :  HP'  ::V  XH  :V'  X  H',or  the  formula  (3)  HP'  = • 

V  X  H 

The  speed  of  a  wheel  is  due  to  the  velocity  of  the  water  which  drives  it.  For  example,  the  ^ 
of  water  due  to  fourteen  feet  head  is  thirty  feet  per  second,  or  1800  feet  per  minute. 

A  wheel  throe  feet  in  circumference,  therefore,  would  make  600  turns  per  minute.  This  w< 
the  theoretical  speed  of  the  wheel  without  regard  lo  contracted  discharge.  The  actual  speed  i: 
during  the  test  by  an  indicator,  and  the  relative  velocity  ascertained.  It  follows,  therefore,  tl 
revolutions  var}*  as  the  velocity;  the  revolutions  under  any  other  head  may  be  ascertained  by  t] 
portion,  R  :R'  ::V  :  P,  or  the  formula  (4) 
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CHAPTER   VII. 
ELECTRICAL  EQUIPMENT. 

GENERATORS. 

Classification.  In  modern  high-tension  transmission  systems,  alternating  current 
generators  are  practically  exclusively  used.  They  are  wound  either  for  single, 
two  or  three  phase,  and  connected  either  in  star  or  delta.  The  choice  of  any  of 
the  three  systems  depends  on  the  character  of  the  transmission  system.  The 
generators  are  classified  as  inductor,  revolving  armature  and  revolving  field 
type. 

Inductor  Generator.  This  type  of  generator  derives  its  name  from  the  projecting 
ends  of  the  rotating  element  which  arc  termed  inductors.  The  chief  advantage  of 
this  generator  is  that  there  is  no  rotating  winding,  as  both  field  and  armature  wires 
are  stationary.  The  rotating  element  is  nothing  but  a  mass  of  iron,  consisting  of  a 
cast  spider  made  in  two  or  more  parts,  depending  on  the  size. 

The  rim  of  the  spider  is  provided  with  lugs,  to  which  the  laminated  pole  pieces 
are  fastened.  Due  to  the  simple  construction  of  the  revolving  element,  high 
peripheral  speed  may  be  attained  without  setting  up  excessive  stresses. 

As  seen  in  Fig.  i,  the  field  coil  is  stationary  and  clamped  in  the  middle  of  the 
machine.  Its  winding  consists  of  copper  wire  or  strips,  properly  insulated  and 
well  ventilated.  As  it  is  not  necessary  to  surround  each  individual  pole  piece  on  all 
four  sides  with  copper  winding,  the  amount  of  copper  used  in  winding  these  field 
coils  is  less  than  that  in  revolving  field  generators. 

The  armature  winding  usually  employed  is  what  is  called  the  "concentrated 
winding,"  that  is,  there  is  only  one  slot  per  phase  per  pole.  The  percentage  of  space 
taken  up  by  the  insulation  in  this  style  of  winding  is  less  than  that  in  the  "distrib- 
uted winding,"  consequently  more  space  is  left  for  copper  conductors,  a  factor 
which  is  of  special  importance  in  high-voltage  machines.  They  are  wound  for  2300 
or  6600  volts,  and  usually  are  of  the  two  or  three  phase  type. 

The  pressure  wave  of  an  induction  alternator  can  be  made  to  closely  approach  a 
pure  sine  curve,  a  factor  of  great  importance  in  long-distance  lines,  and  also  in 
connection  with  arc  lamps. 

The  efficiency  for  both  full  and  partial  load  is  high,  which  is  partly  due  to  the 
fact  that  the  magnetization  of  the  iron  is  never  reversed,  but  merely  increases  from 
zero  to  maximum  value  and  then  decreasing  to  zero;  if  the  iron  is  worked  at  ordinary 
densities,  the  iron  losses  are  small.  As  a  rule,  the  regulation  of  inductor  alternators 
is  not  as  close  as  that  of  the  revolving  field  type. 
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Revolvmg  Arniattire  Geaeraton   The  arinature  In  this  type  of  alternator  consists 

y{  laminated  steel  rlngs^  mounted  on  the  cast-iron  rim  of  a  wheel     The  armature 

ring  h  biiilt  up  of  ihin  sheet. steel  punched  in  such  a  way^  that  when  assembled,  the 

completed  armature  core  is  pierced  with  slots  for  the  reception  of  the  winding; 

%Tntilating  spaces  are  provided  at  intervals,  as  the  armature  is  assembled. 


r 


Fig,  3  — 325- K.W  »  4oo-\tiU^  50'cycle^  j-phase*  J  i, ..  i.llI  Alternator, 
with  Internal  Stationary  Armature*  and  Exciter. 

According  to  the  amount  of  current  to  be  carried,  the  winding  consists  of  wire, 
►trapiS  or  bars.  For  high  voltage  alternators  of  small  current  capacity,  wire  wind- 
ing, in  machine  wound  coils,  is  used.  For  low  voUage  and  large  current  capacity 
^trap  wound  windings  are  employed.  Copper  bars  are  Ui^ed  where  the  current  in 
[ihe  armature  is  very  high. 

The  fields  of  large  alternators  are  made  in  two  or  more  pieces,  the  division  being 
htrtical  or  horizontal,  so  that  the  frame  may  be  removed  and  the  armature  winding 
[15  ca'^ily  accessible.  The  field  poles  are  made  up  of  thin  annealed  steel  plates  and 
Ure  bolted  into  the  field  voke. 
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In  small  alternators,  the  field  coils  are  made  of  wire  instead  of  straps,  used  in 
large  alternators.  When  strap  winding  is  used,  the  strap  is  wound  on  edge.  This 
type  of  alternator  is  not  used  to  any  extent  for  high-tension  transmission;  its  field  is 
confined  to  isolated  or  similar  power  plants. 

Revolving  Field  Alternator.  As  classified  by  the  name,  in  this  type  of  alternator, 
the  field  revolves  while  the  armature  is  stationary.  This  method  of  construction 
facilitates  the  insulation  of  the  armature  winding  and  requires  that  field  current 
instead  of  the  arfnature  current  shall  pass  through  the  collector  rings  and  brushes. 
Due  to  this,  alternators  of  this  type  are  specially  adapted  for  high  voltages  for  large 
current  output. 

The  revolving  element  or  field  consists  of  a  wheel,  upon  the  rim  of  which  are 
mounted  laminated  plates,  bolted  together;  at  intervals  are  air  spaces  for  ventilation. 
As  these  pole  pieces  are  built  on  the  circumference  of  the  rim,  the  revolving  clement 
frequently  serves  the  purpose  of  a  flywheel,  particularly  in  connection  with  low-head 
turbine  plants  where  the  speed  is  low. 

The  field  coils,  according  to  the  size  of  generator,  are  either  of  wire  or  copper 
strap  wound  on  edge.  When  placed  in  position  on  the  frame,  they  are  securely 
held  by  wedges. 

The  armature  winding  is  stationary  and  usually  external  to  the  field  (armature 
internal  to  the  field  and  stationary  is  seen  in  Fig.  2)  and  carried  in  the  frame  of 
the  machine.  The  winding  is  similar  to  that  of  the  revolving  armature  type.  The 
stationary  parts  for  small  machines  are  made  in  one  piece,  and  so  arranged  that  the 
whole  frame  can  be  shifted  for  inspection.  In  large  machines  the  frame  is  split  up 
into  sections  for  inspection  and  repair  purposes. 

Regulation.  According  to  the  standardization  committee  of  the  American  Insti- 
tute of  Electrical  Engineers,  the  regulation  of  an  apparatus  intended  for  the  genera- 
tion of  a  potential,  current,  speed,  etc.,  varying  in  a  definite  manner  between 
full  and  no  load,  is  to  be  measured  by  the  maximum  variation  of  potential,  current, 
speed  and  so  forth,  from  the  satisfied  condition  under  such  constant  conditions  of 
operation  as  give  the  required  full  load  values.  The  regulation  of  an  alternator  is 
the  percentage  rise  in  voltage  obtained  by  throwing  off  the  entire  non-inductive  full 
load.  The  speed  and  excitation  of  course  are  constant.  Good  machines  have  a 
regulation  of  6  per  cent  on  non-inductive  loads  and  8  per  cent  on  inductive  loads 
with  a  power  factor  of  0.85. 

Where  synchronous  machines  arc  connected  to  the  transmission  line,  close  regu- 
lation of  the  generators  is  very  essential.  As  these  machines  run  in  synchronism 
with  the  generator,  any  sudden  variation  in  generator  voltage  is  transmitted  to  the 
synchronous  apparatus,  which  cannot  respond  owing  to  the  inertia  effect  of  the 
rotating  element.  If  the  changes  are  very  sudden,  the  synchronous  machines  will  fall 
out  of  step  and  eventually  stop.  For  slight  changes,  the  speed  of  the  synchronous 
machine  will  try  to  keep  step  with  the  generator.  This  action  is  known  as 
''  hunting.^' 

Where  the  alternator  is  subject  to  much  fluctuation  in  voltage,  an  automatic 
regulator  facilitates  the  regulation  of  the  machine,  that  is,  it  automatically  controls 
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[to  give  nearly  constant  voltage  at  the  generator  terroinals.     It  has 

h  independent  of  the  inherent  regulation  of  the  machine  itself  and 

bsuhs.     As  an  alternator  with  high   regulanon  i^  expensive,  it   is 

inslall  an  aiUumallc  regulator  on  a  machine  with  inferior  regulation, 

iiktor  is  used  on  constant 'potential  circuits  and  the  Thury  on  con- 


I  III  1 1ll"  to  i^^' 
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Fic    4.— nteven  laoo-HP,,  8000-volt,  5o<ycle,  66-R.P.M*,  5 -pha.se,  Brown,  Boveri 
AltematiYrs      In  Front  two  400- HP.  Excilerst  Beznau  Plant,  Switzerland. 

teacy.    The  efficiency  of  a  generator  is  the  ratio  of  the  fjower  output  to  the 
jWt?r  inpot  and  is  expressed  in  per  cent.   Some  of  the  best  machines  have  an  efficiency 
'  1/8  j>er  cent*     However,  average  elliciencies  are  in  the  neighborhood  of 

As  the  efficiency  of  a  generator  depends  exclusively  on  the  design 
workmanshiti,  ii  is  the  best  policy  for  the  manufaclurcr  to  produce  a  machine  of 
cncy,  and  the  power  plant  designer  must  not  hesitate  to  use  same.     The 
,..  M  ^  iAust  be  high,  not  only  on  a  full  load,  but  correspondingly  high  on  frac- 
loads. 

b  ihc  practice,  particularly  in  plants  supplying  powder  for  railroad  purposes, 

i-raic  the  generators  at  50  per  cent  over  load  ^     The  highest  cfBciency  is  usually 

actf  at  25  per  cent  overload.     This  indicates  that  the  generator  is  designed  for 

capacity  ihan  actually  rated  by  the  manufacturer.     European  manufacturers 


p 

172           HVDROKLIvClKIC    DEVELOPMENTS    .IXD   ENGINEERING.              ' 

1 

^^^^^H 

J 

^^^^K^ 

&L 

^^^^^^^^H 

^  -T^-  -J  f 

^^^^^^^ 

^ 

_L^---"^^  ^^ 

^^^^^^^1 

^9  K           ' 

_^__  ^^             J  ||H  r  ^ 

^^^^^^^1 

^                            i 

)j.-4r'      ?mK  ^  ^iW  4' ^  J;  5  *  '  ' 

^^^^^^^^H 

5!i::i      :    I    i^i 

itf J  i  •     j      j,hP^  ?  ^  rt  »- 

^^^^^^^ 

^    \^^'  ^t  ^  j5  *^  ^' 

^^^^^^^1 

ZuibI^^    ^                   ^i'.'l^Mi 

^  ^-^^  ^ 

^^^^^^^1 

n                      "Vl^S 

ta^;;^-  -  -    -^-           ^    - 

^^^^^^^1 

Mm                                   y^ 

2^                    ^ 

^^^^^^^1 

^             7        ^    ^^ 

^^^^^^^1 

^^^^^^H 

_  ,.  :"  ;        ^     ^i 

^^^^^^^1 

^^^^^^^1 

_°"_            Z_-' 

^^^^^^^ 

««               "^    • 

^^^^^^^1 

..  J'     I     "■  ■ 

„  L      _,  ^ 

^^^^H 

_^_    . ...fciAtiL ^ jt Ji2 ?; 

^^^^1 

i-:£i-:;^^'-==^^=:'== 

^    ^         ^  k  1 '  J  , 

^^^^^^^1 

i».          7^2 

I                              w  ;l   ' 

^^^^^^^ 

B  *   J.. 

- 

^^^^H 

J^^J^J::::::-^^::  :: 

,„^_^_._1^.S'__ 

^^^^H 

^„:. i-  =  B'    ^    "' 

^^^^^^^ 

^^^^1 

"=T|3^^:::===;Er 

r;^^i^  =  :;^^ _^ 

^^^^H 

::  i::--r"=7^-:'5- 

-flf    ,   **r...    .J»«iaML      ^ 

^^^^^^^1 

1             sr           /Mif           x^i^ 

«aA^         ^J«rf         jiw^r      1 

1 

Fig.  5  —Characteristic  Curves  of  2750 

150  amf>eres 
£rt  ^  No-load  characteristic 
/c  =-  Short  circuit  characteristic. 
fi  =-  Efficiency. 
2  —  Iron  Joss. 
^                3  =  Friction  and  WmcLige  \m^. 

K.V.A.  Generaton    9000-10,500  vults, 
»  42  cycles* 

4  =  Artnaiurt*  TOj>per  loss  at  cos  ^  --  e»*75. 

5  ^  Exciter  ioss  at  co^  ^  =  0.75. 

6  =  Armnturc  C(»p[^r  loss  ai  cos  ^  ^  i.eo. 

7  =  Escitcr  loss  at  cos  ^  -=  1.00. 

[ 

XX 

1 

FIG.6  — 275o-K.V,A.,  9000-10,500-volts,  4a-cyde,3i5-R.?,M,,  3-pha^  AUcrnaior  rOrrllkcml 
connecud  lu  an  Impulse  Wheel  Caffam  Plant,  Italy. 
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rate  their  machines  according  to  the  capacity  at  highest  eflBciencies,  and  the  over- 
load capacity  is  usually  25  per  cent.  When  these  concerns  sell  their  machines  to 
foreign  countries,  where  50  per  cent  overload  capacity  is  required,  they  follow  the 
practice  in  America,  that  is,  they  underrate  the  generator.  Fig.  5  shows  the  charac- 
tistic  curves  of  a  2750-K.V.A.  generator,  which  is  given  in  Fig.  6.  When  generators 
continuously  run  for  24  hours,  the  temperature  rise  of  any  part  of  the  machine  must 
not  exceed  from  40  to  45°  C.  for  normal  load  with  a  power  factor  of  0.90  to  i.oo. 
With  the  same  power  factor  the  rise  in  temperature  on  25  per  cent  overload  must  not 
exceed  50*^  C,  and  with  50  per  cent  overload  for  one  hour  the  rise  must  not  exceed 
60°  C.  above  that  of  the  surrounding  temperature. 

Frequencies.  The  most  common  frequencies  used  are  25  and  60,  and  depend 
chiefly  on  the  character  of  service;  25  is  used  for  power  purposes  and  60  for  lighting. 
However,  there  are  exceptions  where  the  reverse  is  true.  The  lower  frequency  is 
chosen  because  the  iron  losses  in  the  generators  are  less  and  consequently  the 
machine  is  cheaper.  The  higher  frequency  is  used  for  lighting,  as  it  does  away  with 
fluctuation.  Synchronous  machines,  such  as  rotary  converters,  give  much  trouble 
on  60-cycle  lines,  and  in  their  stead  motor-generator  sets  are  substituted,  as  will  be 
seen  in  chapter  on  Substations. 

In  the  last  few  years  15  cycles  have  been  used  for  railroading,  particularly  in 
connection  with  single  phase,  and  it  is  still  being  discussed  in  the  technical  press 
whether  or  not  it  should  be  adopted  as  a  standard.*  The  principal  arguments  in 
favor  of  15  cycles  are  given  as  : 

I-  An  increase  of  from  30  to  40  per  cent  in  the  output  of  a  motor  of  a  given  size, 
^d  a  consequent  reduction  in  the  total  number  of  motors  required  to  operate  a  rail- 
^■ay,  and  in  the  cost  of  equipment. 

2«  Better  performance  of  the  15-cyclc  motors,  including  higher  efficiency,  higher 
power  factor,  and  better  commutation. 

3-  Less  dead  weight  to  be  carried  on  cars  and  locomotives. 

4«  Lower  line  losses. 

In  other  countries  the  choice  of  frequencies  varies  greatly;  for  instance,  one  will 
nnd  frequencies  of  15,  25,  32.5,  42,  60,  etc. 

"^tage.  For  low-tension  distribution,  voltages  of  no,  220,  and  440  may  be  con- 
sidered as  standard.  For  higher  generator  vohages,  iioo,  2200,  3300,  6600,  11,000, 
™  12,000  are  most  frequently  used  in  American  practice.  The  choice  of  voltage 
"^*nds  chiefly  on  the  system  of  distribution,  particularly  for  long-distance  trans- 
nussion.  When  the  bulk  of  the  power  is  used  in  the  vicinity,  the  voltage  of  the  gcn- 
watormust  be  chosen  to  suit  the  most  economical  distribution,  that  is,  to  reduce  the 
use  of  transformers  to  a  minimum.  When  the  power  is  transmitted  over  a  long 
distance,  one  of  the  above  generator  voltages  is  used  and  stepped  up  to  a  suitable 
transmission  voltage. 

^tera.  The  exciters  are  driven  either  by  a  separate  turbine  or  from  the  shaft 
of  the  main  unit.    In  the  latter  case  each  generator  has  its  own  exciter  and   is 

'  Twenty-fiTe  venua  Fifteen  Cycles  for  Heavy  Railways,  by  N.  W.  Storer.  Am.  Inst.  E.  E.,  July, 
1907- 


Fig.  y.^Interior  oC  Submerged  Power  Pbnt  oi  the  Pata|>r.i:u  ElcLtrit  and  Manufacturirg 
Company,     300-K.W.,  3*t>hasc,  Oo-cyde,  i  i.ooo-voh  AUis-Chalmers  Alternators,  runumg  ] 
240  R.P.M. 


Fig.  B,— Interior  of  Sill  Plant,  Insbruck,  Tyro!.    Each  Unit  consists  oi  two  Impulse  Wheels^ 
Zodel  Coupling,  and  a  2000- K,W*,  lo^ooo-volt  Generator  with  Overhanging  Exciter, 
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seUom  belt-driven,  but  is  mounted  on  the  overhanging  shaft  of  the  generator;  it 
is  therefore  dependent  on  the  ojxjration  of  the  main  unit,  the  disadvantage  being, 
incase  the  speed  of  the  main  unit  should  drop  the  excitation  diminishes,  thus  neces- 
sitating the  installation  of  an  automatic  regulator.  With  a  turbine-driven  exciter 
the  eircitation  of  the  generator  is  independent  of  its  speed. 

The  exciter  has  the  same  type  of  turbine  as  the  main  unit.  Lighting  of  the 
station  is  frequently  supplied  by  the  exciter  units.  The  voltage  of  the  exciters 
depends  much  on  the  voltage  used  for  lighting  purposes,  also  for  operating  plant 
auxiliaries. 

In  connection  with  the  exciters,  storage  batteries  are  installed  which  float  on  the 
eiciter  busses  to  take  care  of  fluctuations  and  peak  loads.  This  is  particularly  true 
where  the  exciters  are  mounted  on  the  main  generator  shaft.  Current  may  be  drawn 
from  the  storage  batteries  for  operating  the  high-tension  oil  switches.  When  the 
turbine-driven  exciter  is  employed  there  must  be  more  than  one,  to  take  care  of 
emergency  cases.  In  small  or  average-size  plants  the  exciter  is  of  sufficient  capacity 
to  earcite  all  of  the  generators  at  once,  while  the  second  unit  is  kept  in  reserve.  In 
plants  above  say  50,000  K.W.  capacity  it  is  good  policy  to  install  several  exciter 
units  instead  of  two.  These  are  so  connected  that  they  feed  one  common  bus  from 
which  the  main  units  are  excited.  The  size  of  the  exciters  is  from  one-half  to  one 
per  cent  of  the  output  of  the  plant,  and  as  reserve  must  be  provided,  the  combined 
capacity  is  about  two  per  cent  of  that  of  the  plant.  The  voltage  usually  employed 
for  American  or  British  practice  is  either  125  or  250  volts. 

Generator  Leads.  The  generator  leads  to  the  switchboards  must  run  as 
inconspicuously  as  possible.  They  are  laid  in  the  floor  either  in  tile,  lori- 
caied,  iron,  or  other  approved  ducts.  A  more  convenient  way,  particularly  in 
Jstfge-sized  plants,  is  to  run  the  leads  in  trenches  or  tunnels,  on  insulators;  and 
must  be  so  arranged  that  the  cables  may  be  easily  inspected;  and  free  from  any 
possible  chance  of  short  circuit.  The  size  of  the  leads  is  always  specified  by  the 
n^ufacturer. 

High  Voltage  Generators.  The  advantages  of  high  voltage  generator  plants  lie 
in  lower  first  cost,  low  operating  expenses,  simplicity  in  station  wiring  and  better 
line  regulation.  With  the  employment  of  high  voltage  generators,  transformers  and 
their  attendant  troubles  are  eliminated.  A  30,000-volt  generator  is,  of  course,  more 
npensive  than  a  6000-volt  or  other  low  voltage  generator.  However,  taking  into  con- 
sideration the  step-up  transformers  necessary  with  low  voltage  generators,  the  cost 
lot  high  voltage  generators  is  lower;  further,  with  the  latter  equipment,  the  power 
house  is  smaller  and  therefore  less  expensive. 

The  simplicity  in  the  station  wiring  is  at  once  evident;  there  are  no  low  tension 
bus  systems,  with  switches,  transformers  and  measuring  instruments,  therefore  no 
special  low  tension  compartments  are  necessary.  However,  better  and  more  expen- 
sive instrument  transformers  are  required.  The  operating  performance  of  the 
station  is  simplified,  there  being  no  step-up  transformers  to  look  after  when  generators 
arc  put  into  service;  when  generators  are  to  be  run  in  parallel  and  thrown  on  the 
line,  all  that  is  necessary  is  to  bring  the  incoming  machines  to  synchronism  and 
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throw  them  onto  the  bus.  The  absence  of  transformers  relieves  the  system  of  surges, 
attendant  when  throwing  unloaded  transformers  onto  the  busses. 

That  there  is  sufficient  reliability  in  operating  high  voltage  generators  is  proven 
by  the  number  of  such  generator  plants  on  the  continent  of  Europe;  for  instance, 
the  20,000-volt,  3-phase,  is-cycle  generator  plant  at  Ponte  de  Desco,  operating 
the  Valtellina  Railroad,  Italy.  Further,  a  15,000-volt,  42-cycle,  2-phase  gene- 
rator plant  at  Jaruga,  Dalmatia,  which  has  been  in  operation  since  1903,  feeding  a 
six  mile  aerial  transmission  system. 

Owing  to  the  successful  operation  of  this  latter  plant,  in  1906,  another  plant 
(Manojlovac,  Dalmatia)  was  put  into  operation  by  the  same  company  for  the  same 
purpose.  This  plant  possesses  four  6000-HP.  Francis  turbines,  directly  connected 
to  42-cycle,  3-phase  generators,  making  420  R.P.M.  The  30,000  generator-voltage 
is  transmitted  over  a  twenty-one  mile  aerial  line. 


SWITCHING    ROOMS. 

General  Arrangement.  The  switching  rooms  are  located  either  in  the  power 
house  itself  or  in  a  separate  building.  The  latter  is  exclusively  done  in  connection 
with  large  power  plants;  in  such  cases  only  the  controlling  apparatus  are  located  in 
the  power  plant,  while  the  entire  switchgear  for  the  outgoing  feeders  is  in  a  separate 
building,  some  distance  away.  Examples  of  this  arrangement  are  that  of  the 
Ontario  Power  Company,  and  the  Canadian-Niagara  Power  Company.  However, 
in  smaller  and  average  sized  plants  the  whole  switchgear  is  embodied  in  the  gene- 
rating plant,  and  if  transformers  are  necessary  they  are  located  in  the  same  building 
or  in  an  annex.  The  majority  of  hydroelectric  power  plants  are  of  the  latter 
type. 

It  is  decidedly  bad  practice  to  have  the  whole  switchgear  located  in  one  single 
room.  It  must  be  separated  regarding  high  and  low  tension,  transformers,  etc., 
either  on  separate  floors  or  separated  by  partition  walls.  An  example  of  this  kind 
of  arrangement  is  given  in  Fig.  i,  representing  the  relation  of  the  various  divisions 
of  the  Obermatt,  Lucerne,  power  plant.  It  is  considered  one  of  the  best  Swiss 
plants. 

It  will  be  observed  that  the  switching  apparatus  is  located  on  three  floors.  The 
two  lower  are  each  separated  by  two  longitudinal  division  walls;  the  upper  is  located 
in  the  tower-like  structure  from  whence  the  long  distance  lines  leave  the  building. 
The  6000  generator-voltage  is  stepped  up  to  27,000  volts  through  transformers 
located  in  an  annex,  longitudinal  to  the  switching  room. 

Good  examples  of  American  switching  room  practice  are  given  in  Figs.  3  and  4* 
Studying  the  cuts  of  the  Shawinigan  Falls  Power  Plant,*  it  will  be  observed  that 
the  2200  generator-voltage  is  led  to  a  separate  switchboard,  controlling  the  25,000 
and  50,000- volt  transmission  groups.  Beneath  the  switchboard  gallery  in  the  gen- 
erating room  are  the  oil  switches,  while  the  two  groups  of  lightning  arresters  are 

*  Electric  Power  from  Shawinigan  Falls,  Canada,  by  W.  C.  Johnson,  Cassier's  Magaune^  June,  X904. 
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kept  in  separate  compartments.  Another  very  interesting  arrangement  of  switching 
rooms  is  that  of  the  Puyallup  River  plant  of  the  Puget  Sound  Power  Company, 
near  Tacoma,  Washington.     Owing  to  the  fact  that  the  plant  is  located  on  the 
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Fig.  I. — Cross  Section  of  Obermatt  Transformer  and  Switch  R(X)ms. 

MA  =  Circuit  Ba^akers. 
MO  =  Overload  Switches. 

T  =  Transformers. 

/  =  Induction  Coils. 

B  =  Horn  Gaps. 
WW  =  Water  Rheostats. 
WS  =  Water  Flow  Grounder's. 


iiUside,  the  whole  switching  gear  is  located  in  two  adjoining  buildings  as  seen  in 

The  transformer  rooms  are  at  the  same  level  as  the  generator  room,  but  isolated 
rom  the  latter  by  rolling  steel  doors.  On  floor  No.  2  are  the  low  tension  discon- 
lecting  switches,  the  generator  and  transformer  cables  going  to  the  sets  of  discon- 
lecting  switches  on  either  side  of  the  middle  partition;  the  disconnecting  switches  are 

*  Electrical  World  and  Engineer j  October  8,  1904. 


178 


HYDROELECTRIC    DEVELOPMENTS   AND   ENGINEERING. 


i.W",F^ 


n 


T^ 


L  -  >  -  _  ^.- 


Fig.  2. — Castelnuovo-Valdarno  Plant.     Cross  Section  of  Switch  House. 

A-Generalor  leads;  B-Circuit  breaker  6ooo  V.;  C-Potential  transformer;  D-Series  transfom 
E-Selector  switch;  F-Generalor  rheostat;  G  Transformers;  H-Blowers;  J-Circuit  breaker,  33,cxx> 
K-Series  transformer,  33,000  V  ;  L-  and  X-Hook  switches;  M-Busbars,  33,000  V.;  O-Circuit  breal 
P-Series  transformer;  Q-Choke  coils;  R-Outgoing  line;  S-Ground-detector;  T-Horn  gaps;  U-Wi 
rheostats;  V-Instrument  column;  W  Switchboard. 
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Fig.  3. — Plan  of  Shawinigan  Falls  Plant. 
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Fig.  4. — Shawinigan  Falls  Power  Plant. 
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installed  between  the  oil  switches  and  the  bus,  being  on  the  outer  walls  and  imme- 
diately below  the  bus  bar  compartments,  which  are  above  on  floor  No.  3.  In  the 
center  of  floor  No.  3  are  the  low  tension  oil  switches,  the  two  oil  switches  correspond- 
ing to  a  generator  or  a  transformer  bank  being  arranged  back  to  back  and  facing 
their  corresponding  set  of  bus  bars. 

The  bus  bars  are  of  the  laminated  type,  consisting  of  flat  copper  bars  with 
expansion  joints,  and  supported  on  marble  slabs  set  on  edge,  which  in  turn  rest  on 
concrete  slabs,  forming  barriers  between  adjacent  bus  bars.  The  compartments 
formed  by  the  concrete  slabs  are  covered  by  insulating  fireproof  doors. 


Fig.  5. — SectiDii  through  Cicnerator  Room  and  Switchhouse,  Puget  Sound  Plant, 

Puyallup  River,  Washington. 


::>s 


The  oil  switches  arc  installed  in  brick  cells  with  soapstone  bottom  and  top  slal 
and  doors.  Each  pole  of  a  switch  is  separated  from  the  others  by  brick  barrier 
The  same  general  scheme  is  used  for  both  the  high  and  low  tension  disconnectic 
and  oil  switches,  except  that  only  one  set  of  high  tension  bus  bars  is  at  prese 
installed,  provision  being  made  for  later  installation  of  the  second  set.  The  hig^ 
tension  disconnecting  switches  and  current  transformers  are  on  floor  No.  5,  wh»  *^ 
the  high  tension  oil  switches  are  on  floor  No.  6.  Above  floor  No.  6  are  the  t\-^^'^ 
outgoing  high  tension  line  towers,  in  the  north  end  of  which  are  the  high  tensic:::^'' 
lightning  arresters,  each  pole  being  separated  from  its  adjacent  pole  by  bric^^*^ 
barriers  extending  the  full  length  of  the  arrester.  The  lines  emerge  from  tt^^ 
wire  tower  centrally  through  an  extra  heavy  30-inch  sewer  tile  covered  by  a  gla^^^ 
plate. 


ct.  The  object  of  the  switchboard  Is  to  collect  the  generated  current  for  the 
jsc  of  controlling,  measuring  and  dislribtilion  of  same.  The  structure  and 
pparatus  mounted  on  same  should  be  fireproof,  and  so  arranged  that  easy  access 
lay  be  had  to  all  parts  to  facililatc  inspection  and  repair.  The  arrangement  of 
ic  apparatus  as  well  as  the  whole  switching  gear  must  be  simple  and  symmetrical 


Frr*,  r. — 50<yclc,  A.C.  and  D.C  Swikhhoard,  Necaxa  Pcmer  Plant,  Mexico, 


I 

HIBtruments  and  protecting  devices  must  be  sufhcieot  to  secure  a  flexible  ami  con* 
linoous  o[>eration.     All    live  parts,   especially  those  of    high    potent ial»    must    be 

inaled   from  the   front  of  the  switchboard.     When  installing  a  switchboard ^ 

itsion  must  be  made  (or  further  extension. 
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In  laying  out  a  swilchboard,  either  for  direcl  or  ahcrnaiing  current,  ea 
rator  or  machine  must  have  its  own  panel;  and  the  various  panels  for  the  ^aml 
of  machines  i^hould  be  in  a  scparale  group;  according  to  American  practici 
instance,  all  alternator  panels  ?^hould  be  together,  so  that  they  can  be  operated 
a  central  [jancl  when  working  in  synchronism, 

European  praclice  is  virtually  the  same  as  the  above;  however,  in  a  very! 
installation  at  Brusio,  Switzerland,  each  generator  has  its  own  swilchboard 
opposite  the  generator.     When  the  various  generators  are  working  in  parallel 
are  controlletl  from  a  single  instrument  column  in  front  of  the  exciter  swjt« 
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Fig.  2. — Westinghouise  Tyf>e  of  Panel  and 
Bench  Desk  Switchboard- 


Fig,  3.— General  Electric  Type  of  Pa 
Bench  De>k  Switchboard. 


in  the  middle  of  the  generating  room*     This  system  was  adopted  owing  to  it 
number  of  generators  installed.    The  generator  attendants  of  iIk-  various  ni 
look  after  the  switchboards,  while  the  outgoing  feeders,  of  which  there  are 
controlled  from  the  above  central  instrument  column. 

The  leads  from  generators  come  to  the  switchboard  from  beneath,  and 
going  feeders  usually  lea%*e  from  the  top*  The  latter  particularly  must 
arran^jcd  and  inconsjjicuously  placed* 

Types.   Switchboards  are  either  direct  or  remote  controlled.     For  volta^ 
alternating  and  direct  current^  the  switches  under  fKX>  volts  are  direct  contf 
above  this  they  are  remote  control,  either  by  mechanical  devices,  such  as  bell  J 
rods,  and  gears,  or  electrically  by  solenoids  or  motors.     There  are  a  few  insL 
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TEe  remote  conlrol  system  is  operated  by  compressed  air,  but  such  a  system 

fa%*orcd  in  present  practice- 

The  switchboards  installed  are  for  direct  and  alternating  current.     The  direct 

^imml  board  is  used  principally  for  controlling  excitation  and  the  alternating  for 

JtontniUing  the  output  of  the  main  generators.     In  isolated  plants  for  small  industrial 

pur|)i>Nes  having   no  long  transmission  lines,   a  common   switchboard  is  usually 


1^ 


,1 


Fks.  4— tiLncrator  Instrument  Columns,  Obermau  rUnt,  Luzerne,  Switzerland* 

Oerlikon  Co, 


P»A€l  Typ€.   Under  switchboards  one  finds  different  types,  such  as  panel,  pedestal 

I  column,  and  desk  or  benchboard.     The  panel  type  usually  has  mounted  on  ll  the 

lire  swnchbourd  equipment.     In  many  inslances  however^  in  recent  high  tension 

dice,  the  switchboard  has  only  on  the  front  the  meters  and  other  indicating 

rumenis,  while  the  controlling  switches  are  placed  on  a  desk  or  bench  in  front  of 

ptanel  or  instrument  board.     These  boards  are  made  up  of  structural  steel  or 

frames  faced  with  white  or  blue  marble  or  slate  slabs.     The  marble  presents 

Inmch  finer  a[ijjearance^  but  it  readily  shows  oil  stains  and  scratches,  and  if  the 

is  extended  at   any  future  time  it  is  difficult  to  match  the  panels.     Marble 
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panels  are  chiefly  used  in  isolaled  plants,  and  in  central  stations  in  Europe,  in  which 
case  the  panelboard  is  made  very  ornate. 

In  most  American  central  plants  and  substations  slate  with  duU  black  or  oil 
finish  is  used.  It  has  the  advantage  of  having  a  uniform  shade,  while  scratches  and 
oil  spots  are  readily  eradicated,  also  the  instruments  stand  out  in  a  bolder  rcIicL 
The  back  of  the  switchboard  for  low  tension  wiring  must  be  at  least  from  j  to  4 
feet  away  from  the  wall  and  thoroughly  braced  at  the  foot  and  top.     The  sbes  of  the 


'^  ^^ 
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Pig.  S» — Apparatus  in  back  of  2000-K.W,|  6cxx)-voIt  Generator  Switchboard  Panels 
Obermatt  Plant,  Liizeme,  Switzerland. 


panels  are  practically  standard*  For  instance,  the  General  Electric  Company^s 
panel  consists  of  two  slabs,  the  lower  one  28  ioches  high  and  the  upper  one  61  inches 
high,  the  width  being  24  inches.  The  power  section  of  the  Weslioghousc  panel  is 
25  and  the  upper  65  inches.  The  Westinghousc  panel  Is  sometimes  made  up  in 
three  sections,  the  lower  being  25,  the  middle  45,  and  the  top  20  Inches,  the  upper 
being  primarily  made  for  the  mounting  of  a  circuit  breaker  to  enable  easy  removal 
in  case  of  repair  and  substitution. 
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Padattal  or  Column  Type.  For  controlling  a  single  generator,  a  pedestal  or 
column  with  all  the  necessary  switches,  instruments,  etc.,  mounted  on  same  is 
employed.  In  most  cases,  they  are  arranged  in  front  of  the  feeder  panel  board,  with 
the  back  of  the  column  toward  the  generating  room,  so  that  the  operator  faces  the 
instruments  and  generating  room.  A  novel  arrangement  of  pedestal  and  columns 
has  been  adopted  by  the  Ontario  Power  Company,  where  they  are  arranged  in  a 
semicircle,  and  easily  overlooked  from  the  desk  of  the  chief  operator. 


t  It « 


m 

FlO.  6.— Cioss  Section  of  Generating  Station  Switchboard  Arrangement,  with  Oil 
Switches  for  Remote  Control  by  means  of  Switchboard  Lever. 


Desk  or  Panel  Board.  The  desk  or  bench  board  are  chiefly  used  for  controlling 
the  main  oil  switches,  both  of  the  generator  and  outgoing  feeders.  They  are 
equipped  with  pilot  switches  and  lamps,  for  operating  the  main  circuit  breakers, 
field  switches,  field  rheostats,  governor,  motors,  etc.  These  benches  are  usually 
placed  in  front  of  the  instrument  board,  and  must  be  so  arranged  that  the  panel  of 
one  circuit  is  directly  behind  the  section  of  the  same  circuit  on  the  controlling  bench. 
To  further  facilitate  operation,  the  panel  and  control  bench  arc  provided  with  card 
holders  or  name  plates  to  classify  the  groups.  In  addftion,  dummy  bus  bars  are 
mounted  on  the  bench. 
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Where  it  is  desirable  that  the  switchboard  operator  should  command  a  view  of 
the  bench,  panel  board  and  the  generating  room  at  the  same  time,  the  bench  and 
board  are  placed  back  to  the  generating  room  with  the  board  elevated  on  posts,  with 
a  space  of  3  to  4  feet  between  the  top  of  the  bench  and  the  bottom  of  the  panel  board. 
In  some  of  the  European  plants,  the  designers  entirely  dispose  of  the  instrument 
board  by  mounting  the  instruments  and  the  controlling  devices  on  a  common  bench. 
It  is  common  practice  to  place  all  switchboards,  columns  and  benches  for  controlling 
generators  and  outgoing  feeders  on  galleries  or  mezzanine  floors. 
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Fig.  9. — Typical  D.C.  Combination  Panel  Switchboard. 

IHrect  Current  Board.  The  direct  current  board  is  usually  made  up  of  one  panel 
^^f  each  exciter  unit,  containing  a  voltmeter,  ammeter,  main  and  field  switch,  circuit 
breaker  and  field  rheostat,  field  discharge  resistance,  also  equilizer  switch  for  parallel 
operation.  In  some  cases  the  latter  switch  is  placed  on  a  stand  near  the  machine  or 
bunted  on  the  machine  itself.  In  modern  practice  this  exciter  switchboard  is 
P'aced  on  the  main  operating  floor  near  the  exciters,  although  in  some  cases  they  are 
P'^ed  on  the  operating  gallery  with  the  rest  of  the  control  apparatus.  The  circuit 
l^^'eakers  on  exciter  panels  must  be  non-automatic,  while  on  D.C.  generator  panels 
*^  *s  essential  that  they  are  automatic.  The  reason  for  this  is  that  the  exciter  current 
°^^t  not  be  interrupted  except  when  the  main  unit  supplied  by  it  is  shut  down. 
F<^r  ordinary  direct  current  distribution,  the  switchboard  is  divided  into  two  parts, 
t'*^  generator  panels  and  the  feeder  panels.  The  above-mentioned  instruments  are 
mounted  on  the  generator  end,  while  on  the  feeder  end  each  feeder  panel  has  an 
ammeter,  integrating  wattmeter,  circuit  breaker  and  single  throw  knife  switch.  In 
many  cases  there  is  a  totalizing  watt  meter  connected  to  the  feeder  busses.  Where 
the  switchboard  is  provided  with  two  sets  of  busses,  the  feeder  panels  arc  provided 
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with  double  throw  knife  switches,  so  as  to  connect  onto  either  bus.  Fig.  8  shows  a 
typical  arrangement  of  a  direct  current  generator  panel  with  only  one  set  of  busses 
and  an  equilizer  bus.  Another  type  of  D.C.  switchboard  equipment  is  seen  in  Fig.  9. 
It  will  be  observed  that  it  contains  the  necessary  instruments  for  the  generator  and 
switches  for  feeder  circuits,  as  the  feeder  circuits  do  not  contain  any  instruments 
it  is  a  typical  switchboard  for  an  isolated  plant. 

Low  Tension  A.C.  Boards.  —  In  isolated  plants  supplying  light  and  power  for 
manufacturing,  low  tension  three  phase  and  two  phase  is  usually  employed,  or  some 
modification,  for  instance,  a  4-wire,  3-phase  or  a  3-wire  2-phase.  The  voltage 
varies  from  200  to  600.     Fig.  10  shows  a  typical  layout  of  a  low  tension,  3-phase 


"^Ofiifcrw^r* 


Fig. 


10. — 480  and  600-voIt,  3-phase  Generator  Power  with  Three  Main  Ammeters, 
General  Electric  Company. 


generator  panels  as  designed  by  the  General  Electric  Company.  These  switch* 
boards  are  equipped  with  either  three  or  a  single  ammeter.  When  three  are  used| 
there  is  one  for  each  phase,  while  when  one  is  used,  it  is  assumed  that  the  phases 
are  balanced  so  that  one  meter  is  sufficient,  being  continuously  connected  to  one 
phase,  or  by  means  of  a  receptacle  and  plug,  connected  to  any  of  the  three  phaaes. 
All  alternating  current  boards  always  have  an  oil  switch  for  a  main  switch.  Where 
there  is  a  number  of  such  panels,  the  synchronizing  voltmeter  and  lamps  are  placed 
on  a  swinging  bracket  at  the  end  of  the  board,  while  each  panel  is  provided  only  with 
a  synchronizing  receptacle.  The  synchronizing  voltmeter  is  sometimes  replaced  by 
a  synchroscope  or  synchronism  indicator. 

Wagon  Panel.  A  novel  feature  in  switchboard  design,  in  use  only  a  few  years  on 
the  Continent  of  Europe,  is  the  Wagon  Panel  System.  Fig.  11  shows  a  carriage  as 
constructed  by  the  AUgemeine  Elektricitats-Gesellschaft,   Berlin.    It  consists  of  a 
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carriage  running  on  small  wheels  upon  the  structural  steel  frame  of  the  switcht 
and  carries  the  panel  with  all  the  instruments.  When  a  panel  is  to  be  remov 
portable  wagon  is  backed  up  to  the  panel,  and  the  latter  is  pulled  out  (each  pai 
provided  with  two  handles)  onto  the  wagon  and  removed.  It  will  be  observed 
the  electrical  connections  do  not  have  to  be  disturbed  as  they  are  similar  to  a 


Fig.  13. — ^Typical  Arrangement  of  13,200-volt  Bus  Bars,  Electrically  Operated  Oil  Swi 
and  Disconnecting  Switches  in  a  Three-Phase  Station,  General  Electric  Company 


blade  switch,  that  is,  by  means  of  heavy  clips,  which  make  and  break  the  circuit ' 
the  carriage  is  rolled  in  or  out. 

In  the  Siemens-Schuckert   System,  the  entire  panel  and  its  equipment  is 
on  a  carriage  which  rolls  on  tracks  in  the  floor.     The  electrical  connections  are  i 
in  a  way  similar  to  the  above.     The  wagon  of  each  system  is  so  provided 
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locking  switches,  that  it  cannot  be  withdrawn  while  the  panel  is  in  operation,  which 
is  particularly  essential  for  high  tension  switchboards. 

In  the  Siemens-Schuckert  system  the  entire  panel  and  its  equipment  is  built 
on  a  carriage  which  rolls  on  tracks  in  the  floor.  The  electrical  connections  are  made 
in  a  way  similar  to  the  above.  The  wagon  of  each  system  is  so  provided  with  lock- 
ing switches  that  it  cannot  be  withdrawn  while  the  panel  is  in  operation,  which 
is  particularly  essential  for  high  tension  switchboards. 

The  principal  advantage  of  this  "  Wagon-panel  System  "  is  that  a  panel  can  be 
withdrawn  for  inspection  and  repairs  and  that  a  reserve  panel  can  eventually  replace 
an  old  one  without  disturbing  the  operation  of  the  remaining  units.  Thus  the 
danger  otherwise  encountered  in  making  repairs  on  the  switchboard  is  eliminated. 

Sigh  Tension  Alternating  Current  Boards.    High  tension  switches  are  of  the 
remote  control   type,  that  is,  the  switches  are   located    at  a  distance  from    the 
switchboard,  so  that  the  switchboard  contains  only  low  tension  current  apparatus 
used    for  operating  the  high  tension  switches,  thus  eliminating  the  danger  of  high 
tension  apparatus  from  the  operator.     The  oil  switches  are  frequently  mounted  in 
masonry  cells  and  operated  either  by  motor  or  solenoid;  and  as  they  have  no  mechani- 
cal connections  with  the  switchboard,  they  may  be  located  at  any  convenient  place. 
The  motors  or  solenoids  for  operating  the  switches  are. mounted  on  top  of  the  oil 
compartments  and  usually  operated  by  no  or  220  volt  direct  current.     In  some  cases 
the  current  for  operating  the  switches  is  taken  from  the  exciter  busses,  while  in 
others  a  storage  battery  is  maintained  for  the  purpose. 


SWITCHBOARD    EQUIPMENT. 

Volt  and  Ammeters.    The  voltmeters  and  ammeters  are  either  of  the  round, 

^^^or  dial  or  of  the  edgewise  type.     The  latter  are  frequently  installed  in  such  a  way 

^^t  they  may  be  readily  removed  by  lifting  them  out  of  the  swtichboard  slab.     In 

Oci^  recent  European  plants  the  instruments  are  set  so   that   the  faces  are  flush 

^^  the  panel.     Instruments  are  always  placed  on  the  generator  side  of  the  line 

^^^formers.     Where  the  voltage  is  higher  than  150,  potential  transformers  are 

^^^ired  in  connection  with  the  voltmeter.     For  ammeters  greater  than  5  amperes 

"^•os  transformers  are  necessary,  and  for  capacities  greater  than  800  amperes  the 

**^^s  transformers  are  so  arranged,  to  slip  over  the  bus  bar  or  cable. 

^^attmeter.    Wattmeters  are  used  to  indicate  the  output  of  a  generator.     They 

^    made  both  indicating  and  recording.     The  former  gives  only  the  momentary 

^^Put,  while  the  latter  gives  a  continuous  record.     With  Westinghouse  wattmeters, 

^^^pt  those  for  5  amperes  and  not  over  400  volts,  scries  transformers  arc  required. 

^^ere  the  alternations  exceed  3000  and  the  voltage  200,  shunt  or  potential  trans- 

^^ttxxers  are  required.     For  the  General  Electric  Company's  Thomson  Induction 

^^ttmeter  a  series  and  potential  transformer  are  necessary  only  when  the  amperes 

^^ceed  150  and  the  volts  11 50.     Fig.  i  shows  the  wattmeter  connections  with  and 

^thout  a  current  transformer. 
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Sjmchronizing.  To  facilitate  the  synchronizing  of  generators  suitable  instru- 
ments must  be  installed.  They  consist  usually  of  two  lamps  and  a  bell,  so  that  when 
the  alternators  are  out  of  step  this  condition  is  indicated.  The  lamps  are  of  dif- 
ferent colors,  green  indicating  that  the  machine  is  running  too  slow  and  red  that  it  is 
too  fast.  An  instrument  which  indicates  this  condition  more  readily,  that  is,  indicat- 
ing how  much  the  generator  is  out  of  step,  has  been  put  on  the  market  in  recent 
years  under  ihc  name  of  synchroscope  and  synchronism  indicator. 

The  attendant,  when  synchronizing  a  generator,  operates  a  pilot  switch  con- 
trolling the  motor  on  the  water  wheel  governor.  Thus  when  the  synchroscope  indi- 
cates that  the  incoming  machine  is  too  slow,  he  turns  the  pilot  switch  so  that  the  motor 
will  allow  the  governor  to  increase  the  speed  of  the  turbine  until  synchronism  is 
reached;  and  the  generator  is  thrown  on  the  bus. 

To  minimize  the  time  lost  in  synchronizing,  an  automatic  synchronizer  has  been 
placed  on  the  market.  When  using  this  instrument  the  attendant  has  only  to  put 
it  in  operation  and  adjust  the  speed  of  the  incoming  generator.  At  the  first  instance 
of  synchronism  the  instrument  will  automatically  throw  the  machine  on  the  busses. 
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Fig.  I. — Connections  of  Two  Wire  Induction  Wattmeters. 


Power  Factor  Meter.  In  most  alternating  installations  the  power  factor  meter 
is  of  great  value.  It  is  built  for  single  and  polyphase  circuits  and  for  3000 
and  7200  alternations  and  in  standard  sizes  up  to  2000  volts  and  2000  amperes.  It 
indicates  directly  and  accurately  results  which  otherwise  can  only  be  reached  by 
computation  from  readings  which  if  not  taken  simultaneously  may  lead  to  error. 

The  dial  of  the  power  factor  meter  is  divided  into  four  quadrants,  each  being 
marked  from  o  to  100.  These  figures  represent  percentages  which  would  be 
obtained  by  dividing  the  '*  true  watts  "  in  the  circuit  (as  indicated  by  a  wattmeter) 
by  the  "  apparent  watts  "  (the  product  of  volts  and  amperes).  The  angular  position 
of  the  pointer  at  any  moment  also  indicates  the  angular  difference  in  phase  between 
current  and  voltage.  The  upper  half  of  the  dial  indicates  the  power  factor  for 
lagging  or  leading  currents  when  power  is  being  delivered  in  one  direction,  and  the 
lower  half  gives  similar  indications  for  power  delivered  in  the  opposite  direction. 
In  this  way  the  power  factor  meter  may  serve  to  show  a  reversal  of  the  direction  of 
power  on  the  line. 

In  the  operation  of  rotary  converters  this  instrument  finds  important  uses;  it 
simplifies  the  adjustment  of  field  strength,  either  for  minimum  armature  current  or 
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to  produce  some  desired  effect  on  the  system  as  a  whole.  The  poor  power  factors 
nsulting  /mm  heavy  inductive  loads  may  often  be  much  improved  or  entirely 
neutrali/AHl  by  proper  tieki  adjustment  of  rotary  converters  and  other  synchronous 
apparatus.     With  generators  running  in  parallel  the  projjcr  distribution  of  the  load 

'  •    checked,  and   in   many  cases  the   number  of  ammeters  required  may  be 
rably  reduced  by  the  u^  of  ihe  power  factor  meter. 
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Fig,  2.^ — Motor  Control  Rheostat  for  Field  E^ecitation  of  Main   Gi 

Electric  Manufacturing  Company, 


linghouse 


Frequency  Meter.  To  eliminale  calculations  necessary  to  ascertain  the  frequency 
af  a  generator,  and  incidentally  the  revolutions,  a  frequency  meter  may  be  employed* 
It  may  be  mounled  on  the  switchboard  and  occupy  the  same  space  as  any  other 
indicating  instrument.  It  is  built  for  any  frequency  with  a  +  or  —  varialion 
<*<  2$  per  cent  of  the  normal.  When  used  on  circuits  exceeding  100  volts  a  shunt 
lran*iformir  h  ruquiredp 

Rlieostats.  Rheostats  in  generating  stations  are  used  for  controlling  the  excltatioa 
ol  generator  fields.  The  rheostats  for  I  he  excilers^  being  small,  are  mounted  on  the 
back  of  the  eJtciter  switchboard  and  in  most  cases  arc  hand  controlled,  while  those 
•nr  the  main  generators  are  of  large  slze^  and  have  to  be  placed  In  Gompart- 
ineQts  which  must  be  well  ventilated.  These  large  rheostats  are  always  remote 
cociirollecjy  cither  by  shaft  and  gearing,  much  ust*d  in  Europe,  or  by  motors,  common 
AtQericaii  practice.  The  pilot  switches  for  controlling  same  are  mounted  on  the 
control  btncb^ 


194 


HYDROELECTRIC    DEVELOPMENTS   AND    ENGINEERlNa 


lUuiniiiatioa.  The  switchboard  proper  must  be  suitably  illuminated  so  that 
the  condition  of  switches  can  at  all  times  be  readily  seen,  also,  illumioate  the  faces 
of  the  different  meters.  Some  of  the  meters  have  opal  glass  scales  and  are  illumi- 
nated from  the  rear,  making  it  possible  to  read  the  indication  from  a  distance  or  in 
otherwise  insufficient  light.    The  lamps  are  inclosed  in  a  compartment  separate 


r^iip 
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Fig.  3.— Remote  Control  Hand  Oj>erated  Rheostats  for  Freld  Excitation  of  the  Main  Generalor, J 

Oerlikon  Company, 

from  the  working  part  of  the  meter.     Where  meters  with  illuminated  dials  are  nc 
installed,  a  system  of  incandescent  lamps  is  mounted  on  the  switchboard   proper! 
or  suspended  in  front  of  same,  and   for  either  alternating  or  direct  current,   but] 
preferably  of  both  to  meet  emergency. 


\\7RIMG    DIAGRAM. 

Systems.   All  power  plants,  whether  small  or  large^  depending  on  continuous 
operation,  must  have  a  double  set  of  bus  bars,  or  the  equivalent.     The  leads  froml 
the  generators  to  the  bus  bars  must  be  so  provided  with  switches  that  current  caul 
be  thrown  on  to  either  of  the  systems.     For  small  plants,  where  there  is  a  light  andl 
power  load^  one  bus  may  be  kept  separately  for  light  and  the  other  for  power 
increase  the  flexibility  of  the  system,  the  feeders  to  and  from  the  bus  bars  mKXbi 
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such  that  either  or  both  light  and  power  can  be  drawn  from  either  of  the  busses. 
The  leads  between  generator  and  bus  bars  must  be  provided  with  a  main  switch,  so 
that  each  individual  unit  may  be  cut  out  without  affecting  the  operation  of  the 
remainder  of  the  plant.  An  additional  safeguard  for  continuous  operation  is  to  place 
sectionalizing  switches  in  the  bus  bars. 

In  high  tension  plants  where  oil  switches  are  used,  section  or  hook  switches  must 
be  placed  on  either  side  of  same,  so  that  they  may  be  isolated  for  inspection  and 


High  VdR^  Feeders 
ill  III 

e«jftW»*  *   i  i  i  *'  i  V  1  *'  i  i  1   ^*~ 

■j:^    t;=>    (^^    t^ 


IcmMtnaffifwitn 


MtuOw 


Q      Q      Q 

A    211  J^ 


t&Et3&,JrT? 


NolBtABy 


000  a  o  o 

1 1*  TTr  I  ir  lie  11  r  TTT 

yriT  Til  Ttt  Mf  t!1  til 

tttamotam^L^^^  A**  &A&  *«*  ***  ^^^  )6 

^^^     O      Ci  a  G  o      « 

•  ••  TTT  111  III  •  ••  III  ^ 


Fig.  I. — Wiring  Diagram  of  Power  Circuits,  Ontario  Power  Company. 


repair.  Where  transformers  are  installed  either  for  stepping  up  or  stepping  down, 
particularly  where  there  are  a  number,  it  is  advisable  to  have  a  bus  on  the  outgoing 
feeder  side.  In  American  practice  the  double  bus  bar  system  for  outgoing  feeders 
is  seldom  used,  but  will  be  found  to  a  great  extent  in  Swiss  practice,  in  the  form  of  a 
ring  system. 

Fig.  I  shows  the  general  arrangement  of  the  wiring  diagram  of  the  Ontario 
Power  Company's  plant.^  It  will  be  observed  that  the  wiring  -system  is  simple,  yet 
as  flexible  as  possible. 

*  The  Electrical  Plant  of  the  Ontario  Power  Company,  by  V.  G.  Convene.  Canadian  Electrical  Asso- 
ciation, Niagara  Falls,  June,  1906. 
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The  generators  can  be  thrown  on  either  of  the  two  low  tension  (12,000  volt) 
busseSy  and  the  transformers  can  draw  from  either  of  same.  It  will  also  be  noticed 
that  both  high  (62,000  volt)  and  low  tension  busses  are  well  provided  with  section 
switches.  The  local  distribution  (12,000  volts)  may  draw  current  from  either  of 
the  two  low  tension  busses. 

A  somewhat  more  simplified  wiring  system  is  that  of  the  Necaxa  power  plant, 
Mexico  (Fig.  2).    There  is  only  a  single  low  tension  (4000  volt)  bus  bar  system. 
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vom 
MKMCAN  UGHT  AND  TOWU  COMPANY 


V, 
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ai'Li         LJ         □         □         u         u     0— »-r,«u. 


Fig.  2. — Wiring  Diagram  of  the  Necaxa  Power  Plant,  Mexico. 

The  current  from  the  generators  may  be  thrown  upon  same  or  directly  on  the 
transformers.  This  would  mean  that  the  transformers  can  draw  from  the  bus  bars 
irrespective  of  the  operation  of  their  own  generator.  There  is  but  one  high  tension 
(60,000  volt)  bus  bar  system. 

A  wiring  diagram  in  which  the  generator  or  low  tension  bus  has  been  eliminated, 
although  the  plant  is  of  large  capacity,  is  that  of  the  Urfttalsperre,  Germany.  Each 
5000-volt  generator  feeds  through  a  fuse  directly  to  its  transformer.  The  reason 
for  this  arrangement  is  that  if  a  transformer  is  out  of  commission  the  particular 
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generator  is  shut  down  and  vice  versa.  The  high  tension  side  is  tied  together  with 
a  ring  bus  bar  system,  the  ends  of  which  are  connected  through  choke  coils  (see 
Fig.  4).  Between  the  transformer  and  bus  bar  are  automatic  oil  switches.  Each 
outgoing  feeder  is  provided  with  an  automatic  oil  switch,  choke  coil,  and  three-pole 
tie  switch.  The  outgoing  feeders  are  doubly  interconnected  with  tie  switches,  so 
that  in  fact  two  ring  systems  are  secured  on  the  high  tension  side.  The  whole  is 
amply  protected  by  lightning  arresters. 


wst 


00.66  60  OC; 

Fig.  4. — ^Wiring  Diagram  of  the  Urfttalsperre  Plant,  Heimbach,  Germany. 


G  —•Generators. 

T  —  Transformers. 

/  "«  Section  Switches. 
WSt  -  Waterflow  Grounders. 
WW''  Water  Rheostats. 


OW  =  Oil  Rheostats. 
E  =  Earth. 
S  =  Circuit  Breaker. 
s  =  Fuses. 
D  =  Choke  Coils. 


Considering  the  protection  and  particularly  the  flexibility  of  the  high  tension 
side,  it  seems  strange  that  the  low  tension  side  should  be  so  rigidly  connected.  It 
will  be  readily  seen  that  this  plant  can  be  seriously  handicapped  when  a  transformer, 
a  generator,  and  a  turbine  of  different  groups  are  out  of  commission. 

Swiss  power  plants  employ  either  the  double  bus  bar  or  ring  system.  Either  one 
in  itself  is  very  intricate.  A  good  example  of  this  kind  is  given  in  Fig.  5,  and  is  that 
of  the  Obermatt  plant,  Lucerne.  It  supplies  light  and  power  for  various  pur- 
poses, for  which  four  2000-HP.  generators  serve;  a  fifth  generator  used  exclusively 
for  street  railway  purposes  (located  in  the  left  hand  of  the  wiring  diagram)  is  inde- 
pendent of  the  rest  of  the  plant.  As  these  four,  generators  supply  three  phase  for 
power  or  single  phase  for  lighting  a  certain  section,  there  are  two  ring  bus  bar 


Fig.  5. — Wiring  Diagram  of  the  Obermall  Plant,  Switzerland. 
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Fig.  6. — Complete  Wiring  Diagram  of  a  Single  Generator  and  Step-up  Transformer. 


systems  on  the  low (6000  volt)  tension  as  well  as  the  high  (27,000  volt)  tension  side. 
Xhe  two  bus  bar  systems  on  either  side  consist  of  a  single  phase  and  three  phase 
group. 

BUS   BARS. 

Bus  bars  are  made  up  of  cables  or  flat  bars  of  copper  or  aluminum.  Flat  bars, 
for  mechanical  reasons,  are  preferable  to  round  ones,  as  connections  are  readily 
made.  Where  the  bus  bars  are  of  short  length  they  may  be  made  of  uniform 
section  throughout  However,  where  the  bus  bars  extend  over  the  entire  length  of 
the  generating  room,  as  is  frequently  the  case  for  sake  of  economy,  the  bus  bars 
axe  fiat,  each  of  alcross  section  area  necessary  for  one  generator;  thus  where  a 
generator  lead  joins  it  an  additional  bus  bar  section  is  added. 

Size  of  Bus  Bars.  The  size  of  the  bus  bar  is  determined  by  the  number  of 
amperes  it  has  to  carry.  From  700  to  800  amperes  per  square  inch  of  copper  is  usually 
chosen  as  a  safe  value.    For  electrical  reasons  fiat  bars  are  better  than  round  ones, 
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because  they  present  a  greater  radiating  surface  thus  keeping  the  resistance  from 
increasing  due  to  heating.  This  is  also  a  reason  in  favor  of  open  bus  bar  com- 
partments. 

If  aluminum  is  used  in  place  of  copper,  the  bus  bars  must  have  a  cross  sectional 
area  of  1.66  times  that  of  copper,  for  equivalent  electrical  conductivity. 

Closed  Compartments.  Similar  to  the  arrangement  for  high  tension  oil  switches, 
the  bus  bars  and  disconnecting  switches  are  also  placed  in  masonry  compartments. 
The  compartments  are  made  either  of  brick  or  concrete,  and  are  entirely  closed 


Fig.  I.— Tlm^o-Deck  Oil  Circuit  Breaker 
and  Bus  Bar  Slruclure.  Two  Sets 
of  Bus  Burs. 
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Fig.  2. —  Typical  American  Arrangement  of 
Oil  Circuit  Breakers  and  Bus  Bars  for 
15,000  volts  or  less. 


(having  access  through  openings)  or  else  open  altogether.  With  high  tension 
busses,  where  space  is  limilod,  the  former  arrangement  is  preferable.  The  open- 
ings to  the  compartments  are  about  15  inches  square  and  are  staggered.  As  a  means 
of  protection  for  inspectors  and  repair  men  they  are  best  closed  with  a  sheet  steel 
door. 

Open  Compartments.  Whore  space  is  plenty,  which  is  usually  the  case  with 
hydraulic  plants,  the  entire  front  of  the  bus  bar  compartment  may  be  left  open.  The 
insulators  for  carrying  the  busses  are  mounted  either  on  the  back  wall  or  shelves. 
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In  order  to  eliminate  posts  or  partitions  for  carrying  the  shelves,  the  latter  are  best 
made  of  reinforced  concrete,  giving  an  unobstructed  view  of  the  busses  and  also 
facilitating  construction,  inspection,  and  repair.  Fig.  4  gives  an  illustration  of  of>en 
bus  bar  construction  at  the  Lontsch  plant,  Switzerland.  The  busses  carry  80,000 
volts.  Another  view  of  Swiss  practice  is  seen  in  Fig.  3  where  no  shelves  between 
individual  phases  arc  used.  There  is  only  one  shelf  which  separates  the  single  phase 
from  the  three  phase  busses  (6000  volts.) 

OIL  SWITCHES. 

General  Remarks.  In  modern  switchboard  engineering  one  will  find  the  most 
contradictory  practice.  Oil  switches  for  600  volts  are  designed  and  installed  on  the 
back  of  the  switchboard,  operated  by  a  single  lever,  while  on  the  other  hand  they  are 
remote  controlled.  Again,  switches  for  10,000  volts  are  mounted  directly  on  the  back 
of  the  switchboard.  Also,  with  6000-volt  switches,  the  oil  chambers  for  the  indi- 
vidual phases  are  placed  in  large  and  very  expensive  masonry  cells,  the  access  to  which 
is  well  protected  by  specially  designed  fireproof  doors;  while  on  the  other  hand, 
with  50,000-volt  oil  switches,  all  phases  are  placed  in  a  single  sheet  metal  tank, 
unprotected  and  exposed  to  view.  In  addition  to  this,  the  former  is  operated  by 
motor  or  solenoid,  the  latter  by  lever  and  rods.  The  difference  between  America 
and  Europe  in  this  practice  is  clearly  indicated  in  accompanying  illustrations. 

To  go  still  further  in  citing  the  difference  existing  in  American  practice,  there  are 
60,000  and  80,000  volt  oil  switches  in  operation  which  have  the  phases  in  separate 
sheet  steel  tanks  exposed  to  view,  being  entirely  unprotected  by  masonry  construc- 
tion, as  is  done  in  the  6000-volt  switches.  Even  120,000- volt  oil  switches  of  the 
former  type  are  advocated. 

From  the  foregoing  contradictory  practice  it  will  be  observed  that  arguments 
about  the  danger  to  the  operating  force  from  exposed  high  tension  apparatus  are 
without  reason,  particularly  if  one  bears  in  mind  that  practice  has  proven  that 
220  volts  may  kill  as  readily  as  30,060  volts  and  higher.  It  is  evident  from  the 
above  that  much  could  be  saved  on  first  cost,  maintenance,  and  floor  space  in  the 
design  of  modern  oil  switches. 

Types.  Oil  switches  up  to  5000  volts  are,  according  to  American  practice,  of  the 
self  contained  oil  type;  they  are  made  up  of  a  sheet  steel  tank  with  partitions  to 
separate  the  phases,  and  lined  with  insulating  material.  The  lining  and  partitions 
are  frequently  made  of  wood.  The  contacts  of  the  switch  are  in  oil,  so  that  the  make 
and  break  are  made  submerged.  The  phases  are  usually  equipped  with  multiple 
break  contacts,  thus  securing  a  great  current  breaking  capacity. 

The  practice  regarding  the  operation  of  high  voltage  switches  varies  greatly.  In 
some  cases  2300-volt  switches  are  operated  by  remote  control  levers,  rods,  and  bell 
cranks,  or  by  motors  or  solenoids.  In  Swiss  practice,  10,000-volt  switches,  in  some 
instances,  are  mounted  on  the  back  of  the  switchboard  and  operated  by  hand  levers 
as  seen  in  Fig.  i.  Frequently  in  American  practice  switches  larger  than  5000  kilowatts 
capacity,  the  phases  are  submerged  in  individual  oil  tanks  and  have  multiple  break 
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contacts.    Each  pole  of  these  oil  switches  is  inclosed  in  a  separate  fircprcsof  structuie 
made  of  brick  or  concrete. 

The  use  of  soapstone  is  not  essential  and  it  must  be  borne  in  mind  that  it  readily 
Libsorbs  oil.  The  doors  to  the  tank  compartments  are  either  asbestos  fiber,  slate 
slabs,  or  wire  glass,  and  are  held  in  place  by  clamps,  or  hung  from  the  top  of  the 
compartment-  It  is  common  practice  on  the  continent  of  Europe  to  have  the  poles 
of  all  phases  for  any  voltage  in  one  sheet  metal  tank.  In  some  cases,  however,  phases 
are  placed  in  small  separate  oil  tanks  and  not  separated  by  partition  walls.     The 
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Fig.  3*  —  VVestingbouse  11,000- volt,  6oo-am|)cre,  Remote  Solenoid  Con tro lied,  3 -pole  OO 

Switch, 


oil  tanks  are  grouped  and  mounted  on  Iron  frames  In  compartments  of  reinforced 
concrcle  and  always  exposed  to  view.  Switches  or  circuit  breakers  of  this  construc- 
tion have  been  installed  up  to  50.000  volts  normal  capacity  (st*e  Fig.  2)* 

American  switches  for  60,000,  So,ooo,  100,000  volt.s  and  even  higher  are  designed 
on  the  same  principle  as  those  for  30,000  volt^.  They  are  eilhcr  top  or  bottom 
connected.  The  bottom  connected  switch  h  arranged  with  two  pots  fo^  '  nc 
pole  of  the  switch  mounted  on  a  common  horiy.onial  platform,  and  is  usnall.  ,  -  .,..^'d 
by  a  motor.  This  type  of  switch  requires  a  comparatively  small  amount  of  oil,  and 
has  a  further  advantage,  that  the  circuit  Is  opened  in  two  independent  receptacles 


Fir.,  4, — High  Tension  Ofl  Switch  Compartment,  Ontario  Power  Company. 

«^Wn  mf^talk-d  in  the  6o,ooo-%^olt  circuit  ot  the  Electrical  Development  Com- 
P**>y  Cff  Toronto  at  Niagara  Falls. 

The  lop  connecter!  switches  are  usually  solenoid  operated,  and  the  oil  tanks  are 
ui  sheet  metal*  The  two  stationary  contacts  forming  each  [x^Ie  are  located  near  the 
tnj>  nf  the  oil,  where  sediment  cannot  settle.     The  contacts  are  separated  by  barriers, 

'  STritailiQaid  Pnclke  for  V^oltag^  of  6o»ooo  and  upwards,  by  S»  Q,  Hafcs      Am.  ImU  E,  E.^  Jtme, 


Fig.  6. — ti,ooo  and  50,000-volt  Switsches  and  Substation,  Castellimza,  Italy, 

^kers  is  to  protect  the  generators  and  transformers  from  overloads,  reversal  of 
tUrrentj  and  excess  voltage,  for  which  purpose  (a)  overload  relays,  (b)  reverse 

^^61  relays,  (c)  over*voltage  relays,  are  installed. 

(«i)  Ctvcrload  Relays.    Overloads  in  most  cases  arc  caused  by  short  circuits  on 
Bttc,    The  common  praclice  is  to  maintain  the  short  circuit  and  burn  it  out 

^tre  are  cases,  however,  where  the  short  circuit  cannot  be  burned  out,  and  to 
tiUia  it  would  damage  the  h'ne.     To  prevent  long  and  excessive  shorts  from 
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damaging  the  line,  the  circuit  breakers  are  provided  with  an  overload  relay,  which 
will  cause  them  to  open  in  a  certain  set  time  after  the  short  is  established.  The 
tinae  varies  usually  from  one  to  five  seconds,  depending  upon  the  setting  of  the  time 
limit  of  the  relay. 

(b)  Reverse  Current  Relays.  The  reversals  of  current  are  caused  chiefly  by 
synchronous  apparatus  connected  on  the  line,  such  as  synchronous  motors  and 
rotary  converters.  Cases  sometimes  arise  that  these  machines  instead  of  absorbing 
power  will  pump  it  back,  and  when  this  happens  there  is  usually  trouble,  especially 
if  there  are  underground  conduits  in  the  system.  To  prevent  any  damage  from  this 
source,  the  power  house  circuit  breakers  arc  provided  with  reverse  current  relays, 
which  cause  the  breaker  to  open  upon  reversal  of  line  current. 

{c)  Overload  Voltage  Relays.  The  over-voltage  relay  causes  the  breaker  to  open 
upon  excess  of  normal  voltage,  due  to  over-excitation  or  poor  line  regulation.  The 
former  difficulty  is  under  the  control  of  the  operator,  while  the  latter  is  under  the 
control  of  the  designing  engineer  and  may  be  eliminated.  These  relays  are  not 
extensively  used  on  high  tension  systems. 
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CHAPTER   VIII. 
ELECTRICAL  TRANSMISSION. 

A  TRANSMISSION  line  should  run  at  low  levels  and  near  highways,  to  facilitate 
erection,  inspection  and  repair;  it  must  further  be  borne  in  mind  that  the  line  must  be 
as  straight  and  short  as  possible,  to  minimize  first  cost,  maintenance,  line  loss,  and 
the  expenditure  for  securing  the  right  of  way.  Where  the  line  runs  through  moun- 
tainous countries,  high  peaks  must  be  avoided,  because  the  temperature  range 
between  peak  and  valley  is  great  and  atmospheric  electrical  discharges  are  frequent. 
It  is  therefore  better  policy  to  detour  the  line  than  be  troubled  with  atmospheric 
discharges. 

For  high-tension  lines,  two  separate  circuits  must  be  run  either  on  a  common  or 
two  separate  towers,  so  that  one  is  always  in  reserve.  Such  lines  must  be  divided 
up  into  sections,  provided  with  section  switches  and  by-pass  connections,  so  that  a 
continuity  of  service  is  assured.  The  sections  may  be  about  20  miles  long,  and  at 
the  end  of  each  section  must  be  a  repair  shop  and  accommodations  for  the  patrolman, 
whose  duty  is  to  inspect  the  section  once  or  twice  a  day.  All  poles  and  towers  must 
be  properly  numbered  to  facilitate  the  location  of  trouble. 

Telephone  connections  must  be  established  at  the  patrolman's  quarters  and  at 
frequent  intervals.  For  further  convenience,  portable  telephones  may  be  used. 
The  telephone  line,  in  duplicate,  is  best  run  on  separate  poles,  and  is  also  used  for 
telegraph  purposes.  These  lines  must  be  for  the  exclusive  use  of  the  transmission 
company. 

TRANSMISSION    CONDUCTORS 

Strength  of  Conductors.  Aerial  lines  transmit  the  electrical  energy  from  hydraulic 
plants  to  the  center  of  distribution.  The  material  used  for  conductors  is  copper, 
bard  or  soft  drawn,  aluminum  and  steel;  all  three  are  used  in  cable  form,  while 
copper  is  sometimes  used  as  solid  conductor. 

For  transmission  purposes,  hard  drawn  copper  is  almost  always  used,  as  it  has  an 
ultimate  tensile  strength  of  60,000  pounds  per  square  inch,  while  that  of  soft  drawn 
copper  is  only  30,000  pounds.  The  resistance  of  the  former  is  5  per  cent  greater 
tban  that  of  the  latter.  Aluminum  has  a  tensile  strength  of  about  28,000  pounds; 
while  steel  varies  greatly,  it  averages  100,000  pounds. 
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Elasticity  of  Conductors.   The  elasticity  of  a  cable  is  much  greater  than  that  of 
a  solid  wire,  therefore  cables  are  preferable  for  long-span  transmission  lines. 


TABLE    I.  — MODULUS 

OF    ELASTICITY. 

Copper  wire,  hErd  drawn 

19,500,000 
16,300,000 
10,200,000 
28,000.000 

Copper,  hard  drawn  cable  strand 

Aluminum,  hard  drawn 

Steel  wire 

TABLE    II.  —  COEFFICIENT    OF    EXPANSION    PER    DEGREE 
FAHRENHEIT. 


Copper . . . 
Aluminum 
Steel 


0.0000096 
0.0000130 
0.0000064 


From  the  tables  it  will  be  seen  that  steel  cables  compare  very  favorably  for  long 
spans,  but  the  disadvantage  is  the  low  conductivity,  being  only  12,  while  that  of 
copper  is  100. 

Cables  as  Conductors.  The  strands  in  a  cable  must  be  continuous,  to  give  it 
uniform  strength  and  conducting  area.  The  lengths  of  cable  obtainable  are  longer 
than  those  of  a  solid  conductor,  for  the  reason  that  a  cable  is  made  up  of  a  number 
of  small  strands,  each  of  which  is  made  from  the  same-sized  ingot  as  a  larger  con- 
ductor. The  weights  of  cables  are  calculated  about  one  per  cent  heavier  than  a  solid 
wire  of  the  same  circular  millage,  while  the  resistance  is  calculated  for  a  solid  con- 
ductor. The  number  (n)  of  strands  in  a  cable  of  given  circular  millage  (CM.), 
composed  of  wires  of  diameter  (d),  is  found  by  the  following  formula: 

CM.  =d^  xn. 
CM. 


n 


=v/^ 


CML 

n 


The  diameter  of  a  cable  is  found  by  multiplying  the  diameter  of  one  wire  by  the 
factors  given  in  Table  III,  according  to  the  number  of  strands  composing  the  cable. 
Another  convenient  table  on  this  subject  is  found  in  the  appendix. 


TABLE    III. —  STRAND    FACTOR. 


Number  of   strands 

Factor 

3 

2.25 

7 

3.00 

12 

4.25 

19 

5.00 

27 

6.25 

ELECTRICAL  TRANSMISSION.  217 

Spacing  of  Conductors.  The  spacing  of  conductors  depends  on  the  voltage  and 
on  the  length  of  the  spans,  and  varies  from  24  to  96  inches.  The  increase  in  spacing 
increases  the  inductive  drop,  and  also  the  line  loss.  There  arc  no  fixed  rules  estab- 
lished for  the  spacing  of  conductors.  The  following  are  approximate  distances:  for 
voltages  from  5000  to  10,000,  24  to  36  inches;  for  10,000  to  30,000,  36  to  60  inches; 
for  30,000  to  60,000,  60  to  84  inches;  for  60,000  to  100,000  and  higher,  from  84  to 
96  inches. 

Characteristics  of  Conductors.  Comparing  the  specific  gravities  of  aluminum  and 
copper,  the  latter  is  about  3.3  times  greater  than  the  former,  so  that  for  cables  of 
equal  length  and  resistance,  the  copper  cable  is  twice  as  heavy  as  the  aluminum. 
As  the  tensile  strength  is  only  about  28,000  pounds  per  square  inch,  aluminum  wires 
must  be  used  only  in  the  form  of  a  cable.  For  equivalent  conditions,  the  diameter 
of  an  aluminum  cable  is  1.28  times  that  of  copper,  while  the  cross-sectional  area  is 
about  1.65  times  larger,  because  the  conductivity  of  aluminum  is  only  63  per  cent 
that  of  copper.  Cables  present  a  larger  surface  to  the  wind,  and  also,  for  the  forma- 
tion of  ice.  The  advantages  gained  in  the  use  of  aluminum  are,  cheaper  than  copper 
and  light  weight,  which  in  turn  reduces  the  cost  of  pole  line  construction.  Owing 
to  the  high  coefficient  of  expansion,  aluminum  wires  must  be  strung  either  in  the 
spring  or  fall,  preferably  the  latter.  Heretofore,  much  difficulty  was  experienced 
in  splicing  cables  of  aluminum;  this  has  been  overcome  in  recent  practice. 

According  to  the  laws  of  transformation  of  alternating  currents,  the  higher  the 
voltage,  the  smaller  the  current  for  a  given  amount  of  power,  and  vice  versa.  So 
far  as  the  transmission  line  itself  is  concerned,  the  highest  voltage  which  can  commer- 
cially be  produced,  is  the  best  voltage.  A  small  current  on  the  line  means  that  the 
size  of  wire  can  be  reduced  until  the  mechanical  strength  of  the  wire  predominates. 
The  use  of  high  voltages  reduces  the  line  drop,  losses  in  transmission,  and  gives  better 
regulation  than  low  voltages. 

Size  of  Conductors.  The  essential  factors  necessary  for  calculating  the  size  of 
line  conductors  are:  the  load  to  be  transmitted,  the  voltage  desired  at  the  receiving 
end,  the  permissible  loss  of  energy  in  transmission,  the  frequency,  spacing  of  the 
wires  on  the  cross-arms,  length  of  transmission  line. 

The  size  of  conductors  is,  for  standard  sizes,  usually  designated  by  a  number; 
for  sizes  larger^  they  are  designated  by  their  cross-sectional  area  in  circular  mils. 
The  largest  standard  size  is  0000  and  is  0.46  of  an  inch  in  diameter. 

The  circular  mil  is  the  thousandth  part  of  an  inch,  and  is  chosen  as  the  unit  of 
measurement  for  electrical  conductors.  Thus  the  diameter  of  a  one-inch  cable  is 
1000  mils,  and  its  area  is  a  million  circular  mils  or  (1000)'  circular  mils. 
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In  calculating  the  size  of  transmission  conductors  it  is  poor  policy  to  use  a  larger 
conductor  than  is  absolutely  necessary.  This  fact  is  well  illustrated  in  a  law 
developed  by  Lord  Kelvin,  and  known  by  that  name.  The  usual  way  of  stating 
it  is:  "  The  most  economical  area  of  conductor  will  be  that  for  which  the  annual 
interest  on  the  capital  outlay  equals  the  annual  cost  of  the  energy  wasted."  A 
more  precise  statement  of  the  same  thing  is  given  by  Gisbert  Kapp/  '*  The  most 
economical  area  of  conductor  is  that  for  which  the  annual  cost  of  the  energy  wasted 
is  equal  to  the  interest  on  that  portion  of  the  capital  outlay  which  can  be  considered 
to  be  proportional  to  the  weight  of  the  metal  used." 

Direct  Current  Conductors.  For  calculating  the  size  of  conductors  for  direct 
current  distribution  the  following  formulas  sufl&ce: 

K.W.  X  looo 

E 

2  X  D  X  I  X  11         .       ,        J...1         ., 
« =  sj2e  of  conductor  m  circular  mils. 

Exp 

K.W.  =  load  in  kilowatts. 
/  =  current. 
E  =  voltage. 

D  =  distance  one  way  in  feet. 
II  =  resistance  of  copper  per  mil-foot. 
p  =  percentage  drop  in  voltage. 

Direct  Current  Problem.  For  example,  it  is  desired  to  transmit  500  K.W.  at 
500  vohs  for  a  distance  of  two  miles  with  a  line  drop  of  10  per  cent. 

2  miles  =  5280  X  2  =  10,560  ft. 

SCO  X  1000 

Then  /  =  — =  1000  amp. 

500 

^  ^,         2  X  10,560  X  1000  X  II  ^   ^ 

CM.  = =  4,646,400. 

500  X  o.io 

Upon  consulting  the  wire  tables  it  will  be  seen  that  this  is  not  of  standard  size, 
in  fact  it  is  a  little  less  than  22  wires  of  No.  0000,  the  largest  standard  siase. 

Suppose  22  wires  were  used.  The  resistance  of  the  whole  circuit  is  one  twenty- 
second  of  one  circuit  of  No.  0000.  The  resistance  of  No.  0000  is  about  0.05  ohm 
per  1000  feet.     The  resistance  for  the  whole  is  2  X  10.56  X  .05  -^  22  =  0.048  ohm. 

To  check  up  results  on  this  assumption, 

Voltage  drop  =  0.048  X  1000  =  48  volts. 

48 

X  100  =  9.6  per  cent,  line  drop. 

500 

(1000)^  X  0.048  -^  1000  =  48  K.W.,  line  loss. 

48  -^  500  X  100  =  9.6  per  cent,  energy  loss  in  transmission. 

*  EcoQomical  Conductor  Section,  by  Frank  G.  Baum.     Electrical  World,  May  25,  1907. 
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If  in  the  above  calculations  the  voltage  be  doubled,  the  size  of  the  wire  will  be 
only  one-quarter  as  great;  that  is,  the  amount  of  copper  varies  inversely  as  the  square 
of  the  voltage. 

Alternating  Current  Conductor.  In  the  calculations  of  alternating  currents  new 
factors  have  to  be  taken  into  consideration,  and  their  value  depends  upon  the  fre- 
quency and  the  distance  the  wires  are  apart,  etc.  In  direct  current  transmission  the 
los;ses  can  be  calculated  either  £  X  /  or  PR,  but  in  alternating  current  only  PR 
gives  the  real  loss;  E  X  I  gives  the  apparent  loss. 

Alternating  Current  Problem.  For  single  phase  transmission  the  following  exam- 
ple gives  approximate  results.  Suppose  a  load  1000  K.W.  is  to  be  received  at  a 
distance  of  ten  miles  at  10,000  volts,  frequency  25  cycles,  power  factor  0.85,  line 
loss  ID  per  cent,  wires  spaced  36  inches  apart. 

1000  K.W.  =  actual  energy. 

1000  -^  0.85  =  1 176.4  K.W.,  apparent  energy. 

1176.4  X  1000  ^  10,000  =  117.64  amperes. 

PR  =  (117.64)'/?  =  line  loss. 

Also  1000  K.W.  X  10  per  cent  =  100  K.W.,  line  loss. 

Then  (117.64)'  X  /?  =  100  X  1000. 

_  100    X    1000  ,  /.    .    IX 

R  =  — — —  =  7.23  ohms  (total). 

(117.64)' 

7.2'^   X   1000 

Resistance  per  1000  feet  =  =  0.0684  ohm. 

2  X  loX  5280 

This  corresponds  nearly  to  a  No.  00  wire,  which  has  a  resistance  of  0.076  ohms 
per  1000  feet. 

The  resistance  of  the  circuit  with  No.  00  is 

5.280  X  2  X  10  X  0.076  =  8.02  ohms. 

1 1 7.6  X  8.02  =  941  volts;  resistance  volts. 

To  calculate  the  drop  due  to  reactance,  recourse  to  Table  VII  is  necessary.  It 
represents  the  reactance  volts  per  ampere  per  1000  feet  of  line  (2000  feet  of  wire) 
at  60  cycles.  For  distances  not  given  in  the  tables  interpolations  arc  made  directly. 
From  the  table  the  constant  for  No.  00  placed  at  36  inches  is  0.254.  This  is  the 
drop  per  ampere  at  60  cycles.  As  this  value  varies  directly  with  the  frequency,  for 
25  cycles  the  reactance  volts  are 

105.6  (thousands  of  feet)  X  117.6  X  0.254  X  —  =  1314. 

60 

The  line  drop  is  not  current  X  resistance,  but 


\/(94i)'  +  (1314)'  =  1597- 
1597  "^  (10,000  +  1597)  X  100  =  13.77  per  cent,  drop  in  generator  station  voltage. 
(117.6)*  X  8.02  -J-  1000  =  17.24  K.W.,  line  loss. 
17.24  -5-  (1000  +  17.24)  X  100  =  16.9  per  cent,  loss  of  energy  in  transmission. 
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TABLE   IV.  —  COMPARISON    OF   WIRE    GAUGES. 


No. 


OCXXXX). 
OOCXX). 

oooo, 
ooo, 

oo 

o 

I 

2 

3 
4 
5 
6 

7 
8 

9 

lO 

II 

12 

13 

14 

15 
i6 

17 
i8 

19 

20. 
21. 
22. 

23 

24. 


A.  W.  G. 

Brown  &  Sharpe. 

(B.  &  S.  G.) 


Diam. 
Mils. 


580.00 
516.50 
460.00 
409.64 

364.80 
324.86 
289.30 
257- 63 

229.42 

204.31 
181.94 
162.02 

144.28 
128.49 

114.43 
101.89 

90.  742 
80.808 
71.964 
64.084 

57.068 
50.820 

45-257 
40.303 

35.890 
31.961 
28.462 
25.347 

22.571 
20. 100 


Cir. 
Mils. 


336,400 
266,772 
211,600 
167,805 

i33»o79 

105,534 

83*694 

66,373 

52,633 
41,742 
33,102 
26,250 

20,817 
16,509 

13,094 
10,381 

8,234. 1 
6,529.9 

5,178.4 
4,106.8 

3,256.8 
2.582.7 
2,048.2 
1,624.3 

1,288.1 
1,021.5 
810.08 
642.47 

509.45 
404.01 


Stubs. 
Birmingham. 
(B.  W.  G.) 


Diam. 
MiU. 


454 
425 

380 
340 
300 
284 

259 
238 
220 
203 

180 

165 
148 

134 

120 

109 

95 

83 

72 
65 
58 
49 

42 
35 
32 
28 

25 
22 


Cir. 
Mite. 


306,116 
180,625 

144,400 

115,600 

90,000 

80,656 

67,081 

56,644 
48,400 
41,209 

32,400 
27,225 
21,904 
17.956 

14,400 

11,881 

9,025 

6,889 

5.184 
4,225 
3.364 
2,401 

1,764 

1,225 

1,024 

784 

625 

484 


(N.  B.  S.) 

English  Standard. 

(S.  W.  G.) 


Diam. 
Mite. 


464 
432 
400 
372 

348 
324 
300 
276 

252 
232 
212 
192 

176 
160 
144 
128 

116 

104 

92 

80 

72 
64 
56 
48 

40 
36 
32 
28 

24 


Cir. 

Mite. 


215,296 
186,624 
160,000 
138,384 

121,104 

104,976 

90,000 

76,176 

63.504 
53.824 
44,944 
36.864 

30,976 
25,600 
20,736 
16,384 

13.456 

10,816 

8,464 

6,400 

5.184 
4,096 
3.136 
2,304 

1,600 

1,296 

1.024 

784 

576 
484 


A.  S.  &  W.  Co. 

Washburn  &  M. 

Roebling's. 


Diam. 
Mite. 


460 

430 
394 
363 

331 

307 
283 
263 

244 
225 
207 
192 

177 
162 
148 
135 

121 

106 

92 

80 

72 
63 
54 
48 

41 
35 
32 
29 

26 
23 


Cir. 

Mite. 


211,600 
184,900 

154,764 
131,406 

109,561 

94.249 
80,089 
69,169 

59,536 
50.625 
42,849 
36.864 

31.329 
26,244 
21,904 
18,225 

14,520 

11,130 

8,464 

6,400 

5.184 
3.969 
2,916 
2,256 

1,681 

1.225 

1,024 

818 

666 
529 


N.  B.  —  S.  W.  G.  has  No.  0000000;  diameter,  500  mite;  area,  250,000  cir.  mite. 
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TABLE    v.  — SOLID    COPPER    WIRE. 
BARE  AND  INSULATED. 


DUxn 

.  MUs. 

Weight,  pounds. 

Carrying  ca- 

Resistance. 
Int.  Ohms.  ao°C. 

pacity.     * 

Amp. 

No. 

Area. 

T>- 

T.  B. 

(68°  F.)- 

Matt.  Std. 

fi.ftS 

Bare. 

T.  B. 

Weather 

Cir.  Mils. 

Bare. 

Weatherproof. 

16°  F. 
rise, 

3a°F. 

rise. 

proof. 

1000'. 

Mile. 

1000'. 

Mile. 

1000'. 

Mile. 

con- 
cealed. 

open. 

u 

460 

780 

211,600 

640.5 

3.381 

754 

3.980 

.04893 

.2583 

210 

312 

j      000 

409.6 

700 

167,805 

508.0 

2,682 

614 

3.240 

.06170 

.3258 

177 

262 

364.8 

635 

133.079 

402.8 

2,127 

486 

2,570 

.07780 

.4108 

150 

220 

324.9 

590 

105.534 

319.5 

1,687 

388 

2,050 

.09811 

.5180 

127 

185 

. 

289.3 

550 

83,694 

253.3 

1.337 

312 

1,650 

. 12370 

.6531 

107 

156 

* 

257.6 

515 

66,373 

200.9 

1,062 

254 

1,340 

•  1560 

.8237 

90 

131 

^ 

229.4 

450 

52.633 

159.3 

841. 1 

201 

1,060 

.1967 

1.0386 

76 

no 

* 

204.3 

430 

41,742 

126.4 

667.4 

163 

860 

.2480 

1.3094 

65 

92 

5 

181. 9 

400 

33,102 

100.2 

529.0 

134 

710 

.3128 

I. 6516 

54 

77 

6 

162.0 

360 

26,250 

79.46 

419.5 

112 

590 

.3944 

2.0824 

46 

65 

7 

144.3 

335 

20,817 

63.02 

332.7 

89 

470 

.4973 

2.6257 

39 

55 

8 

128.5 

280 

16,509 

49.98 

263.9 

73.8 

390 

.6271 

3.31" 

ZZ 

46 

9 

"44 

255 

13,094 

39- 63 

209.2 

60.6 

320 

.7908 

4.1754 

28 

38 

lO 

101.9 

220 

10,381 

31.43 

166.0 

50.2 

265 

•9972 

5.2652 

24 

32 

II 

g^Z^ 

20s 

8,234 

24.93 

131.6 

42.6 

225 

1.257 

6. 6370 

20 

27 

12 

80.81 

185 

6,530 

19.77 

104.4 

35-0 

185 

1.586 

8.374 

17 

23 

'3 

71.96 

170 

5.178 

15.68 

82.79 

30.3 

160 

1.999 

10.560 

14 

19 

14 

64.08 

160 

4,107 

12.43 

65.63 

259 

137 

2.521 

13. 311 

12 

16 

15 

57.07 

155 

3.257 

9.858 

52.05 

22.7 

120 

3-179 

16.785 

9 

12 

i6 

50.82 

150 

2,583 

7.818 

41.28 

19.9 

105 

4.009 

21.168 

6 

8 

17 

45.26 

147 

2,048 

6.  200 

32.74 

18.0 

95 

5.055 

26.690 

4.5 

6.5 

i8 

40.30 

145 

1,624 

4.Q17 

25.96 

16. 1 

85 

6.374 

33.655 

3 

5 

19 

35.89 

140 

1,288 

3.899 

20.59 

14.2 

75 

8.038 

42.440 

2.3 

4 

ao 

31.96 

135 

1,022 

3.092 

16.33 

12.3       65 

1 

10. 14 

53.540 

'•^1 

3 

A.I.E.E. 

s.u.c.c. 

A.  I.  E.  E. 

Average.* 

A.  L 

E.  E. 

Nat.  Elec.  Code. 

'  Std.  Und.  Cable  Co.,  J.  A.  Roebling's  Co..  Amer.  Elec.  Works,  Gen.  Elec.  Co.,  Amer.  St.  ft  W.  Co..  Hazard 
MCg.  Co. 
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HYDROELECTRIC  DEVELOPMENTS  AND  ENGINEERING. 


TABLE   VL  — STRANDED    COPPER    WIRE. 
BARE  AND  INSULATED. 


No.  and 
Diam.  of 
Strands 
or  Size 
B.  &S. 

Diam.  Mils. 

Area. 
Cir.  Mils. 

Weight 

,  ix>unds 

. 

Resistance. 
Int.  Ohms,  ao°C. 
(68°  F.)  Matt.Std. 

Carrying 
capacity. 
Amperes. 

Bare. 

T.  B. 
Weather- 
proof. 

Bare. 

T.  B. 
Weatherproof. 

xooo'. 

Mile. 

16°  F. 
rise, 
con- 
cealed. 

ja^F. 
rise, 
open. 

xooo'. 

Mile. 

1000'. 

Mile. 

91/. 128 
91/. 117 
61/.  128 
61/.  125 

1,408 
1.287 
1.152 
1,125 

1.875 
i»77S 
1.635 
1,600 

r.  500,000 

1,250,000 

1,000,000 

950,000 

4,575 
3.813 
^•S^o 
2,898 

24,156 
20,132 
16,104 
15.299 

5.335 
4,450 
3,610 
3.450 

28,169 
23,496 
19,061 
18,216 

.006902 
.008282. 
•010353 
.010900 

.03644 

.05466 
•OS75S 

850 
750 
650 
625 

1,360 

1,185 

1,000 

960 

61/.  121 
61/. 118 
61/. 115 
61/. Ill 

1,092 

1,062 

1.035 

999 

1.525 
1,500 

1.475 
1.425 

900,000 
850,000 
800,000 
750,000 

2.745 
2,593 
2,440 
2,288 

14,494 
13,688 
12,883 
12,078 

3,268 
3,083 
2,905 
2,730 

17,255 
16,278 

15.338 

14.415 

.01150 
.01218 
.01294 
.01380 

.06072 
.06431 
.06832 
. 07286 

600 

575 
550 
525 

920 
880 
840 
Soo 

61/. 107 
61/. 103 
61/. 099 
61/.  095 

963 
927 
891 

855 

1.405 
1,375 
1.350 
1,300 

700,000 
650,000 
600,000 
550,000 

2,135 
1,983 
1,830 
1.678 

11.273 

10,468 

9,662 

8,857 

2,569 
2.393 
2,215 
2,040 

13.565 
12,635 
11,695 
10.771 

.01479 
•OIS93 

.01882 

.07809 
.08411 
.09108 
•09937 

500 

475 
450 
420 

760 
720 
680 
635 

61/.  091 
37/.110 
37/- 104 
37/. 097 

819 
770 
728 
679 

1,250 
1,200 
1,190 
1,125 

500,000 
450,000 
400,000 
350,000 

1.525 
1.373 
1,220 
1,068 

8,052 

7,247 
6,442 
5.636 

1,870 
1,694 

1,529 
1,320 

9.875 
8,945 
8,075 
6,970 

. 02070 
.02300 
.02588 
.02958 

.10930 

.12144 
.13664 
.15618 

390 
360 
330 
300 

590 
545 
500 
450 

37/. 090 

37/. 083 

ooooB&S 

000     " 

630 
590 
530 
470 

95S 

920 
805 
750 

300,000 
250,000 
2 1 1 ,600 
167,805 

915 
762 

641 
508 

4.831 
4,026 

3.381 
2,682 

1. 133 
940 

650 

5.982 
4,963 
4.115 
3.432 

•03451 
.04141 

.04893 
.06170 

.18221 
.21864 
•2583 
•3258 

270 
235 

2X0 
177 

400 
350 

262 

00     *' 

0  " 

1  " 

2  " 

420 
375 
330 
291 

660 
615 

575 
535 

133.079 

105,534 

83,694 

66,373 

403 
320 

253 
201 

2,127 
1,687 

1.337 
1,062 

527 
430 
326 
270 

2,785 
2,270 
1,722 
1,426 

.07780 
.09811 
.12370 
.15600 

.4108 
.5180 
.6531 
•8237 

150 

127 

107 

90 

220 
185 
156 
131 

3  " 

4  " 

261 
231 

475 
415 

52,633 
41.742 

159 
126 

841 
667 

2X8 

176 

1,150 
930 

. 19670 
.2480 

1.0386 
1.3094 

76 
65 

no 

92 

Haz.  M.C. 

J.AR 

Haz.  M.C. 

AI.E.E. 

J.  A.  Ro 

cbling's 

Haz.  \ 

Ifg.  Co. 

A.I 

E.  E. 

Nat  Elec.  Code 

ELECTRICAL  TRANSMISSION. 
TABLE    VII.  —  REACTANCE    VOLTS. 
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Distance  apart  of  conductors  in  inches. 

Siseof 

1 

za-inch. 

1 8- inch. 

a  4- inch. 

30- inch. 

36-inch         48-inch.        96-inch 

0000 

.193 

.212 

.225 

•235 

•  244 

251 

't^ 

000 

.199 

.217 

.230 

.241 

.249 

255 

287 

00 

.204 

.222 

.236 

.246 

.254 

262 

294 

0 

.209 

.228 

.241 

•251 

.259 

267 

299 

I 

.214 

'^^ 

.246 

.256 

.265 

273 

305 

2 

.220 

.238 

.252 

.262 

.270 

277 

309 

3 

.225 

.244 

.257 

.267 

•275 

282 

314 

4 

.230 

•249 

.262 

.272 

.281 

294 

326 

5 

.236 

•254 

.268 

.278 

.286 

299 

331 

6 

.241 

.260 

.272 

.283 

.291 

305 

337 

I 

.246 

.265 

.278 

.288 

.296 

310 

342 

.252 

.270 

.284 

.293 

.302 

315 

347 

TABLE    VIII.  — WEIGHT    AND    STRENGTH    OF   ELECTRICAL    WIRES. 


No. 
B.  AS. 

Weight.  - 

-Poxxnds 

per  1000  feet  (bore). 

Breaking  weight.  —  Poimds. 

Copper 

ftPhono- 

Elec. 

Alum- 

Wrought 

Copper  H 

Capper* 

Phono- 

Alum- 

Chanoal 

Crucible 

inum. 

Iron. 

Steel. 

Hard. 

Soft. 

Eliictric, 

inum. 

Iron. 

Steel, 

Bright 

Otdixi(u-y 

0000 

640.5 

192.86 

553.97 

565.50 

8,3 10 

5-650 

11,460 

4iiSO 

13,000 

16,250 

000 

508.0 

152.94 

439.33 

448.45 

6.580 

4,480 

9.140 

3*290 

10,400 

I3tOOO 

00 

402.8 

121.28 

348.40 

355.65 

5,326 

3'SS3 
2,8  tS 

7i4oo 

jj6jo 

8.350 

10,430 

0 

319- 5 

96.18 

276.30 

282.02 

41558 

6.300 

2,070 

6,650 

8,300 

I 

253.3 

76.29 

219. II 

223.68 

3p746 

3.234 

5^^S<^ 

1,640 

5.4SO 

6,810 

2 

200.9 

60.50 

173.78 

177.38 

3pI^9 

1.772 

4, [80 

1-300 

4.300 

5-370 

3 

159.3 

47.97 

137.80 

140. 67 

3,480 

1*405 

3p36o 

1,030 

hSS"^ 

4.430 

4 

126.4 

38.05 

109.28 

III-57 

1,967 

1. 114 

2,700 

S19 

2*850 

3.560 

5 

100.2 

30.17 

86.68 

88.46 

^^559 

bHs 

2,080 

650 

2,300 

2,875 

6 

79.5 

23 -93 

68.73 

70.15 

'%^ 

700 

1,680 

5^ 

1,850 

^i3io 

7 

63.0 

18.98 

54.43 

55- 56 

555 

1*350 

4o3 

1,500 

'.87s 

8 

50.0 

15.05 

43.23 
34.28 

44.12 

778 

440 

1.07s 

324 

1,200 

1,500 

9 

39.6 

11.93 

34.99 

6^7 

349 

850 

^SS 

970 

li?10 

10 

31.4 

9.46 

27.18 

27- 74 

489 

277 

68s 

204 

76s 

955 

II 

24.9 

7.51 

21.56 

22.01 

3SS 

ai9 

545 

162 

610 

762 

12 

19.8 

5.95 

17. 10 

17.46 

307 

174 

420 

12^ 

490 

612 

13 

15.7 

4.72 

13.56 

13.84 

245 

138 

340 

103 

395 

493 

14 

12.4 

3-74 

10.75 

10.98 

193 

109 

270 

84 

3'S 

394 

15 

9.9 

2.97 

8.53 

8.70 

^53 

87 

2  30 

67 

2SS 

319 

16 

7.8 

2.35 

6.76 

6.90 

133 

69 

180 

52 

205 

^56 

17 

6.2 

1.87 

5.36 

5-47 

97 

55 

135 

42 

170 

2t2 

18 

4.9 

1.48 

4.25 

4.34 

77 

43 

107 

34 

135 

169 

19 

3.9 

1. 17 

3.37 

3-44 

61 

34 

86 

27 

no 

137 

20 

3.1 

•93 

2.67 

2.73 

48 

27 

fo 

?f 

r>o 

TT2 

Weight 

t. — Poundi 

i  per  cubic 

inch. 

1 

Ensile  stre 

ngth.  —  P< 

>und8  per  ! 

quare  inch 

50,000 

69,000 

25,000 

78,000 

97,000 

.322 

.0967 

.278 

.284 

60,000 

34,000 

85,000 

39,000 

112,000 

140,000 

^ 

authority 

B.  B.  Co. 

PftUbufgh  Reduction  Co. 

Bridgeport  Brass  Co. 

P.  R.  Co. 

Trenton  Iron  Co. 

1 
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HYDROELECTRIC  DEVELOPMENTS  AND  ENGINEERING. 


TABLE    IX. —  AMERICAN    AND    ENGLISH    STANDARD    COPPER    CABLE. 

STRANDED.   BARE. 


Diam 

Cable. 

Area. 

Weight. 

Resistance.  —  Int. 

Ohms. 

English. 
No.  and 

American. 

B.  &S. 

Diameter 
of  Single 

Lb. 

Kilog. 

Matt.  Std 

.-ao°C. 

60°  F. 

Strands. 

Inch. 

mm. 

Sq.  In 

Sq.  mm. 

Cir.  Mil. 

T  000ft. 

Kilom. 

1000 
Yd. 

i 

1000  Ft. 

Kilom. 

7/068 

.204 

5  18 

.025 

16.  13 

32,400 

100 

149 

.320 

1.050 

.962 

4 

•231 

5.87 

.0328 

21.15 

41,742 

126 

189 

.2480 

.814 

3 

.261 

6.63 

.0413 

26.65 

52,633 

159 

238 

.1967 

.6452 

7/095 

.285 

7- 24 

.050 

32  30 

63.150 

193 

287 

.1640 

•5380 

•493 

2 

.2QI 

7  30 

.0521 

33-65 

66.373 

201 

302 

.1560 

•5119 

I 

'330 

8.38 

•0657 

42.40 

83.694 

253 

380 

.1237 

.4058 

19/. 072 

.360 

9.14 

.075 

48.40 

98.500 

304 

453 

.1051 
.09811 

.3446 

317 

0 

•375 

952 

.0829 

53.48 

105.534 
127,800 

320 

479 

•  3220 

19/082 

.410 

10.41 

.100 

64.52 

394 

586 

.08100 

•2655 

.244 

oo 

.420 

10  67 

.1045 

67  50 

133.079 

403 

605 

.07780 

.255a 

19/. 092 

.460 

11.68 

•125 

81.50 

160.800 

496 

738 

.06440 

.2112 

.194 

ooo 

.470 

11.94 

.132 

85.00 

167,805 

513 

766 

.06170 

.2024 

19/. lOI 

•505 

12.83 

.150 

98.20 

193.800 

594 

886 

.05340 

.1752 

.iai 

oooo 

.530 

13.46 

.166 

107.2 

211,600 

645 

960 

.04893 

.1606 

'37/."  082 

•574 

14.59 

.200 

I2Q.O      ' 

248,500 

768 

1,144 

.04170 

.1367 

•125 

250,000  cm. 

•590 
.630 

14.99 
16.00 

.196 
.236 

126.7 
152.0 

250,000 
300,000 

762 
915 

1. 135 
1.362 

.04141 
.03451 

.1360 
.1132 

300,000   " 

37/-IOI 

•707 

17.96 

.300 

194.0 

377.200 

1,165 

1.735 

.02748 

.0901 

.0827 

400,000   " 

.728 

18.50 

.3M 

202.  7 

400,000 

1,220 

1,815 

.02588 

.0849 

500,000   " 

.8ig 

20.80 

•393 

253.4 

500,000 

1.525 

2,268 

.02070 

•0679 

61/. 092 

.828 

2 I . 03    . 400 

258.5 

5 1 6,000 

1.591 

2,372 

.02008 

.0662 

.0605 

600,000   " 

.891 

22.63    .471 

304.0 

600,000 

1,830 

2.725 

.01725 

.0566 

61/. lOI 

.909 

23.10 

.500 

323.0 

622,000 

1,921 

2,860 

.01666 

.05468 

.0502 

700,000  " 

.963 

24.48 

•550 

354.7 

700,000 

2,135 

3.180 

.01479 

. 04850 

61/.  no 

.990 

25-  »5 

.600 

388.0 

738,000 

2,279 

3.390 

.01403 

.04602 

.0423 

800,000  " 

I -035 

26.  30 

.628 

40s   4 

800,000 

2,440 

3.630 

.01294 

.04250 

91/. 098 

1.078 

27.40 

.700 

452.0 

874,000 

2,698 

4,015 

.01185 

.03888 

.0357 

91/. 104 

1. 144 

29.06 

.800 

451-7 

984,000 

3.038 

4,524 

.01052 

.03450 

•0317 

1,000,000" 

I.  152 

29.25 

.785 

506.7 

1 ,000,000 

3.050 

4.540 

•01035 

.03396 

B 

R-C 

C 

D-B-C 

C 

A-C 

R-B 

C 

A 

C 

B 

AUTHORITIES.  —  A— Amer.  Inst.  Elec.  Eng  ;  B— Standard  of  Cable  Makers*  Ass.,  Feb.  5.  1905,  England; 
C — Calculated  from  Strand  or  by  Conversion;  R — J.  A.  Roebling's  Sons  Co.;  D — Heavy  figures  denote  nominal  English 
sizes,  but  check  only  approximately  with  other  quantities. 


ELECTRICAL   CURRENT. 
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TABLE    X.  — AMERICAN    AND    ENGLISH    SOLID    COPPER    WIRE. 
BARE.  WITH  ENGLISH  AND  METRIC  MEASURES. 


American 
B.  &S. 


English. 
S.  W.  G. 


II 
13 
13 

14 
IS 


16 


17 
18 

19 
30 

31 


L 


»3 
94 


. 

7-0' 
6-0 

0000 

000 

5-0 

0000 

000 

00 

9* 
lo* 
II 


13 

IS* 
i6* 


17 
is' 


19* 

20* 
31* 


23   • 

a4* 
as* 


Diameter. 


Inch. 


.5000 
.4640 
.4600 
.4320 
.4096 

.4000 

•3720 
.3648 
.3480 
•3249 

.3240 
.3000 
.2893 
.2760 
•2576 

.2520 
.2320 
.2294 
.  2120 
.2043 

.  1920 
.1819 
.  1760 
.  1620 
.  1600 

•1443 
.1285 
.  1160 

.1144 
.  1040 

.  1019 
.0920 
.0907 
.0808 
.0720 

.0641 

•0571 
.0560 
.0508 
.0480 

•0453 
.0403 

•0359 
.0320 
.0285 

.0380 
.0254 
.0240 
.0336 

.030X 


12.700 

11.785 
11.683 
10.972 
10.404 

10. 160 
9.448 
9.266 
8.839 
8.251 

8.229 
7.620 
7.348 
7.010 
6.544 

6.401 
5.893 
5.827 

5  385 
5.190 

4.877 
4.621 
4.470 

4. 115 
4.064 

3.665 
3- 263 
2.947 
2.906 
2.641 

2.588 
2-337 
2.305 
2.052 
1.828 

1.628 

1.449 
1.422 

I.  2QI 
I.  219 

I.  150 
1.024 
.9116 
.8118 
.  7229 

.7112 
.6438 
.6096 

•5733 
•5105 


Area. 


Sq.  In. 


.1963 
.  1691 
.1662 
.  1466 
.1318 

.1257 
.1087 
.1045 
.0951 
.0829 

.0825 
.0707 
.0657 
.0598 
.0521 

.0499 
.0423 

•0413 
.0353 
.0328 

.0290 
.0260 
.0243 
.0206 
.0201 

.0164 
.0130 
.0100 
•0103 
.00850 

.00815 
.00665 
.00646 
•00513 
.00407 

.00323 
.00256 
.00246 
.00203 
.00181 

.00161 
.00128 
.00101 
.00080 
.000638 

.000615 
.000507 
.000452 
.000401 
.000317 


Sq.  mm. 


126.670 

109.090 

107. 100 

94.560 

85.000 

81.070 
70. 120 
67.400 
61.360 
53.400 

53-190 
45.600 
42.360 
38.600 
33.600 

32.176 
27. 272 
26.650 
22.772 
21.150 

18.678 
16. 770 
15.659 
13.350 
13. 035 

10.440 
8.367 
6.818 
6.580 
5.480 

5.250 
4.288 
4.168 
3.308 
2.626 

2.083 
1.652 
1.590 
I. 310 
I.  167 

1.039 
.823 
.653 
•51 
.412 

.397 
.327 
.291 

.258 

.204 


Cir.  Mils 


250,000 
215,296 
211,600 
186,624 
167,805 

160,000 
138,384 
i33»o79 
121,104 

105,534 

104,976 
90,000 

83,694 
76,176 

66,373 

63,504 
53.824 
52,633 
44,944 
41,742 

36,864 
33,102 
30,976 
26,250 
25,600 

20,817 
i6,50() 
13.456 
13.094 
10,816 

10,381 
8.464 
8,234 
6.530 
5.178 

4,107 
3.257 
3.136 
2.583 
2,304 

2,048 
1,624 
1,288 
1,022 
810 

784 
643 
576 
510 
404 


Weight. 


Pounds. 
1000'. 


756 
651 
641 

565 
508 

484 
419 
403 
366 
320 

317 
272 

253 
230 
201 

192 
163 
159 
136 
126 

III 

100 
93.7 
79.5 
77-5 

63.0 
50.0 
40.7 
39.6 
32-8 

31.4 
25.  6 

24.9 
19.8 

15.7 

12.4 
9.86 

9.49 
7.82 
6.97 

6.20 
4.92 
3.90 
3og 
2-45 

2.40 

1-95 
1.70 

1.54 
I.  22 


Kilog. 
Kilom. 


1126 
968 

955 
840 
756 

721 

623 
600 

545 
476 

472 
405 
377 
343 
299 

286 
243 
237 
203 
188 

165 
149 

139 
118 

"5 

03-9 
74.4 
60.6 
59.0 
48.8 

46.7 
38.1 

37-1 
29- 5 
23.3 

18.5 
14-7 
14. 1 
II. 6 
10.4 

9.  22 
730 
5-79 
4.60 

3- 65 


Resistancc-2o°C. 
Int.  Ohms.  (68°F.) 
Matthiessen's  St'd. 


.04141 
.04805 
.04893 
•05550 
. 061 70 

.06472 
.07481 
.07780 
.08550 
.09811 

.09870 

.1151 

•1237 

.1361 

.1560 

-1 631 

.1925 
.1967 
.2308 
.2480 

.2812 
.3128 
.3346 
.3944 
.4050 

•4973 
.6271 
.  7700 
.7908 
•9570 

.9972 
1 .  226 
1257 
1.586 
1 .  999 

2.521 
3-179 
3.305 
4.009 

4.496 

5-055 

6.374 

8.038 
10. 14 
12.78 


3.57  13-21 

2.Sq  -16.  12 

2.53  I18.OO 

2. 29  ;2o. 32 

1.82  25.63 


Kilom. 


.1360 
.1576 
.1605 
.1820 
.2025 

.2123 
•2453 
•2552 
.2804 
.3220 

.3240 
•3773 
•4059 
•  4465 
.5116 

.5348 

.6313 
.6450 

.757 
.813 

.922 
1.026 
1.098 
1.294 
1.329 

2.632 
2.058 
2.525 
2.592 
3- MO 

3.270 
4.020 
4.124 
5-  200 
6.560 

8.260 
10.42 
10.84 
13.15 
14.74 

16.59 
20.90 
26.36 

3.3-25 
41.90 

43- 30 
52.8 
59- o 
66.7 
84.0 


'^  Approximate  English  Equivalents  to  American  sizes. 
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The  size  of  wire  chosen  shows  that  the  line  loss  is  greater  than  the  regulation, 
which  is  impractical.  As  this  is  a  cut  and  try  method,  such  conditions  appear  only 
in  checking  assumptions.  This  is  corrected  by  using  No.  ooo,  instead  of  No.  oo, 
which  was  tried  in  this  calculation. 

If  the  transmission  is  to  be  two  phase,  the  calculations  are  similar  except  that  each 
phase  carries  half  of  the  power. 

For  three  phase,  calculate  for  a  single  phase  to  carry  half  of  the  power,  and  each 
wire  is  the  size  determined. 

Transposition.  Excessive  inductive  effects  can  be  counteracted  by  transposing 
the  conductors.  In  the  final  transposition  the  phases  must  occupy  the  same  relative 
position  as  at  the  beginning.  The  number  of  transpositions  is  arbitrary;  for  instance, 
the  5 2, ooo- volt  line,  Gaucin-Seville,  Spain,  has  35  transpositions  throughout  its 
length  of  75  miles,  while  the  50,000-volt  line  from  the  Uppenborn  plant  to  the  city  of 
Munich,  Germany,  has  but  three  transpositions  in  its  run  of  33  miles. 

Corona  Effect.  When  two  conductors  in  the  neighborhood  of  each  other  are 
charged  with  a  very  high  potential,  and  after  a  certain  value  of  electrical  pressure  has 
been  reached,  a  bluish  glow  surrounds  the  conductors;  this  glow  is  distinctly  visible 
in  the  dark.  Coincidently  with  the  appearance  of  this  glow,  loss  of  power  begins. 
A  further  increase  in  electromotive  force  produces  a  brush  discharge,  which  takes 
place,  not  from  surface  of  the  conductor,  but  from  the  external  limits  of  the  luminous 
envelope  surrounding  the  conductor.  This  brush  discharge  results  in  further 
augmentation  of  electrical  losses,  and  is  usually  accompanied  by  a  hissing  or  crackling 
noise.  It  is  intermittent  in  character  and  is  reddish  violet  in  color.  The  name 
"corona"  has  been  given  to  the. combined  luminous  manifestations  of  initial  glow 
and  subsequent  brush  discharge. 

If  the  electromotive  force  were  carried  still  higher,  the  current  would  jump 
through  the  air  from  one  conductor  to  the  adjacent  one;  but  in  the  case  of  wide 
separations,  such  as  are  usual,  this  would  require  an  electromotive  force  greater  than 
anything  either  contemplated  or  necessary.  In  the  case  of  arcing,  the  line  is  short- 
circuited,  and  continued  arcing  would  mean  a  cessation  of  power  supply. 

Since  the  appearance  of  the  corona  and  the  brush  discharge  represent  power 
losses  which  may  be  of  considerable  magnitude,  it  is  desirable  that  the  line  be  so 
proportioned  and  operated  at  such  potential  as  to  avoid  them,  and  this  is  particularly 
necessary  in  the  case  of  transmission  systems  which  supply  only  a  small  amount  of 
power,  because  the  energy  loss  due  to  the  corona  effect  is  independent  of  the  energy 
transmitted  over  the  line,  being  fixed  by  the  voltage  and  not  by  the  energy.  There- 
fore, while  the  losses  might  represent  a  small  percentage  of  a  large  amount  of  power, 
they  would  be  a  large  percentage  of  a  small  amount. 

A  proper  investigation  of  this  subject  requires  first  a  consideration  of  electro- 
static phenomena  in  general.  In  a  paper  *  by  Lamar  Lyndon,  who  has  collated 
existing  data  on  the  subject  by  authorities,  Mershon,  Ryan  and  Steinmetz,  the 
following  conclusions  are  enumerated: 

*  The  Corona  Effect  and  its  Influence  on  the  Design  of  High  Tension  Transmission  Lines.  Philadelphia 
Section,  Am,  Inst.  E,  E,,  Nov.  9,  1908. 
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1.  The  critical  voltage  is  dependent  on  the  diameter  of  the  conductors,  their 
distance  apart  and  atmospheric  conditions,  increasing  with  both  diameter  and 
separation  of  the  conductors. 

2.  After  the  critical  voltage  is  reached  the  losses  increase  very  rapidly  with 
increase  in  voltage. 

3.  The  critical  voltage  and  the  magnitude  of  the  losses  after  it  is  obtained  are 
affected  by  atmospheric  conditions,  and  therefore  varies  with  the  locality  and  season 
of  the  year. 

4.  In  the  same  section  of  country  a  voltage  which  is  normally  below  the  crit- 
ical point  may  be  at  times  above  the  critical  voltage  with  changes  in  weather 
conditions. 

5.  Smoke,  fog,  moisture  or  floating  particles  increase  the  losses,  while  the  effect 
of  rain  is  appreciable. 

6.  With  increase  in  separation  of  conductors  the  regulation  and  power  factor 
are  diminished. 

7.  A  separation  of  tfen  feet  between  wires  is  as  great  as  is  commercial  or  desirable. 

8.  The  same  law  applies  to  cables  as  to  solid  wires,  the  diameter  of  the  cable 
being  effective  diameter  of  the  conductor. 

9.  The  losses  appear  to  be  independent  of  the  material  of  which  the  conductors 
are  composed. 

10.  The  losses  and  the  critical  voltage  appear  to  decrease  slightly  with  the 
frequency. 

11.  A  transmission  line  should  be  designed  for  the  atmospheric  conditions  that 
may  obtain  in  the  locality  through  which  it  passes. 

12.  All  corona  formation  and  losses  depend  on  the  maximum  value  of  the  volt- 
age waves.  Therefore  the  ratio  of  the  maximum  to  the  mean  value  should  be 
definitely  known  to  properly  design  a  transmission  system. 

13.  The  limiting  voltage  (effective)  which  may  be  applied  to  a  circuit  of  No.  o 
wires,  seven  feet  apart,  with  a  maximum  vapor  product  of  0.4,  and  keep  down  the 
line  loss  due  to  the  corona  within  three  kilowatts  per  mile,  is  approximately  110,000 
volts. 

14.  High-tension  transmission  systems  working  under  potentials  exceeding 
150,000  volts  must  have  the  wires  covered  with  some  insulating  material  having  a 
greater  dielectric  strength  than  air,  or  use  conductors  of  abnormally  great  diameter. 

The  paper  shows  that  under  usual  atmospheric  conditions,  which  prevail  through- 
out the  United  States,  the  following  formula  is  applicable: 

E  =  148,000  X  (r  X  .07)  X  logio — '  '^  which 

r 

E  =  effective  voltage  at  which  the  corona  will  form  and  loss  begin. 

r  =  radius  of  conductors  in  inches. 

D  =  distance  apart  of  conductors  in  inches. 

Obviously  the  voltage  applied  should  be  less  than  that  at  which  the  corona  is 
formed. 
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From  the  formula,  it  is  evident  that  after  a  separation  of  loo  times  the  radius  of 
the  conductors  has  been  reached,  any  further  separation  is  practically  negligible  in  its 
effect,  and  with  very  high  potentials  the  only  remedy  against  corona  losses  is  the 
increase  in  the  diameter  of  the  wire.  A  practical  example  shows,  that  for  a 
potential  of  250,000  volts  and  a  conductor  separation  of  90  inches,  the  diameter 
of  the  conductors  must  be  1.5  inches. 

Such  a  conductor  would  contain  far  too  much  metal  to  be  easily  supported  in  the 
air  or  for  the  necessary  conductivity.  Therefore  it  is  believed,  that  a  large  jute  or 
hemp  core  overlaid  with  a  thin  sheath  of  stranded  copper  or  aluminum  is  the  proper 
conductor  to  use  on  high-tension  lines;  the  metal  sheath  being  of  such  a  thickness  as 
will  give  the  requisite  cross  section  to  transmit  the  energy  of  the  system. 

POLE   AND   TOWER   CONSTRUCTION. 

For  carrying  the  conductors  of  a  transmission  system,  the  following  pole  and 
tower  construction  is  used : 

1.  Wooden  poles. 

2.  Concreted  wooden  poles. 

3.  Reinforced  concrete  poles  and  towers. 

4.  Steel  pipe  poles  and  towers. 

5.  Structural  steel  towers. 

Of  this  wide  variation  wooden  pole  and  structural  steel  towers  are  chiefly  used; 
however,  the  different  types  will  be  successively  treated. 


Fig.  I. — ^Types  of  poles  used  at  the  50,000  V.  Line  of  Taylor's  Falls,  Minneapolis  Power 

Transmission. 


WOODEN   AND    CONCRETE    POLES. 

Wooden  Poles.  Where  the  transmission  line  runs  through  a  section  or  in  the 
vicinity  of  a  forest  district,  where  poles  may  be  cut,  the  wooden  pole  is  more  apt  to 
be  chosen  because  of  its  cheapness,  little  or  no  transportation,  and  ease  of  erection. 
Another  advantage  is,  that  they  offer  better  protection  for  the  community,  because 
they  are  insulators.     The  disadvantages  in  the  use  of  wooden  poles  are,  that  they 
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decay  very  rapidly;  more  insulators  are  required  owing  to  the  short  spacing;  they  are 
readily  destroyed  by  storms,  lightning  and  fire. 

Taking  the  given  disadvantages  into  consideration,  which  in  many  instances 
outstrip  the  advantages,  for  instance  the  first  cost,  one  will  find  to-day  in  thickly 
wooded  sections,  steel  towers  carrying  the  transmission  line  conductors. 


Fig.  2. — ^Typical  Three  Phase  Circuit  Poles. 

The  ordinary  type  of  line  construction  is  a  single  pole  with  cross  arms  as  seen  in 
Figs.  I  and  2.  Other  types  are  the  **  A  "  frame  and  "  H  "  frame,  both  of  which 
require  two  poles.  The  latter  types  must  be  properly  braced  and  securely  bolted,  to 
prevent  any  deformation  due  to  excessive  stresses.  These  structures  are,  accord- 
ing to  A.  C.  Wade*  who  made  exhaustive  tests  on  the  various  types  of  wooden  poles 
and  frames,  3  to  4.5  times  as  strong  as  a  single  pole. 

Strength  of  Wooden  Poles.  For  calculating  the  stresses  in  wooden  poles  the  fol- 
lowing formula  may  be  used. 

M  =  bending  moment. 
R  =  radius  of  section  at  ground  level. 
S  =  strength  of  wood  per  square  inch. 
H  =  height  above  ground  of  force  applied. 

This  formula  applies  only  to  a  pole  of  uniform  cross  section.  In  the  usual  case, 
the  pole  is  tapered  and  will  break  about  half-way  between  the  ground  and  cross  arm. 

Kind  of  Wood.  The  kind  of  wood  depends  upon  the  locality  through  which  the 
line  runs,  the  cost  and  factor  of  safety  desired.  In  western  transmission  lines,  spruce 
and  fir  are  much  used,  while  in  California,  redwood  is  prevalent.  Cedar  and  chest- 
nut are  also  used;  the  former  is  expensive  and  has  great  durability.  Pine  is  the  most 
extensively  used  in  pole  line  construction,  owing  to  its  cheapness,  but  has  the  dis- 
advantage of  a  short  life  and  inferior  strength. 

*  The  Use  of  Wooden  Poles  for  Overhead  Power  Transmission,  by  A.  C.  Wade.  Inst,  of  Eiec.  Engirt' 
etrs  of  Creai  Britain,  May  2,  2907. 
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Poles  come  in  lengths  varying  from  30  to  60  feet;  the  butt  diameters  vary  from 
10  to  12  inches,  and  the  top  7  to  9  inches.  They  are  set  with  one-sixth  to  one-seventh 
of  their  length  in  the  ground,  and  sometimes  as  high  as  one-eighth. 

Cross  Arms.  The  cross  arms  are  made  of  first-class  wood,  such  as  chestnut,  white 
oaJc,  cedar,  redwood,  red  or  yellow  pine.  Arms  8  feet  long  are  4  by  5  inches  in  cross 
section,  3-foot  arms  about  3  by  4  inches.  For  long-span  lines,  the  cross  arms  are 
sometimes  made  6  by  6  inches.  The  cross  arm  must  be  properly  braced  to  stand 
stresses  applied  on  same.  They  are 
fastened  to  the  pole  by  means  of  lag  screws 
or  bolts  usually  f  to  f  inch  in  diameter. 

As  a  protection  against  splitting,  the  cross 

arms  are  through  bolted  on  both  sides  of 

the   pin.      Experience    has    proven    that 

certain  cross  arms  split  at  a  stress  of  1200 

pounds,  while   when   through    bolts  were 

used,  the  cross  arm  failed  to  yield  at  2000 

pounds.    For  long  stretches  and  on  corners, 

the  cross  arms  must  be  doubled,  to  stand 

the  stresses.     For   medium   spans    where 

single  cross  arms  are  used,  they  must  face 

Ae  same  direction  on  alternate  poles,  while 

the  intermediate  cross  arms  must  face  the 

opposite  direction. 

life  of  Wooden  Poles.    The  life  of  a 
P^le  depends  on  the  nature  of  the  wood, 
^^^emical  treatment, and  climatic  conditions, 
^^  character  of  soil.     Redwood  and  cedar 
P^ies  under  favorable  conditions  may  last 
^^  years,  while  the  life  of  chestnut  is  about 
^5    years,    and    that    of    pine    and    white 
^^^ar,   10  years.     When  chemical  treat- 
^nt  is  applied,  the  life,  of  course,  will  be  materially  increased.     Where  poles  are 
^t  in  marshy  ground,  or  ground  which  is  alternately  wet  and  dry,  the  life  of  the 
P^le  is  correspondingly  decreased. 

Preservation  of  Wooden  Poles.    To  lengthen  the  life  of  a  wooden  pole  it  must  be 

properly  preserved;  it  must  be  treated  with  some  chemical  compound.     The  simplest 

and  least  expensive  way  is  to  paint  the  top  and  butt,  at  least  two  feet  above  the  ground 

kvel,  with  tar  or  creosote.     More  thorough  methods  of  treating  poles  are  done  by 

special  concerns,  who  treat  the  entire  pole.  The  treatments  are  more  or  less  iden- 
tical, that  is,  the  poles  are  placed  en  masse  in  inclosed  cylinders  and  subjected  to 
intense  heat  (usually  steam),  varying  from  200  to  250°  F.;  then  they  are  shifted  to 
vacuum  cylinders  to  remove  the  sap,  after  which  they  receive  chemical  treatment 
in  SL  cylinder  under  pressure.  The  cross  arms  should  be  subjected  to  the  same 
treatment.    All  cutting  and  trimming  of  poles  must  be  done  before  they  are  sub- 


FiG.  3. — Arrangement  of  Cross  Arm  and 
Guard  Wire.     40,000  V.  Line. 
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jected  to  chemical  treatment.  Where  drilling  or  cutting  has  to  be  done  in  the  field, 
after  treatment,  these  places  must  again  be  treated  with  chemicals,  which  are  usually 
tar  or  creosote.     The  top  of  the  pole  must  be  beveled  or  a  cast  iron  cap  provided. 

Pole  Line  Construction.    To  secure  correct  alignment,  the  location  of  the  poles 
must  be  made  with  the  aid  of  a  transit,  and  the  pole  itself  must  be  lined  up  witln  a 
plumb  bob.     The  poles  must  be  correctly  distributed  according  to  length.     T*lxe 
cross  arms  may  be  mounted  before  the  pole  is  set,  and  frequently  the  insulators  are 
mounted  at  the  same  time.     Poles  up  to  40  feet  in  length  are  usually  erected    by 
about  6  men  with  pikes,  while  poles  above  this,  are  preferably  erected  by  means  of  a 
portable  derrick  and  a  team  of  horses,  otherwise  the  services  of  10  to  12  mea    are 
required.    The  poles  are  set  either  in  concrete  blocks  or  directly  in  the  ground;  in  "the 
latter  case,  they  are  frequently  provided  with  a  cross  member  to  resist  uplift.    Where 
poles  have  to  be  set  in  marshy  or  swampy  ground,  it  is  frequently  impossible  to    set 
them  without  very  heavy  footbracing,  consisting  of  bracing  with  a  semi-crib  con- 
struction filled  with  ballast. 

Guys.  Where  the  line  is  dead-ended,  and  on  sharp  turns,  poles  are  guyed  wt^^^e 
permissible.  This  practice  is  not  to  be  recommended  with  steel  towers,  because »  as 
the  expenditure  is  made  for  a  structural  steel  tower,  the  structure  should  be  nx^ade 
stable  enough  to  resist  any  strain  or  stress  applied  to  same;  otherwise  wooden  p^ci^les 
may  be  erected. 

The  methods  commonly  employed  in  guying  are  to  bury  a  "dead  man"  in  '^^^ 
ground  or  use  some  of  the  patent  guy  anchors  now  on  the  market.  The  "dead  ox^"-^ 
is  a  pole  of  short  length  buried  in  the  ground  some  distance  from  the  pole,  anci  so 
placed  that  it  lies  normal  to  the  direction  of  the  guy  wire  fastened  to  it.  The  psLt  ^^^ 
anchors  are  so  made  that  little  or  no  excavation  is  necessary  to  bury  them.  Ot:  ^^^^ 
advantages  of  patent  anchors  are  the  ease  of  transportation,  erection  and  remo"^^^  ^°8 
same;  several  anchors  can  be  readily  applied  to  one  guy. 

Concreted  Wooden  Poles.   The  concreted  wooden  pole  has  not  been  used  to    ^^"X 
great  extent.     It  has  only  been  used,  to  the  writer's  knowledge,  in  Switzerland.  " 

consists  of  an  ordinary  pole  covered  with  a  layer  about  one  inch  thick  of  conc:^^^^^ 
mortar.  As  this  coating  covers  the  entire  pole,  its  life  is  made  practically  indefi*^'^^ 
and  the  strength  of  the  poles  is  materially  increased,  and  so  fewer  poles  and  insul^*^^^ 
are  needed.     The  concrete  block  setting  frequently  required  is  eliminated. 

Reinforced  Concrete  Poles.  The  ordinary  reinforced  concrete  pole  is  of  sinrx*^f^ 
construction  as  most  types  of  concrete  piles.  They  are  made  solid  or  hollow  y  ^^ 
cross,  square  or  circular  cross  sections,  and  are  reinforced  by  a  number  of  iral^  ° 
steel  rods  according  to  the  strength  of  pole  desired.  As  these  poles  may  be  mad^  *^ 
any  practical  strength  and  length,  it  is  a  very  convenient  type  of  pole,  particularly  ^ 
they  are  readily  made  in  the  field. 

A   type   of  reinforced   concrete   pole,   developed   and   used   to   some  extent       ^ 
Germany  and   recently   introduced   from   Switzerland    into   England,'    are    hoU^-^^ 
and  tapering,  in  lengths  up  to  about  40  feet.     The  machine  is  capable  of  mak^^^ 
poles  of  any  size  and  lengths  within  the  limits  of  40  feet  long  and  2  feet  in  diamet^ 

*  Electrician^  London,  July  31,  1908. 
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In  the  process  of  manufacture,  a  long  sheet  iron  core  is  mounted  on  two  trestles,  run- 
niog  on  rails,  so  as  to  be  capable  of  rotational  and  longitudinal  movements.  Upon 
this  core,  small  longitudinal  steel  rods  are  fixed.  The  core  is  drawn  through  the 
machine,  which  is  stationary. 

Concrete  made  of  clean  screened  grit  and  Portland  cement  is  mixed  dry  in  a 
mechanical  mixer  and  discharged  through  a  chute  into  a  hopper  or  drum  in  which 
Totalling  paddle  wheels  regularly  discharge  the  concrete  upon  a  bandage  of  coarse 
webbing  laid  on  a  conveyor  belt,  that  takes  one  lap  around  the  core.     This  con- 
tinuous traveling  conveyor  belt  is  stretched  so  that  the  concrete  is  wrapped  about  the 
core  under  great  pressure.     As  the  core  issues  beyond  the  conveyor  belt,  wire  is  fed 
spirally  around  it  so  as  to  press  into  the  concrete  wrapping,  and  small  rollers  then 
a.pply  great  pressure  by  working  on  the  webbing,  the  slack  of  which,  caused  by  the 
reduction  in  diameter  resulting  from  this  pressure,  is  taken  up  by  another  device. 

The  core  as  it  issues  from  the  machine  is  wrapped  about  spirally  with  a  bandage 
of  cloth.  The  machine  pulls  the  trestles  forward  with  the  suspended  core  as  the 
concrete  is  wrapped  on,  and  when  the  core  has  passed  completely  through  the 
^^achine  it  is  lifted  by  an  overhead  crane  and  laid  to  one  side  to  harden.  It  is  kept 
Constantly  damp  so  as  to  secure  the  maximum  hardness.  In  about  twelve  hours 
^l^e  interior  sheet  metal  core  is  reduced  in  diameter  by  means  of  a  screw  attachment 
*^side  and  withdrawn.  After  hardening  six  days  the  bandage  of  webbing  is  removed, 
^^d  the  whole  is  then  complete  for  setting. 

The  poles  are  estimated  to  have  a  life  of  fifty  years,  and  during  that  time  will  cost 

^^thing  for  maintenance.     On  this  basis  the  total  cost  of  a  pole  at  the  end  of  fifty 

^^^xs  is  estimated  to  be  $20.00  for  the  concrete  pole,  $50.00  for  an  iron  pole  and  $53.00 

^^^  a  wooden  pole,  all  including  maintenance,  repairs  and  renewals.     This  is  for  a 

^^foot  pole.     For  a  36-foot  pole  for  transmission  service  and  for  the  same  period, 

'^O'  corresponding  figures  are:  for  the  concrete  pole,  $26.00;  for  the  iron  pole,  $60.00; 

y^cl  for  the  wooden  pole,  $68.50.     Any  desired  amount  of  ornamentation  may  be 

^*  '^"^n  to  the  poles.     Some  tests  on  a  pole  of  this  type,  32  feet  9  inches  long,  showed  a 

^^Qection  of  2 J  inches  with  a  tensile  strain  of  15,000  pounds. 

Tests  on  a  Siegwart,  lo-mcter  pole  (39.3  feet)  show  the  following  results:  with  a 

*^^-*lJ  of  880  pounds,  the  deflection  was  i.i  inch,  which  increased  to  3.5  inches  with 

F>ull  of  1540  pounds;  the  permanent  deflection  being  2.5  inches,  owing  to  the  fact 

*^^-t  the  strain  was  slowly  released.     In  another  test,  with  a  pull  of  1540  pounds,  a 

^^ flection  of  2.75  inches  was  produced;  when  suddenly  released,  the  top  of  the  pole 

^^^Umed  its  original  position.     A  third  test,  with  the  application  of  a  pull  of  2200 

^^Unds  and  6.1  inches  deflection,  showed  a  permanent  set  of  4.72  inches  with  a 

^adual  release  of  the  pull.     In  all  of  these  tests  no  signs  of  fracture  or  cracks  appeared. 

^  Steel  Pipe  Towers.    The  simplest  form  of  a  steel  pipe  pole  is  that  of  a  single 

^        V^pe  with  cross  arms.     For  more  rigid  and  higher  constructions,  three-legged  poles 

^k        u^ve  been  constructed.    Owing  to  the  length,  each  leg  is  made  in  sections  and  coupled 

by  nipples,  the  legs  being  cross-braced  by  angle  irons  and  rods.     Such  towers  have 

I       been  constructed  for  the  Ontario  Power  Company,  but  this  type  is  now  obsolete;  it 
has  been  superseded  by  structural  steel  towers,  which  are  more  economical. 
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Fig.  I . — Reinforced  Concrete  Tower  and  Foundation. 


REINFORCED    CONCRETE    TOWERS 

Where  special  long  and  high  spans  are  required,  high  towers  are  necessary. 
few  of  such  towxTs  have  recently  been  built  of  reinforced  concrete;  for  instance  tho=r 
at   Brow^nsville,   Penn./  erected  by  the  West   Pennsylvania  Railway  Company,  f^* 
carrying  a  transmission  line  across  the  Monongahela  River.     The  main  tower  ris— 
150  feet  above  its  foundation;  the  second  tower  is  but   55  feet   high  and  locate 

'   Reinforced  Concrete  Towers  for  High  Potential  Transmission  Lines,  by  F.W.  Scheidenhelm.    Enginr^^ 
ing  NewSf  May  2,  1907. 
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230  feet  behind  the  first,  and  ax:ts  as  an  anchorage,  taking  the  direct  strain  of  the 
i7ia.in  span  which  is  1014  feet.     They  are  reinforced  as  follows: 

For  reinforcement  old  T-rails  were  used.     All  of  the  rails  forming  the  vertical 

reir^forcement  were  of  60  pounds  section.     The  safe  unit  stresses  were  cut  down  to 

allow  for  the  wear  which  many  of  the  rails  showed.     Incidentally,  the  use  of  rails 

sol  ^v^ed  the  problem  of  the  end-to-end  connection  in  the  case  of  the  vertical  reinforce- 

raic^xit,  for  the  ordinary  spliced-plate  joint  thus  became  possible.     On  the  other  hand, 

thi^    large  cross  section  of  each  rail  was  a  disadvantage.     In  certain  sections  of  the 

^o^^i^^ers,  for  instance,  it  was  necessary,  under  the  circumstances,  to  insert  the  full  cross 

s<^^^  'tion  of  a  rail,  even  though  only  a  fraction  of  it  was  required  by  the  stress  to  be 

^^-^^"»ied.     The  base  section  of  the  main  tower  contains  twelve  60-pound  rails,  three 

"^^  i  »g  placed  at  each  corner,  while  the  base  section  of  the  anchorage  tower  contains 

^^^*^x    rails  in  the  tension  side  and  two  in  compression.     Thus  the  main  tower  base  con- 

^^*  ^x^s  1.73  per  cent  of  steel,  and  the  anchorage  tower  base  1.25  per  cent. 

In  addition  to  the  vertical  reinforcement  of  rails,  a  spiral  winding  of  three-eighths 
^^t>le  was  used.  Two  spirals  were  wound,  i  foot  apart,  thus  giving  a  2-foot  pitch. 
^  ^^^  wires  secured  the  spiral  winding  to  the  vertical  reinforcement,  the  concrete 
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:«ig  1 :  2.5:  5  for  the  footings  and  i  \2,y.  4  for  the  tower. 


STEEL  TOWERS. 

With  the  introduction  of  high-tension  transmission,  wooden  poles  are  fast  being 
Dstituted  by  structural  steel  towers.     The  majority  of  transmission  lines  now  in 
employ  this  type  of  tower.     They  are  made  up  of  angles,  channels  and  lattice 
^^^^^^^^struction,  and  in  two,  three  and  four-legged  type. 

All  towers  for  carrying  transmission  lines  have  to  be  calculated  to  withstand  the 
^^^^Jowing  general  conditions: 

They  must  be  self-supporting,  strong  enough  to  carry  the  line  conductors  and  to 
^"^^ist  the  wind  pressure  on  the  conductors  and  tower  itself.     To  this  must  be  added 
*^^^  load  due  to  sleet,  and  the  effects  of  temperature  changes,  as  well  as  a  factor  of 
^^^^^ty  to  guard  against  accident,  such  as  the  breaking  of  one  or  more  conductors. 

Wind  Pressure  on  Structures.    The  records  of  the  United  States  Weather  Bureau 

^^"^  available  as  an  aid  in  estimating  the  maximum  velocity  to  be  expected  in  a  given 

^^^^  ality.     These  published  velocities  are  not  accurate,  but  must  be  corrected  by  a 

^^^^^^ection  table,  which  may  be  obtained   from  the  Weather    Bureau  and  is  as 

^^Uows: 

TABLE    I.  — CORRECTED    WIND    VELOCITIES. 


\ 


Indicated 

Actual 

Indicated 

Actual 

velocity. 

velocity. 

velocity. 

velocity. 

10 

9.6 

60 

48 

20 

17.8 

70 

55- » 

30 

25-7 

80 

62.3 

40 

33-3 

90 

69.2 

50 

40.8 

100 

76.2 

\ 
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The  relation  between  wind  velocity  and  the  pressure  produced  by  the  wind  on 
plane  surface  normal  to  the  direction  of  the  wind  is  given  by  Scholes*  in  the  following 

M  =  KV\ 

M  =  pressure  in  p)ounds  per  square  foot. 

V  =  wind  velocity  in  miles  per  hour. 

K  =  constant. 

Experiments  in  general,  indicate  that  this  form  of  equation  is  correct,  but  differ  -^^^er 
as  to  the  proper  value  of  K.  According  to  tests  by  the  Weather  Bureau,  K  =  0.004-^=^4. 
which  is  probably  the  most  reliable  figure. 

Experiments  indicate  in  general,  higher  pressures  are  to  be  expected  at  the  to^  *p 
of  a  tower  than  near  the  ground,  but  little  is  known  as  to  how  the  pressure  is  dis-  ^^s- 
tributed.     There  is  considerable  doubt  as  to  what  should  properly  be  considerec^ -d 
the  exposed  area  of  a  structure;  it  is  certain,  however,  that  both  faces  are  not,  in^    r^ 
general,  subject  to  the  same  pressure.     It  is  usually  considered  that  a  reduction  facto:  ^oi 
of  0.5  should  be  used  in  figuring  the  wind  pressure  per  square  foot,  of  projectec^^*^^ 
area  of  cylindrical  surfaces.     The  wide  use  which  has  been  given  this  factor  is  its  ^^^  "^ 
principal  recommendation. 

It  appears,  therefore,  that  it  would  be  good  practice  in  transmission-line  con 
struction  to  specify  that  the  poles  or  towers  should,  in  addition  to  their  other  prop* 
erties,  have  strength  to  resist  loads  on  their  members  due  to  a  wind  pressure  of  4c 
pounds  per  square  foot,  with  a  factor  of  safety  from  1.5  to  2,  based  on  actual  test*"^^^^* 
Such  a  structure  would  be  suitable  for  locations  where  the  winds  are  high;  in  othe^^a^^*' 
locations  these  figures  would  be  reduced  by  judgment,  aided  by  a  consultation  o: — -*■  ^' 
the  weather  reports  and  other  such  data. 

Wind  Pressure  on  Conductors.  It  is  not  necessary  to  allow  as  high  a  pressur:^  -^^ 
on  the  conductors  of  long  spans  as  on  the  tower  itself;  however,  there  are  little  definit*"  ^^^^* 
data  available  for  such  calculation,  but  a  value  of  30  pounds  per  square  foot  is  usuallC^  —^■4 
chosen  for  localities  where  the  wind  velocities  are  high.  In  order  to  keep  the  stressc^^- 
of  a  conductor  within  its  elastic  limit,  a  factor  of  safety  of  at  least  2  should  be  chosei 

Sleet.  Where  the  transmission  line  runs  in  temperate  zones,  the  weight  of  sle 
must  be  considered.  (Sj)ccific  Gravity  of  ice  is  0.92,  or  57.4  pounds  per  cubic  foot 
Although  sleet  collects  in  the  middle  of  the  span  with  a  greater  thickness  than  nes 
the  towers,  the  usual  practice  is  to  allow  0.5  inch  thickness,  so  that  the  diameter  ( 
the  cable  is  increased  one  inch.  As  the  sleet  is  apt  to  remain  several  days,  durir 
which  time  high  wind  storms  may  occur,  it  is  necessary,  therefore,  that  when  calci 
lating  the  wind  pressure,  the  increased  diameter  must  be  considered. 

Foundations.   The  foundations  of  towers  are  made  of  concrete,  or  cross  membe 
are  buried  in  the  ground  under  heavy  ballast.     The  former  is  the  most  comn 
method.     They  must  be  heavy  enough,  or  so  designed  to  resist  the  uplift,  equal 
the  weight  of  the  foundation  plus  the  weight  of  earth  taken  at  the  angle  of  rep 

'  Fundamental  Considerations  Governing  the  Design  of  Transmission  Line  Structures,  by  D-  R.  Scl 
Am.  IhsL  of  E.  /•:.,  Atlantic  City,  N.  J.,  June  30,  1908. 
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In  designing  towers,  tests  of  the  soil  should  be  made  to  determine  its  holding  power 

and  carrying  capacity.     Many  of  the  foundations  for  recent  installations  are  of 

reinforced  concrete.  They  have  the  form  of  an  inverted  T.  The  horizontal  cross  arm 

gives  additional  anchorage  to  resist  uplift.     Another  advantage  of  the  reinforced 

concrete  foundations  is,  as  they  are  comparatively  light  they  may  be  made  on  one  or 

more  sections  of  the  line  and  transported  to  place. 

JV)rtability.  It  is  but  natural  that  most  transmission  lines  run  through  sections  of 
cou.xitry  where  transportation  facilities  are  seriously  handicapped.  Besides  this,  the 
to^^ers  for  modern  transmission  lines  are  of  such  large  size  that  it  is  diflScult  to  ship 
the  kh  by  rail  or  water,  therefore  it  is  necessary 
to  olesign  them  so  that  they  can  be  transported 
in  pieces,  known  as  "knocked  down."  The 
merxibers  of  the  towers  can  be  readily  transported 
on  lilie  backs  of  burros  or  mules. 

Xwo-Legged  Towers.  As  stated,  towers  are 
designed  with  two,  three  or  four  legs.  The 
two-leg  type  is  made  of  two  channels  or  I-beams 
either  in  H  or  A  form,  and  cross-braced.  With 
this  type  of  tower  carrying  three  conductors,  the 
possibility  is,  that  if  two  or  all  conductors  break, 
the  adjacent  towers  may  be  deflected,  and  like- 
wise the  next  towers  may  be  somewhat  affected. 
^n  order  to  overcome  the  possibility  of  several 
towers  being  affected,  every  fourth  or  fifth  tower 
^*^y  be  rigidly  guyed. 

This  type  of  tower  for  three  conductors  is 

sufficiently  strong  in  the  transverse   direction, 

^d  for  short  spans  in  general;  however,  when 

'^^g   spans  come  into  consideration,  they  are 

^^3.k  in  the  longitudinal  direction.     When,  how- 

^^^r,  the  tower  carries  six  or  more  conductors, 

^1  for  instance,  in  the  later  described  Italian 

tower  at  Tretzo,   where  twelve  conductors  are 

^5^rried  on  a  lower,  the  breakage  of  a  few  con 

doctors  amounts  to  but   a  comparatively  small 

P^  cent  of  the  total,  and  the  tower  is  little  or 

^nt  affected.     As  stated,  this  tower  has  been 

^^ted  to  carry  spans  up  to  600  feet. 

The  standard  towers  of  the  75-mile,  52,000- 
volt  Gaucin-Seville,  Spain,  transmission  system, 

are  made  in  H-frame   of  two   channels  with  diagonal  bracing  of  flat  bars,  and 
accommodate  two  3-phase  circuits. 

Another  two-legged  tower  transmission  system  is  that  for  Moosburg  to  Munich, 
Gennany,  a  distance  of  32  miles.     These  towers  are  of  the  A-frame  type,  and  carry 


Fig.  I .  —  Two-Legged 
Transmission  Tower, 
Switzerland  and  Italy. 


37-Foot 
Used    in 
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a  single  3-phase  circuit  and  two  telephone  lines.     One  conductor  is  carried  on  the 
peak  of  the  frame,  and  the  other  two  on  a  common  cross  arm. 

Before  the  contracts  for  the  transmission  structures  were  let,  tests  were  con- 
ducted on  (i)  wooden  A-frame  structure;  (2)  steel  tube  poles;  (3)  Mannsmann  tube 
poles;  (4)  latticed  tower  of  angle  iron;  (5)  I-beam  A-frame. 


lNi9 


Fig.  2. — ^Types  of  Poles  and  Towers  tested  before  Contract  was  let  for  50,000-volt 
Transmission  System,  Moosburg,  Munich,  Germany. 

The  following  table  gives  a  comparison  of  the  tests  on  the  above  structures, 
together  with  the  prices  in  marks.  The  structures  are  tabulated  successively  as 
above  numbered,  and  are  expressed  in  the  metric  system  and  serve  for  ready 
comparison. 


I 

2 

3 

4 

5 

Res.-Mom.  in  line  direction  in  cm' 

Res.-Mom.  in  transverse  direction  in  cm' 

Safe  load  in  kilograms 

Cost  in  marks  including  two  cross  arms 

990 
5440 
100 
35- 20 

32.2 
32.2 
1800 
40.35 

33-9 
33.9 
2200 
45.20 

353 
353 
870 
80.70 

5a 

1800 
40.00 

It  will  be  noticed  that  the  wooden  structure  was  not  favorable,  especially  as  the 
line  passes  through  marshes,  and  the  life  of  a  wooden  structure  is  short.  The 
I-beam  structure  outstripped  the  others  regarding  safe  load  and  price,  which  is  the 
reason  why  this  structure  was  adopted. 

The  standard  tower  is  23  feet  to  the  lower  insulator,  and  is  embedded  5  feet  deep 
in  a  concrete  block,  and  carries  three  solid  copper  conductors;  the  standard  spacing 
is  165  feet. 

The  towers  are  made  up  of  two  I-beams  braced  at  three  points;  as  the  cross  sec- 
tions of  the  conductors  vary  from  70  to  16  square  millimeters,  the  size  of  the  I-beams 
varies  from  5.5  to  3.5  inches  correspondingly.     None  of  them  are  provided  with 
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*nnotor  Four-Legged  Twin  Tower  with  Ground  Wire  Pin  as  used  by  the  Southern 
.,  Charlotte,  N.  C.     This  Type  b  a  Combination  of  Two  Three-Legged  Towers. 
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guy  wires.     There  is  a  total  of  2260  towers,  which 


^CtlH\n' 


-tVlHlK' 


M\mw 


-Detail  of  45-Foot  Angle  Iron  Tower  at 
Syracuse,  N.  Y. 


were  erected  by  two  gangs, 
each  consisting  of  40  men  capa- 
ble of  erecting,  on  the  average, 
20  towers  per  day.  As  nearly 
the  whole  course  follows  the 
river  Isar,  all  of  the  material 
was  conveniently  transported  on 
boats. 

Three-Legged  Towers.  This  type 
of  tower  is  used  for  small  conduc- 
tors carrying  not  more  than  33,000 
volts.  They  are  economical  in  de- 
sign, and  made  up  of  light  angle 
irons.  Owing  to  the  triangular  sec- 
tion, the  stresses  due  to  the  conduc- 
tors only,  are  distributed  unequally 
on  the  three  legs;  the  tower  itself 
cannot  be  surpassed  by  any  other 
type. 

A  tower  possessing  some  of  the 
featuresof  a  three-leg  type,  yet  hav- 
ing  a  rectangular  plan  on  its  base, 
is   the  combination  of  two  3-pol^ 
towers,  and  is  known  as  the  "  twin^ 
tower."   These  towers  are  intercon — 
nected  at  a  common  point,  as  seeisfc 
in  Fig.  3. 

Four-Legged  Towers.  The  towers 
in  which  the  stresses,  transverse  a«=s 
well  as  longitudinal,  are  equallw 
distributed,  are  of  the  four-leg  type= 
They  are  made  up  of  angle  iro^c 
and  frequently  cross-braced  wiiWT 
rods  instead  of  angle  iron,  and  ir  J 
almost  all  cases  are  designed  tz^ 
withstand  the  stresses  set  up  whe=^ 
two-thirds  of  the  conductors  breal^" 
for  further  security,  they  are  doub-^c 
guyed  at  intervals,  as  has  biL^ 
done  on  the  Niagara,  Lockpo^cr 
and  Ontario  Company's  transmP 
sion  line;  this  precaution,  howev^^ 
is    only    necessary    when   all   t 


cables  should  break  at  once.    Such  occurrences  rarely  happen. 


the  ground,  while  5  feet  is  ember) ded  into  a  concrele  bliKk,  The  average  spacing 
ihest-  lowers  is  350  fix-t,  while  on  this  particular  line,  the  long  spans  are  600  feet* 
Syracuse  Tower,  Fig.  4  shows  a  section  of  the  60,000-volt  transmission  h'ne  tower 
the  Syracuse  Rapid  Transit  Company,  New  York,*  along  the  Erie  Canalp    The 

The  6d,e©o-Voit  Substation  and  Transmission  Lme  of  the  Syracuse  Ra.ptd  Transit  Conapany*     Stf^ci 
ItLvy  Jiturtittl,  July  t4f  0^06. 


Fig.  6. — Dead  End  Towers  at  the  Rniliester  Sub'^latifin.    Niagara,  Luckpcirt  and 
Power  Co*    Designed  to  Resist  a  Tnta!  Pull  of  i » ,000  lbs.  per  Cable.    Archbold-Bradj 

route  of  the  line  is  within  ihc  limits  of  the  ciiy  of  Syracuse;  and  the  towers, 
were  built  by  ihc  Archbold-Brady  Corapany,  Syracuse,  are  from  45  to  63  feet 
measured  from  the  ground  to  ihe  lop  of  the  boUom  insulator,  and  are  spaced 
average,  240  feet;  the  longest  span  is  407  feet.     The  conductors  consist  of 
strand  seven-sixteenths-inch  plow  steel  cable* 

In  designing  the  line,  the  a.ssymed  wind  load  was  taken  as  1*25  pounds  per 
foot  of  cable,     This  estimate  was  based  on  a  wind  pressure  of  30  pounds 
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on  a  flat  surface,  or  15  pounds  on  a  round  surface.  The  dead-end  towers  were 
designed  also  for  endwise  strains  under  maximum  wind  and  sleet  loads,  and  calcu- 
lating these  strains,  a  sag  not  exceeding  one-twentieth  of  the  span  was  allowed. 
The  minimum  sag  allowed  was  i  foot  in  40  feet.  The  heights  of  towers  were 
arranged  to  provide  ample  clearance  over  buildings  and  wires.  The  towers  at  the 
angles  were  designed  to  provide  for  side  strains  due  to  the  tension  in  the  cables  based 
on  the  sags  started,  and  also  for  the  pressure  of  the  wind  on  the  cable  and  on  the 
tower.  Enough  insulators  were  provided  at  the  angle  towers  so  that  the  cable  does 
not  make  any  angle  of  over  8J  degrees  on  any  one  insulator.  Where  possible,  the 
cable  was  slacked  off  on  spans  adjacent  to  angles  of  over  3  degrees.  The  towers  at 
angles  and  dead-ends  are  stiff  structures  designed  to  provide  for  the  greatest  assumed 
strains.  In  towers  of  greater  height,  the  section  of  upright  members  in  lower 
panels  was  increased.  The  cross-arms  of  all  towers  were  designed  to  resist  torsional 
strains  due  to  the  pull  of  the  cable  on  the  tops  of  insulators.  The  maximum  pull 
allowable  with  assumed  unit  strains  on  a  single  cross-arm  tower  was  1000  pounds 
for  each  cable.  The  cross-arms  of  towers  at  dead-ends  carry  three  insulators  for 
each  cable,  and  are  designed  to  resist  the  maximum  calculated  pull  due  to  the 
turned  conditions  of  load  and  sag.  Bolted  joints  in  the  main  members  of  towers  were 
designed  on  the  basis  of  10,000  pounds  shearing  per  square  inch  and  20,000  pounds 
bearing  p)er  square  inch. 

The  following  are  the  chief  features  of  the  towers:    The  towers  are  of  the  four- 

'^g  type  and  are  built  up  of  angles.     The  members  of  the  upper  section  are  laced 

^d  riveted  together,  and  the  horizontal  members  throughout  are  riveted  to  the 

upright  members.     The  diagonal  rod  members  are  adjustable  by  right  and  left 

threads  and  devices  at  the  ends.     The  cross-arms  are  specially  designed  and  braced 

5^  resist  possible  torsion  should  one  or  all  of  the  cables  break.     All  metal  is  one-fourth 

"^^h  thick  or  more.     Towers  57  feet  high  and  over  are  supported  on  concrete  piers. 

"^^^ch  leg  of  the  tower  is  anchored  by  two  i-inch  bolts  running  to  the  footings.     The 

^^ting  under  each  pier  is  5  feet  by  3  feet  by  12  inches  thick,  reinforced  to  resist  uplift. 

Oneida  Tower.    Towers  similar  to  these  have  been  installed  by  the  Oneida  Rail- 

^^d  Company,  for  its  electrification  work.     The  standard  height  is  39  feet,  while 

•f>Ocial  towers  run  up  as  high  as  69  feet  from  the  ground  to  the  top  of  the  bottom 

^^vilator.     The  average  span  is  480  feet  long.     For  the  following  specifications  of 

^*^   transmission  line,  the  writer  is   indebted  to  the   designers  and   constructors, 

^^^Iibold-Brady  Company,  Syracuse,  N.Y. 

SPECIFICATIONS 

FOR  HIGH-TENSION  LINE  CONSTRUCTION  FOR  THE  ONEIDA  RAILWAY 
COMPANY.   BETWEEN  CLARK'S  MILLS  AND   MANLIUS  CENTER,   N.  Y 

'^hls  specification  is  intended  to  cover  the  construction  of  a  60,000-voIt  transmission  line  along  the 
!^  '^^  side  of  the  West  Shore  right  of  way  between  the  substations  of  the  Oneida  Railway  Company  at 
-la.r-lc's  Mills  and  Manlius  Center,  NY 

*^he  conductors  will  be  of  No.  o  stranded  copper  supported  upon  structural  steel  towers  with 
^^^^=»>ete  foundations. 
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Towers.  —  The  towers  will  be  of  structural  steel,  as  per  blue  prints  herewith,  and  will  be  designed 
to  sustain  the  assumed  loads  as  follows: 

The  side  pressure  of  the  wind  will  be  taken  at  i}  pounds  per  lineal  foot  of  cable  based  on  a  wind 
pressure  of  30  pounds  per  square  foot  on  a  flat  surface  or  15  pounds  per  foot  on  a  roimd  surface,  acting 
upon  a  cable  covered  with  a  thickness  of  sleet  equal  to  its  own  diameter. 

The  heights  of  towers  will  be  arranged  to  provide  a  minimum  clearance  of  10  feet  over  buildings 
and  such  wires  as  may  be  crossed  by  this  line. 

Towers  at  angles  will  be  designed  to  provide  for  side  strains  due  to  the  tension  of  the  cable  itself 
and  for  the  pressure  of  the  wind  on  the  cables  and  on  the  tower.  Enough  insulators  will  be  provided 
at  the  angle  towers  so  that  the  cable  will  not  make  an  angle  of  over  7}  degrees  on  any  one  insulator. 
The  wind  pressure  on  the  tower  itself  will  be  assumed  at  60  pounds  per  panel  on  each  half  of  tower. 

Unit  Strains.  —  The  section  of  members  in  the  tower  will  be  calculated  for  a  unit  strain  of  24,000 
pounds  per  square  inch  due  to  the  combination  of  loads  stated  above.  The  strains  in  compression  will 
be  based  on  the  formula, 

24,000  -  96-. 

Design.  —  The  design  of  towers  in  general  will  be  as  per  drawing  of  45-foot  tower  herewith.  In 
towers  of  greater  heights,  sections  of  upright  members  in  lower  panels  will  be  increased.  The  cross- 
arms  of  all  towers  will  be  designed  to  resist  torsional  strains  due  to  the  pull  of  the  cable  on  the  tops 
of  insulators.  The  maximum  pull  allowable  on  a  single  cross-arm  tower  will  be  1000  pounds  for  each 
cable,  the  ties  being  designed  to  break  at  this  tension.  The  cross-arms  of  towers  at  dead-ends  will 
carry  three  insulators  for  each  cable  and  will  be  designed  to  resist  the  maximum  calculated  pull  due  to 
the  assumed  conditions  of  load  and  sag.  Bolted  joints  in  the  main  members  of  towers  will  be  designed 
on  the  basis  of  10,000  pounds  shearing  per  square  inch  and  20,000  pounds  bearing  per  square  inch. 

Foundations.  —  Foundations  of  all  towers  will  be  as  p)er  drawing  herewith.  For  towers  below 
57  feet  high,  the  legs  of  tower  will  be  extended  into  the  ground  to  a  concrete  footing  about  3  by  7  feet 
reinforced  at  top  and  bottom  as  per  drawing.  The  metal  below  the  surface  of  the  ground  will  be  pro- 
tected by  a  6-inch  concrete  sleeve  run  in  sheet-metal  form  and  extended  slightly  above  the  ground  sur- 
face. In  wet  places  this  protection  will  be  carried  above  the  surface  of  the  ground,  and  the  portion  of 
comer  posts  below  the  splice  angle  will  be  lengthened  in  proportion. 

Foundations  of  towers  57  feet  high  and  over  will  be  concrete  piers  as  per  drawing.  Each  leg  of  the 
tower  will  be  anchored  by  two  one-inch  bolts  running  to  footings.  The  concrete  will  be  proportioned 
one  part  cement,  three  parts  sand  and  five  parts  broken  stone,  or  may  be  one  to  six  cement  and  clean 
sharp  gravel.  The  footing  under  each  pier  will  be  5  feet  by  3  feet  by  10  inches  thick  reinforced  at 
top  and  bottom.  Where  the  ground  is  firm,  no  forms  will  be  used  around  footings.  The  concrete  for 
piers  will  be  placed  in  forms  of  planed  lumber.  All  piers  must  be  carefully  leveled  up  with  neat  cement 
at  the  top,  this  cement  to  be  put  on  before  the  forms  are  stripped.  The  foundation  bolls  will  be  set 
with  wooden  templates  and  to  elevation  shown  on  working  drawings. 

Steps.  —  Steps  about  20-inch  centers  will  be  provided  for  each  tower  extending  from  first  panel  to 
cross-arm. 

Construction.  —  The  towers  will  be  riveted  in  the  shop  as  far  as  practicable.  The  field  con- 
nections may  be  bolted.     The  bolts  in  the  two  lower  panels  will  be  upset. 

Pins.  —  The  pins  will  be  of  malleable  iron  18  inches  high  above  cross-arm  and  designed  to  with- 
stand a  strain  of  2000  pounds  in  any  direction  applied  to  the  insulator.  They  will  be  attached  to  the: 
tower  with  four  |-inch  bolts. 

Dead-End  and  Special  Structures.  —  Where  the  line  is  dead-ended  or  where  special  structures 
are  required  at  the  sub-stations  a  separate  agreement  will  be  made,  these  structures  not  being  included 
in  this  contract. 

Handling  and  Stringing  Cables.  —  The  cable  will  be  delivered  to  the  contractor  at  convenient 
freight  stations  along  the  line.  The  contractor  will  string  same  upon  the  towers,  using  great  care  thai 
the  cable  is  not  kinked  or  damaged  during  the  operation.    The  cable  will  be  strung  in  general  with  C3 
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Italian  Transmission  System. 

.0.  2,  one-fifth  inch  diameter,  area 

^ot;  three  wires,  circuit  No.  3,  each 

.074  pound  per  linear  foot,  together 

The  wind  pressure  is  30  pounds  per 

II  all  wires  covered  with  one-half  inch 

JO  pounds  per  square  inch  net  section; 

«>unds 

1251^ 

OSS  section;  shear  on  rivets  22,500  per  square 

IS  per  square  inch;  maximum  bending  moment  on 

<imum  overturning  moment  of  pole,  3,340,000  inch- 
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Fig.  II. — ^Type  of  Tower  used  in  50,000-volt  Italian  Transmission  System. 

1.22  pounds  per  linear  foot;  four-wire  circuit  No.  2,  one-fifth  inch  diameter,  area 
1,000,000  cm.,  weight  3.55  pounds  per  linear  foot;  three  wires,  circuit  No.  3,  each 
0.165  inch  diameter,  area  27,225  cm.,  weight  .074  pound  per  linear  foot,  together 
with  one-half  inch  coating  of  ice  on  all  wires.  The  wind  pressure  is  30  pounds  per 
square  foot  on  the  surface  of  the  pole,  and  on  all  wires  covered  with  one-half  inch 
coating  of  ice.     Unit  stresses:  Tension,  30,000  pounds  per  square  inch  net  section; 

30,000  pounds 

125  f' 

^c  compression  is  per  square  inch  cross  section;  shear  on  rivets  22,500  per  square 

^^h  ;  bearing  on  rivets,  45,000  pounds  per  square  inch ;  maximum  bending  moment  on 

'^fc,  2,910,000  inch-pounds;  maximum  overturning  moment  of  pole,  3,340,000  inch- 
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pounds.  The  painting  is  one  coat  of  New  York  Central  standard  red  lead  paint  on 
each  surface  in  contact  before  assembling,  and  one  coat  on  the  entire  pole  before 
leaving  the  shop.  Before  erection  two  heavy  coats  of  New  York  Central  asphaltum 
varnish  are  added,'* 

Luzerne  Tower.  A  type  of  recent  Swiss  transmission  h'ne  construction  is  given  in 
Fig.  9,  and  is  used  in  connection  with  the  27,000-voh  line  at  Luzerne,  Switzerland/ 
The  towers  are  about  45  feet  high  measured  from  the  ground  up  to  the  lower  insulator* 
As  will  be  seen  in  detail,  Fig.  10,  the  insulators  are  mounted  on  vertical  oak  members 
carried  by  transverse  channels  and  are  ^.^  ^^^^  apart  on  the  leg.  The  insulators  are 
fastened  to  galvanized  iron  pins  by  hemp,  linseed  oil,  and  shellac.  To  prevent  a  line 
from  dropping  to  the  ground,  guard  angles  are  provided*  Owing  to  adverse  con- 
ditions, several  of  the  towers  had  to  be  placed  on  a  cantilever  construction  overhanging 
the  lake  as  seen  in  Fig.  9. 

For  this  purpose  a  cantilever  structure  had  to  be  embedded  in  a  heavy  concrete 
block,  in  order  to  protect  the  cantilever  and  the  tower  from  boulders  coming  down 
the  mountain  slope;  heavy  masonry  abutments  were  placed  on  top  of  the  concrete 
block;  a  passageway  is  provided  to  reach  the  tower.  The  total  length  of  the  canti- 
lever is  about  30  feet.  The  spacing  of  the  cantilever  poles  is  400  feet,  while  the  normal 
spacing  for  the  land  towers  is  about  200  feet. 


ij 


Fig,  12, — Highway  iuid  Telephone  Cmssing  for  50,000- volt  Line  Near  Lccco,  Italy;  abu 

Set'tidn  Switch  Htjuse» 


Brusio  Tower.   The  latest  and  most  prominent  transmission  line  is  that  of  ihc 
Brusio   Plant,  Switzerland,  transmitting  50,000  volts  for  some  H8.5  miles  in  ll 
*  The  37,eeo-Voit  TfaruttDissbii  S)*s4cn3  af  ibr  rjbrrraitti  Power  Plain »  Swiftribttit    Ettctri^iMl  R^-^ 
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60  feet  high  and  spaced  about  500  feet  apart.     Each  leg  is  anchored  to  a  3-inch  angle 
7  feet  10  inches  long,  set  in  concrete  to  prevent  corrosion,  except  for  about  10  inches 

at  the  bottom,   which   is  left   bare   to  pro- 
vide an  effective  ground.     Stranded  copper 
cables  with  hemp  centers,  and  having  a  con- 
ductivity equal  to  No.  2  solid  wire,  are  sus- 
pended  from   brackets   by  means  of  5  disk 
link   insulators.     The  steel  angles,  to  which 
the  links  of  the  towers  are  anchored,  were  sefc: 
in  concrete  at  a  mixing  plant  at  one  end  o  — 
the  line  and   afterwards  transported  to  tlv_ 
points  needed.     Each  complete  anchor  weigV — 
about  275  pounds.     The  concrete  envelope 
elliptical  in  section,  the  axes    of  the  ellip^ 
being  4.5  inches  and  6  inches  respectiv&M 
One  3-inch  4-pound  steel  channel  and  sev^xz: 
short  reinforcing  rods  were  fastened  horizc^— 
tally  near  the  bottom  of  each  main  angle 
anchors.     These  channels  and  rods  also  we-^ 
set  in  concrete  disks,  sheet-iron  molds  beix== 
used  for  the  purpose. 

Economical  Spans.  In  laying  out  a  trans 
mission  line  it  is  of  foremost  importance 
first,  to  find  out  the  most  economical  span, 
that  is,  after  the  size  of  the  conductors  has 
been  calculated,  not  omitting  the  line  loss; 
the  next  step  is  to  ascertain  the  proper  spac- 
ing. Having  determined  from  the  foregoing 
chapter  the  necessary  cross  section  of  copper 
conductor,  the  choice  of  material,  whether 
copper,  aluminum,  or  steel  conductors  should  be  used,  must  be  decided. 

TABLE    I.  — TENSILE    STRENGTH    AND    CONDUCTIVITY    OF   CONDUCTORS. 


Fig.  14. — Type  of  Tower  for  Suspended 
Insulator,  Southern  Power  Co.,  Char- 
lotte, N.  C. 


Material. 

Tensile  strength. 

pounds  per  square 

inch. 

Conductivity. 

Copper ...      

Aluminum 

Steel . .              

5S.0OO 

28,000 

100,000 

100 
62 
12 

In  the  foregoing  table  the  conductivities  and  tensile  strengths  of  conductors  for 
high  tension  transmission  lines  are  given;  in  connection  with  same  the  market  price 
of  the  materials  must  be  considered,  especially  those  of  copper  and  aluminum  which 
vary  greatly.  From  this  and  in  conjunction  with  the  design  of  the  tower  the  most 
economical  span  can  only  be  determined  by  making  comparative  estimates. 
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From  these  two  formulae  d  can  be  figured  for  any  temperature,  the  initial  sag 
being  35  feet  at  212°  F.  The  following  table  gives  the  sag  for  temperatures  between 
212°  F.  and  minus  20°  F.: 

TABLE    II.  — SAG    AT    DIFFERENT   TEMPERATURES. 


Temperature. 

Deflection,  feet 

Temperature. 

Deflection,  feet. 

degrees  F 

degrees  F. 

212 

35  0 

90 

27.1 

200 

34-7 

80 

26.4 

190 

338 

70 

25.6 

180 

33  2 

60 

24.9 

170 

32  5 

50 

24.1 

160 

31  8 

40 

23- 3 

150 

31   2 

30 

22.5 

140 

30- 5 

20 

21.7 

130 

29.9 

10 

20.9 

120 

29. 2 

0 

20. 1 

1 10 

28  5 

—  20 

19.2 

ICX) 

27.8 

—  20 
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Substituting  in  equation  (i)  the  values 

w  =4.31  pounds  (the  maximum  weight), 
d  =  18.3  feet  (minimum  deflection), 
L  =  1000  feet, 

1000^  X  4.31 


T  (the  maximum  tension)  = 


8  X  18.3 


=  29,400  pounds. 


The  sectional  area  of  8oo,ooo-C.M.  cable  is  .8  square  inch,  giving  a  tensile  strength 
of  .8  X  3S,ooo  =  28,000  pounds  per  cable. 

Comparing  this  result  with  the  maximum  tension,  29,400  pounds,  it  is  seen  that 
the  line  will  not  stand  the  severe  conditions  as  set  down.  To  relieve  the  strain,  the 
line  should  be  lengthened  in  the  fall  and,  to  prevent  excessive  sag,  taken  up  again 
in  the  spring. 

Suppose  a  range  of  temperature  from  60®  F.  to  —  20°  F.  be  taken  for  the  winter. 
Then  the  line  could  be  allowed  a  drop  of  35  feet  at  this  maximum  temperature,  which, 
by  reference  to  the  table,  would  make  the  equivalent  sag  at  —  20®  F.  28.4  feet. 

Substituting  in  formula  (i), 

1000' X  4-31  , 

T  = =  19.000  pounds, 

8  X  28.4 

or  the  one  setting  would  give  a  safe  tension  on  the  cable  for  the  conditions  noted, 
though  for  severe  condilions  it  would  be  well  to  give  the  maximum  drop  of  35  feet, 
as  the  adjustment  requires  only  a  few  minutes'  work. 

As  an  example,  the  maximum  strain  per  cable  is  19,000  pounds,  or  per  tower, 
4  X  19,000  =  76,000  pounds.  The  horizontal  component  due  to  the  wind  pressure 
is  transmitted  to  the  foundations  and  the  direct  pull  to  the  steel  brace  rods  behind. 
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TRANSMISSION   LINE   TOWERS   AND    ECONOMICAL   SPANS.* 

For  any  given  transmission  line  there  is  a  certain  length  of  span  which  is  most 
economical.  A  determination  of  what  the  economical  span  is,  in  any  case,  can  only 
be  made  by  obtaining  data  showing  the  variation  of  each  item  of  cost  which  changes 
with  the  length  of  span.  In  a  steel-tower  line  the  cost  of  the  tower  is  probably  the 
most  important  among  those  items  which  vary  with  the  length  of  span.  As  the  span 
is  made  longer,  the  towers  must  be  made  higher  and  stronger.  The  purpose  of  this 
paper  is  to  describe  a  method  by  which  the  relation  between  the  height,  strength, 
and  cost  of  a  tower  of  given  form  may  be  expressed.  The  application  of  this  method 
to  the  problem  of  fixing  the  economical  span  will  also  be  shown. 
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Fig.  I. 


Fig.  2. 
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A  transmission  tower  has,  in  general,  three  duties  to  perform: 

1.  It  must  have  strength  to  resist  wind  pressure  on  its  various  members. 

2.  It  must  have  strength  to  withstand  certain  external  loads  due  to  cables, 
guys,  etc. 

3.  It  must  have  strength  to  sustain  its  own  weight. 

The  weight  of  a  given  transmission  tower  may  therefore  be  considered  to  be  made 
up  of  three  components,  each  component  corresponding  to  one  of  these  sources  of 
stress.  The  following  equation  may  then  be  written  for  the  weight  of  the  structure 
shown  in  diagram  in  Fig.  i, 

W  ^W^^W^^W^  (i) 

in  which  W  =  total  weight. 

■   A  paper  by  D.  R.  Scholes.     Am.  Inst,  of  E.  E.,  Niagara  Falls,  N.Y.,  June  26,  1907. 
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W^  =  weight  necessary  to  provide  strength  against  wind  pressure. 
W^  =  weight  necessary  to  provide  strength  against  external  loads. 
W^  =  weight  necessary  to  enable  the  structure  to  sustain  its  own  weight. 

Assume  that  the  structure  shown  in  Fig.  i  has  been  designed  for  a  certain  wind 
pressure,  and  for  certain  external  loads  of  given  amount  and  manner  of  application. 
Each  member  in  the  structure  may  be  considered  to  involve  three  components  of 
thickness,  each  component  corresponding  to  one  of  the  three  general  sources  of  stress. 
In  determining  the  value  of  W^,  the  stress  in  each  member  resulting  from  wind 
pressure  alone  would  first  be  computed;  with  this  as  a  basis,  the  component  of 
thickness  of  each  member  necessary  to  sustain  the  stress  due  to  wind  pressure  alone 
would  then  be  calculated.  Having  determined  the  component  of  thickness  of  each 
member  corresponding  to  the  stated  wind  pressure,  the  value  of  W^  would  follow 
directly.     A  similar  method  would  be  used  in  finding  W^^  and  W^. 

This  method  will,  perhaps,  be  made  more  clear  by  referring  to  Fig.  2,  which 
shows  in  cross  section  one  of  the  members  of  the  tower  of  Fig.  i. 
In  the  figure, 
/  =  total  thickness, 

t^  =  thickness  corresponding  to  wind  pressure, 
t^  =  thickness  corresponding  to  external  loads, 
/g  =  thickness  corresponding  to  weight  of  structure, 
/g^  =  thickness  corresponding  to  component  W^  of  the  weight  of  the  structure, 
/jjL  =  thickness  corresponding  to  component  W^  of  weight  of  load. 

It  is  seen  that  ^  =  ^w  +  ^l  +  ^s  (2) 

and  t  ^t^+t^+t^^+  /,,  (3) 

since  t^  =  t,^  -f  /,,. 

The  thickness  of  any  other  member  of  the  tower  may  be  considered  to  be  divided 
up  into  parts  in  the  same  manner.  Since  t^  is  divided  into  the  parts  t^^  and  t^^,  a 
corresponding  division  may  be  made  in  the  term  W^  of  equation  (i)  which  gives 

W  ^W,,+W,  +  W,^  +  W,,,  (4) 

where  W^^  =  weight  necessary  to  provide  strength   to    sustain  W^  and  PT,^,  and 
PFsL  =  weight  necessary  to  provide  strength  to  sustain  PF^  and  W^^^. 

The  structure  shown  in  diagram  in  Fig.  i  involves  members  of  three  general 
kinds;  namely,  beams,  struts,  and  tension  members. 

The  bending  moment  produced  in  a  given  beam  by  a  given  load  W  may  be 
expressed  by  the  equation 

M  =  CWl,  (5) 

M  =  maximum  bending  moment, 
/  =  distance  between  supports, 

C  =  constant,  dependent  on  the  manner  in  which  the  load  is  distributed.  The 
relation  between  the  bending  moment  and  the  stress  in  the  most  remote  fiber  of  the 
beam  is  given  by  the  equation  P/7i.2 

M  = ,  (6) 
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M  =  bending  moment, 

P  =  stress  per  unit  area  in  most  remote  fiber  of  beam, 
F  =  cross-sectional  area  of  beam, 

k  =  radius  of  gyration  of  beam  section, 

t  =  distance  of  most  remote  fiber  from  neutral  axis. 

Combining  these  two  expressions,  the  equation 

""^  (7) 

is  obtained,  which  gives  the  load  which  the  beam  will  carry,  P'  being  the  ultimate 
strength  of  the  material  in  the  beam. 

Now  if  k  is  the  radius  of  gyration  of  a  given  figure,  the  radius  of  gyration  of  a 
second  figure  similar  to  the  first  but  of  diEFerent  size  is  equal  to  »4,  n  being  the  ratio 
between  corresponding  linear  dimensions  of  the  two  figures. 

If,  therefore,  a  second  beam  be  considered,  exactly  similar  to  the  first,  but  of 
different  size  and  length,  n  being  the  ratio  between  corresponding  linear  dimensions 
of  the  two  beams,  the  load  which  this  second  beam  will  carry  is 

Iv,  = =  tr  ,   and  — -  =  tr.  (8) 

'  Cnlne  Cle  W 

Expressed  in  words,  this  relation  may  be  stated  as  follows: 
The  load  which  a  beam  of  given  form  will  carry  varies  as  the  square  of  its  linear 
dimensions. 

The  strength  of  a  strut  against  compressive  stress  is  given  by  Rankine's  formula: 

P'  F 
W  = -,  (9) 

^  =  ultimate  strength  of  strut. 

^  *  ultimate  compressive  strength  of  material. 

P  *  cross-sectional  area. 

'  =  length. 

*  =  radius  of  gyration. 

C  =  constant,  depending  on  kind  of  material. 

And  the  strength  of  another  strut,  exactly  similar  to  the  first  but  of  different 
size  and  length,  n  being  the  ratio  between  corresponding  linear  dimensions  of  the 
two  struts,  is 

lF,=---^,=n,— —       also     -=n^  (xo) 

Expressed  in  words,  this  relation  may  be  stated  as  follows: 
The  load  which  a  strut  of  given  form  will  carry,  varies  as  the  square  of  its  linear 
£Jj0iensions. 
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The  strength  of  a  tension  member  is  directly  proportional  to  its  cross-sectional 
area;  that  is,  it  varies  as  the  square  of  its  linear  dimensions. 

An  investigation  of  the  action  of  a  member  subjected  to  torsional  loads,  similar 
to  those  just  made  for  beams,  struts,  and  tension  members,  would  show  a  like  rela- 
tion; that  is,  the  load  which  a  member  of  given  form  subjected  to  torsion  will  carry, 
varies  as  the  square  of  its  linear  dimensions.  This  investigation  is  not  undertaken 
here,  however,  because  members  of  this  character  are  little  used  in  transmission 
towers. 

Returning  to  the  structure  shown  roughly  by  Fig.  i.  It  is  usually  assumed  that 
the  actual  pressure  on  any  part  of  such  a  structure,  produced  by  a  wind  of  given 
velocity,  is  directly  proportional  to  the  exposed  area  of  that  part.  Now  the  exposed 
area  of  any  part  is,  in  general,  dependent  on  its  length  and  breadth,  but  not  upon  its 
thickness.     It  therefore  follows  that  if  the  structure  shown  in  Fig.  3  is  geometrically 


-^^ 


Fig.  3. 


Fig. 


similar  to  that  of  Fig.  i,  in  every  respect  except  the  thickness  of  its  parts,  and  is  of 
different  size,  the  ratio  between  corresponding  linear  dimensions  being  n,  the  load 
produced  on  any  part  of  the  second  structure  by  a  wind  of  given  velocity  is  equal  to 
n^  times  the  load  produced  on  the  corresponding  part  of  the  first  structure  by  the  same 
wind.  It  also  follows  that  the  stress  in  any  member  of  the  second  structure  under 
these  conditions,  due  to  wind  pressure,  is  equal  to  n^  times  that  in  the  corresponding 
member  of  the  first  structure. 
For  the  structure  of  Fig.  3, 


and 


W^  =  W\,  +  W\  +  W\^  +  W\ 


(") 
(12) 
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From  the  foregoing  discussion  of  the  relation  between  the  size  and  strength  of 
beams,  struts,  etc.,  of  given  form,  it  is  evident  that 

t\  =  nt^  (13) 

and  W^'w  =  w'W'w  (m) 

both  structures  being  calculated  for  the  same  wind  pressure. 
Again  referring  to  the  equation  for  beams, 

FFk^  ^       WCle  ,     , 

It  is  evident  that  if  k  and  e  can  be  kept  constant,  the  sectional  area  which  a 
given  beam  must  have  to  sustain  a  load  distributed  in  a  given  manner  varies  directly 
as  the  load  and  directly  as  the  length  of  the  beam.  The  sections  commonly  employed 
as  beams  are  angles,  channels,  and  I-sections.  By  reference  to  any  handbook  of 
such  sections  it  will  be  seen  that  for  any  of  these  sections  of  a  given  nominal  size  the 
area  of  the  beam  may  vary  considerably  without  producing  more  than  a  negligible 
change  in  the  value  of  k  or  e. 

Hence,  if  after  the  nominal  size  of  a  beam  has  been  determined,  it  is  desired  to 
vary  either  the  load  or  the  length  of  the  beam,  the  sectional  area  should  be  made  to 
vary  directly  as  the  load  and  directly  as  the  length  of  the  beam. 

From  the  formula  for  columns, 

W^-^,F ^-^,  (16) 

it  is  seen  thftt,  if  the  ratio  l/k  is  kept  constant,  the  strength  of  the  column  is  directly 
proportional  to  its  cross-sectional  area. 

From  the  nature  of  a  tension  member,  its  strength  is  proportional  to  its  sectional 
area. 

Again  refer  to  Fig.  i.  It  is  assumed  that  this  structure  is  subjected  to  the  loads 
G,,  G,,  G,,  etc.,  these  loads  being  placed  upon  it  through  cables,  guys,  or  the  like. 
The  application  of  each  of  these  loads  will,  in  general,  produce  certain  stresses  in 
each  of  the  members  of  the  structure.  The  stress  in  a  given  member  produced  by  a 
given  load  will  be  directly  proportional  to  the  load,  and  the  magnitude  of  the  stress 
will  depend  on  the  particular  position  which  the  member  occupies.  If  a  certain 
system  of  loads,  as  G,,  Gj,  Gg,  and  G4,  is  applied  to  the  structure,  the  resultant  stress 
in  any  given  part  may  be  considered  to  be  made  up  of  the  components  AG^,  BG^, 
CG^f  and  DG^  —  A,  B,Cj  and  D  being  constants.  Also,  if  each  of  the  loads  is  multi- 
plied by  a  factor  r,  the  resultant  stress  in  any  member  will  also  be  multiplied  by  that 
factor. 

Moreover,  if  a  system  of  loads  as  G,,  G^,  Gj,  etc.,  be  similarly  applied  to  another 
tincture  geometrically  similar  to  that  of  Fig.  i,  but  of  different  size,  the  stress  pro- 
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duced  in  a  given  member  of  the  second  structure  by  these  loads  will  be  equal  to  that 
produced  by  them  in  the  corresponding  member  of  the  first  structure.  In  Other 
words,  the  stress  in  any  member  is  dependent  only  upon  the  geometrical  form  of  the 
structure  and  the  amount  and  manner  of  application  of  the  loads  producing  itj  and 
is  not  afiFected  by  the  actual  size  of  the  structure. 

Let  the  structure  indicated  in  Fig.  4  be  geometrically  similar  to  that  of  Fig.  i 
in  all  respects  except  the  thickness  of  its  members.  Let  the  system  of  loads,  rG^^ 
tG^,  rG^,  and  rG^,  applied  to  this  structure  be  similar  to  that  applied  to  the  structure 
of  Fig.  I,  but  of  dififerent  magnitude,  the  ratio  between  corresponding  loads  being  r. 
Also  let  the  structure  of  Fig.  4  be  designed  for  a  dififerent  wind  pressure  from  that 
of  Fig.  I,  the  ratio  between  the  wind  pressures  per  unit  area  in  the  two  cases  being  p. 

For  the  structure  of  Fig.  4, 

W  =  W\  +  W\  +  W'\^  +  W'\^  (17) 

r  =  t\  + 1\  + 1\^  + 1\,  (18) 

In  view  of  the  relations  pointed  out  between  the  length,  sectional  area,  and 
strength  of  the  various  kinds  of  members  involved  in  the  structures,  it  follows  that 

(19) 
(20) 

(21) 
(22) 

To  make  equations  (21)  and  (22)  strictly  accurate,  terms  must  be  added  to 
represent  the  weight  added  to  provide  for  the  strength  necessary  to  take  care  of  each 
individual  increment  of  weight.  This  will  involve  a  convergent  infinite  series  in  each 
case.  All  terms  of  these  series,  except  the  first,  are,  however,  relatively  unimpor- 
tant and  will  therefore  be  neglected. 

Substituting  in  equation  (17) 

W'  =  n^pW^  +  nrW^  +  n'pW,^  +  nVTF,^.  (23) 

This  is  a  general  equation,  and,  given  the  values  of  W^,  W^^  W^^  and  W^^  for 
the  structure  of  Fig.  i,  it  makes  it  possible  to  calculate  the  weight  of  the  structure  of 
Fig.  4  without  going  through  the  routine  of  calculating  the  stresses  in  each  member 
and  the  sizes  and  weights  of  the  parts  necessary  to  carry  these  stresses. 

The  application  of  this  formula  to  the  problem  of  fixing  the  economical  span 
for  a  given  transmission  line  is  obvious.  A  tower  for  a  given  length  of  span  would 
be  designed  to  furnish  the  strengths  necessary  for  that  span.  The  design  would  be 
made  in  accordance  with  the  manufacturing  facilities  available  for  producing  the 
structures.  The  stresses  in  each  member  would  be  carefully  calculated  and  the  val- 
ues of  PF^,  W^,  W^^  and  W^^  found  for  the  structure.  Having  found  these  values, 
the  weight  of  any  similar  structure  for  any  length  of  span  could  be  determined  by 
substitution  in  equation  (23). 

It  is  to  be  observed  that  this  method  of  treating  the  case  assumes  that  both  wind 
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loads  and  external  loads  are  to  be  applied  to  the  structure  simultaneously.  This  is 
usually  the  case.  In  other  cases,  however,  the  method  to  be  pursued  would  be 
similar,  but  modified  to  suit  the  peculiarities  of  the  case. 
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Tt  is  also  to  be  borne  in  mind  that  formula  (23)  contemplates  that  variations  in 
the  cross  section  of  any  member  will  be  made  in  such  manner  that  the  radius  of 
gyration  of  the  section  will  be  kept  proportional  to  n  in  every  case,  and  also  that  no 
appreciable  variation  from  geometric  similarity  will  occur.  These  assumptions 
do  not  involve  any  appreciable  inaccuracy  within  the  range  of  ordinary  practice. 
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Before  the  problem  of  providing  steel  towers  for  supporting  the  cables  of  a  given 
transmission  line  can  be  considered,  the  general  features  of  the  line,  its  voltage, 
size  of  conductor,  etc.,  must  be  fixed.  To  show  the  application  of  the  formula 
just  developed,  the  following  set  of  general  assumptions  has  been  selected  as  a 
working  basis,  and  it  is  believed  that  they  are  in  accord  with  average  high-grade 
practice. 

General  Assumptions.     System:  three-phase  alternating  current. 

Conductor:  400,000  circular  mils  stranded  copper.  Cross-sectional  area  0.3145 
square  inch.     Outside  diameter  0.73  inch.     Weight  per  foot  1.22  pounds. 

Spacing:  7-foot  delta,  for  500-foot  span. 

Minimum  clearance:  30  feet  between  ground  and  lowest  conductor  at  center  of 
span. 

Temperature  range:  40°  F.  to  iio°F. 

Sleet:  0.5  inch  all  around  cables.  Diameter  of  conductor  with  sleet  1.73  inches. 
Weight  per  foot  with  sleet  1.98  pounds. 

Wind  pressure :  30  pounds  per  square  foot  normal  to  plane  surfaces. 

Test  factor  of  safety:  2. 

It  is  further  assumed  that  at  occasional  intervals  along  the  line,  the  structures 
will  be  stayed  by  guy  cables  in  the  direction  of  the  line,  and  that  the  cost  of  such 
staying  will  not  vary  with  the  length  of  span.  To  provide  in  all  structures  a  certain 
amount  of  strength  against  loads  on  the  insulators,  in  the  direction  of  the  line,  it  is 
assumed  that  in  the  tower  for  the  500-foot  span,  an  unbalanced  test  load  of  2000 
pounds  will  be  applied  to  the  top  of  each  insulator  pin  in  a  horizontal  direction 
parallel  to  the  line. 

In  explanation  of  the  term  "test  factor  of  safety,"  it  may  be  said  that  it  has  become 
usual  for  purchasers,  in  issuing  specifications  for  towers,  to  require  that  the  structures 
must  show,  under  actual  test,  their  ability  to  withstand  the  loads  due  to  the  assumed 
wind  pressures,  weights,  etc.,  with  a  certain  factor  of  safety.  In  calculating  the  load 
to  be  applied  to  the  top  of  an  insulator  pin,  for  instance,  to  test  it  for  strength  against 
wind  pressure  on  cables,  the  effective  area  of  the  cable  with  sleet  would  be  multiplied 
by  the  stated  wind  pressure  and  by  the  factor  2.  The  load  thus  obtained  would 
then  be  actually  applied  to  the  structure,  and  its  acceptance  would  depend  upon  its 
ability  to  withstand  such  tests.  In  order  that  the  structure  may  have  a  certain  margin 
of  strength  over  and  above  that  actually  required  to  withstand  tests  based  on  a  test 
factor  of  safety  of  2,  the  sizes  of  the  members  will  be  calculated  with  reference  to  a 
factor  of  safety  of  2.5  based  on  ultimate  strength. 

In  determining  the  sag  corresponding  to  each  length  of  span,  reference  has  been 
had  to  the  curves  given  in  Fig.  9,  calculated  by  Mr.  Ralph  D.  Mershon,  and  here 
reproduced  through  his  courtesy.  These  curves  indicate  in  each  case  the  sag  for 
maximum  temperature,  this  sag  being  so  determined  that,  when  under  minimum 
temperature  and  maximum  wind  and  sleet  loads,  the  conductor  will  not  be  stressed 
beyond  its  elastic  limit. 

With  the  foregoing  set  of  conditions  at  hand,  computations  have  been  made  of 
the  cost  of  each  of  a  series  of  structures  for  a  500-foot  span,  these  structures  being  of 
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varying  width  of  base  but  uniform  in  height.  The  purpose  of  these  computations  is 
to  show  the  relation  between  the  width  of  base  and  cost  for  such  structures,  and  to 
obtain  an  indication  as  to  what  ratio  between  height  and  width  of  base  is  most 
economical.  This  series  of  structures  is  shown  in  diagram  in  Fig.  5.  A  curve  is 
given  in  Fig.  6  showing  the  relation  between  the  width  of  base  and  the  cost  per 
structure.  The  cost  of  each  structure  has  been  figured  on  a  basis  of  $4.50  per 
100  pounds  delivered  in  the  field.  The  construction  involves  standard  angle  and 
flat  steel  sections,  standard  butt-weld  pipe,  and  some  simple  forgings.     It  has  been 
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^^umed  that  all  parts  would  be  properly  galvanized,  so  no  limitation  has  been 

^''^e  as  to  the  minimum  thickness  of  material,  it  being  simply  required  that  the 
Ambers  be  of  suflScient  strength  to  meet  the  conditions  laid  down.     The  construc- 
tion admits  of  shipment  knocked  down  and  bundled,  and  it  is  believed  that  the 
figure  $4.50  per  100  pounds  for  structures  of  this  class  delivered  in  the  field,  is 
quite  safe. 

It  will  be  seen,  by  reference  to  the  curve  in  Fig.  6,  that  the  cost  of  the  structure 
iJone  is  least  when  the  ratio  of  width  of  base  to  height  is  about  i  to  4.     This  con- 

cJusion  has  reference,  of  course,  only  to  the  span  of  500  feet  and  to  the  conditions  and 

type  of  construction  adopted. 
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The  width  of  base  of  the  structure  has  an  important  bearing  on  the  cost  of  the 
line,  aside  from  its  efifect  on  the  cost  of  the  tower  structure  itself,  since  it  affects  the 
cost  of  foundations,  the  cost  of  right  of  way,  and  the  cost  of  assembling  and  raising 
the  structure  in  the  field.  Now  it  is  a  difficult  and  uncertain  matter  to  estimate  the 
variation  of  cost  of  these  items  for  a  general  case.  Hence  a  determination  of  the 
economical  width  of  base  for  certain  assumed  conditions  would  be  of  but  little  interest 
in  the  present  connection. 

Application  of  the  Formula.  The  structure  having  a  width  of  base  equal  to 
one-fourth  its  height  has  been  selected  as  a  basis  for  calculations  of  the  weights  of 
towers  for  longer  spans.  An  investigation  of  this  structure  has  been  made  to  deter- 
mine the  values   of  W^y  W^y  W^^,  and  W^^,  and  the  following  values  arrived  at: 


W,  =  813 


W„  =  34 
W,,  =60 


The  table  given  below  gives  the  results  obtained  by  means  of  the  formula  for  a 
series  of  towers  similar  to  No.  4  in  Fig.  5,  but  for  spans  up  to  1000  feet.  Since  all 
towers  in  the  series  are  to  be  for  the  same  wind  pressure,  p  is  equal  to  unity  in  each 
case.  Also,  r  is  proportional  to  the  length  of  span,  since  the  external  loads  are  due 
to  wind  pressure  on  the  cables  and  the  weight  of  the  cables. 


TABLE   I. 

Sp*n. 

Sag. 

Height. 

n 

^' 

n» 

n* 

r 

f^PWw 

«Vsw 

wVwgL 

V,' 

2CX) 

2.0 

32.0 

0.780 

0.608 

0.475 

0.370 

0.4 

182 

354 

13 

15 

464 

300 

4.5 

34.5 

0.832 

0.692 

0.576 

0.479 

0.6 

221 

406 

16 

25 

668 

400 

7-5 

37.5 

0-915 

0.837 

0.766 

0.701 

0.8 

294 

596 

34 

40 

954 

500 

II. 0 

41.0 

1. 00 

1. 00 

I. 00 

1. 00 

I.O 

383 

813 

34 

60 

1290 

600 

155 

45-5 

I. II 

1-23 

1.37 

I-5I 

1.2 

523 

1082 

52 

89 

1746 

700 

20.5 

50-5 

123 

I-5I 

1.86 

2.28 

1.4 

703 

1405 

78 

128 

33x4 

800 

26.0 

56.0 

1.366 

1.86 

2-55 

3-46 

1.6 

•978 

1778 

118 

179 

3053 

900 

33- 0 

63.0 

1-537 

2.36 

3.62 

5-57 

1.8 

1386 

2250 

190 

255 

4081 

1000 

40.5 

70-5 

1.72 

2.96 

5-09 

8.76 

2.0 

1950 

2800 

^    298 

356 

5404 

These  results  are  shown  graphically  in  Fig.  7  by  the  curve  which  gives  the  relation 
between  the  length  of  span  and  the  cost  of  towers  per  thousand  feet  of  line.  By 
properly  representing  to  this  same  scale  the  cost  of  insulators,  foundations,^  right  of 
way,  etc.,  per  thousand  feet  of  line,  corresponding  to  the  various  lengths  of  span,  and 
adding  the  corresponding  ordinates  of  all  these  curves,  a  resultant  curve  will  be 
obtained.  This  resultant  curve  will  show  the  relation  between  the  length  of  span 
and  cost  of  those  items  which  vary  with  the  length  of  span,  and  it  will  therefore  indicate 
the  economical  span  for  the  assumed  conditions. 
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A  curve  showing  the  cost  of  insulators  per  1000  feet  of  h'ne  is  given  in  Fig.  7,  the 
insulators  having  been  figured  at  $5.00  each,  erected  on  the  tower  and  with  the  con- 
ductor secured  to  them. 

The  curve  in  Fig.  7,  showing  the  cost  of  foundations  per  1000  feet  of  line,  has 
reference  to  the  type  of  foundation  shown  in  Fig.  8,  and  to  the  following  method 
of  calculation. 

It  is  a  usual  assumption  that  the  strength  of  a  foundation  against  a  force  tending 
to  pull  it  out  of  the  ground  is  directly  proportional  to  the  weight  of  the  foundation 
plus  the  weight  of  earth  contained  in  the  figure  ABCD. 


Fig.  8. 

If  the  foundation  in  Fig.  8  has  strength  to  resist  a  resultant  force  P,  a  second 
foundation,  exactly  similar  to  it  but  of  different  size,  would  have  strength  to  resist 
the  force  n^  pn  being  the  ratio  between  corresponding  linear  dimensions  of  the  two 
foundations.  Now  it  seems  fair  to  assume  that  the  cost  of  such  a  foundation  would 
vary  directly  as  its  volume.  The  cost  of  the  foundation  would  therefore  vary  directly 
as  the  resultant  force  which  it  is  capable  of  resisting. 

Referring  to  some  experiments  made  at  Chicago  on  a  foundation  similar  to  that 
of  Fig.  8,  and  to  the  records  showing  the  actual  cost  of  the  foundation  in  the  field, 
ready  to  receive  the  structure,  the  following  basis  for  calculation  was  obtained: 

Resultant  force  sustained  by  foundation 24,000  lb. 

Cost  of  foundation $15.25 

By  calculating  the  resultant  force  which  would  come  upon  the  foundation  from 
each  of  the  structures  given  in  Table  I,  and  making  the  cost  of  foundation  for  each 
structure  proportional  to  that  force,  on  the  basis  of  the  data  above  given,  the  curve 
showing  the  foundation  cost  per  1000  feet  of  line  given  in  Fig.  7  was  obtained.  It  is 
to  be  observed  that  this  curve  is  quite  flat,  indicating  that  the  foundation  cost  does 
not  vary  to  any  great  extent  as  the  length  of  the  span  is  varied. 

The  curve  of  combined  cost  of  lowers,  foundations,  and  insulators  was  obtained 
by  adding  the  respective  ordinales  of  the  curves  giving  the  separate  costs  of  these 
items.  This  curve  indicates  that,  for  the  assumed  conditions,  a  span  of  about 
425  feet  would  be  most  economical. 

It  is  to  be  observed  that  in  the  foregoing  solution  the  determining  factors  are  the 
tower  cost  and  the  insulator  cost.     As  the  price  per  insulator  is  increased,  the  econom- 
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ical  length  of  span  would  be  increased,  and  vice  versa;  in  other  words,  the  high( 
the  voltage  the  longer  the  span  should  be. 

For  a  low-voltage  line  the  economical  span  would  be  somewhere  between  300  an 
400  feet,  as  far  as  the  methods  of  calculation  here  employed  can  determine.  Eac 
structure  in  this  case  would,  however,  be  a  very  light  affair.  It  is  probable  that  i 
the  average  case  a  somewhat  longer  span  would  be  decided  upon  in  order  to  gii 
each  structure  greater  individual  strength  and  thus  make  it  safer  against  damage  di 
to  external  causes. 


~a*        ^       W       JO*       "dc*       S=       "io*       W 

Fig.  9. 

In  case  it  is  desirable  to  impose  limitations  of  this  sort,  the  formula  must  be  modi 
fied  accordingly,  by  subdividing  the  component  of  weight  into  parts;  as,  for  instance 

where  W^^^  W^^jj  I^gs  ^i^nd  W^^  are  components  of   weight   corresponding   to  tl 
loads  Gj,  Gj,  G3  and  G4  respectively. 

These  loads  may  then  be  made  to  vary  at  different  rates,  or  some  may  be  k^ 
constant  and  the  others  varied  in  such  manner  as  may  be  desired.  Suppose, 
example,  it  is  assumed  that  each  structure  should  have  strength  to  resist  the  lo=: 
due  to  the  breakage  of  any  two  conductors.  These  loads  would  be  the  same  reg^ 
less  of  the  length  of  span,  whereas  the  loads  due  to  wind  pressure  on  the  ca-"" 
would  vary  according  to  the  length  of  span. 

These  assumptions  will,  in  general,  tend  to  make  the  economical  span  long^ 
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INSULATORS. 

Pin  Insulators.    With  high-tension  transmission  systems  multi-petticoat  porce- 
lain insulators  are  extensively  used.     However,  recently  a  new  type,  known  as  the 
"  link  "  insulator,  has  been  developed.     The  petticoat  types  are  made  in  several 
sections  cemented  together,  and  with  exceptionally  large  sizes  they  are  frequently 
cemented  in  the  field.     When  this  is  done,  care  must  be  exercised  to  prevent  the 
cement  from  being  chilled  while  setting.     The  cement  mixture  must  be  a  fine  rich 
mortar  free  from  impurities. 

Porcelain  for  electrical  purposes  ^  is  a  mixture  of  ground  flint  or  silicon  dioxide 
and  feldspar  (KjCAljOs-SiOj),  potassium  aluminum  silicate,  raised  to  the  vitrifying 
temperature,  that  is,  to  a  temperature  sufficiently  high  to  melt  the  feldspar  and  per- 
mit it  to  unite  the  particles  of  flint  into  a  perfectly  homogeneous  body  of  uniform 
electrical  and  mechanical  strength. 


^-      I. — Insulator  for  60,000- volt  used  on 
^Vie  Kern  River  Transmission  System. 


Fig.  2. — 5o,ooo-v()lt  Insulator  used  on  the 
Taylor's  Falls  Transmission  System. 


Besides  the  electrical  stresses,  the  insulators  must  be  made  strong  enough  to  with- 

^^d  mechanical  stresses  imposed  on  them  by  the  span.     Mechanically,  insulators 

^^  be  designed  for  any  load  by  the  proper  disposition  of  material.     Good  electrical 

^^'"^elain  has  a  crushing  strength  in  excess  of  15,000  pounds,  and  tensile  strength 

^'^ging  between  1500  and  2000  pounds  per  square  inch.     Fig.  i  shows  an  insulator 

installed  at  the  Kern  River  Plant.-     The  specification  called  for  a  guarantee  of  a 

^^>ooo-volt  test  from  the  groove  to  the  pin  for  half  an  hour,  under  a  precipitation  of 

''^ch  in  5  minutes,  at  an  angle  of  30  degrees  from  the  vertical.     The  assembled 

-.     ^^lator  was  required  to  withstand  under  a  wet  test  a  potential  of   150,000  volts 


roa- 


^0  seconds,  and  the  separate  parts  are  guaranteed  to  withstand  a  voltage  of  25  per 

*  *'High  Voltage    Insulator   Manufacture,"   by   Walter   T.    Goddard.      Canadian  Society   of  Civil 
'*»arj,  Dec.  19,  1907. 

Kern  River  Plant  No.  i.    Electrical  World,  Aug.  31,  1907. 
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cent  in  excess  of  the  normal  proportion  of  over-voltage  test.  The  insulators  are 
guaranteed  to  withstand  a  side  strain  of  4000  pounds,  and  actually  fail  at  approxi- 
mately 9000  pounds. 

A  cross  section  of  the  insulator  used  on  the  Taylor's  Falls  50,000-volt  transmission 
system  ^  is  seen  in  Fig.  2.  It  is  known  as  the  S.W.  No.  i,  made  by  the  Locke 
Insulator  Manufacturing  Company.  It  consists  of  four  parts  held  together  with 
neat  cement.  These  insulators  are  shipped  in  crates  assembled,  but  without  pins. 
The  crates  were  provided  with  holes  just  the  size  to  take  the  pin.  The  cement- 
ing in  of  pins  was  done  before  the  insulators  were  uncrated,  the  crate  thus  serving 
the  purpose  of  a  template  to  hold  the  pins  in  position  while  the  cement  dried.  The 
insulator,  as  seen  by  the  drawing,  is  12}  inches  high  by  14  inches  in  diameter  over  all. 
The  four  parts  were  tested  before  assembling  with  a  60-cycle,  200-kilovolt-ampere 
testing  set.  The  top  piece  withstood  a  test  pressure  of  60,000  volts;  the  second  shell 
40,000  volts;  the  third  shell,  50,000  volts;  and  the  fourth  inner  shell  or  center,  50,000 
vohs.     The  assembled  insulator  without  cement  was  tested  at  120,000  volts. 

The  experience  of  noted  Swiss  and  Italian  engineers  in  the  development  of  high- 
tension  insulators  is  summed  up  in  an  article  entitled,  "Present  Status  of  European 
Practice  in  Transmission  Line  Work,'*^  of  which  the  following  is  an  extract: 

**  The  experiences  of  Mr.  Charles  Brown,  one  of  the  earliest  workers  in  this  field, 
and  a  pioneer  of  many  of  the  more  recent  developments,  gives  a  word  of  warning  to 
those  engaged  in  insulator  testing,  claiming  that  most  insulators  have  a  very  pro- 
nounced fatigue  effect.  Though  an  insulator  may  stand  a  given  tension  for  15  min- 
utes, it  may  possibly  break  down  at  this  tension  if  it  is  maintained  for  two  hours. 
He  recalls  the  great  difficulty  always  experienced  in  attempts  to  deduce  reliable 
results  from  any  testing,  except  actual  use  on  the  transmission  line.  He  further  states 
thai  very  little  trouble  is  experienced  from  heavy  rainstorms  or  climatic  conditions 
causing  insulator  breakdowns,  the  trouble  being  almost  entirely  mechanical  and  due 
to  lightning.  Such  mechanical  defects  as  have  been  experienced  are  thought  to  be 
due  largely  to  the  use  of  cement  for  connecting  the  petticoats  of  the  insulators  together, 
since  great  difficulty  is  experienced  in  obtaining  a  cement  which  does  not  swell  with 
increase  of  temperature  and  thus  fracture  the  insulator.  In  Switzerland,  use  is  made 
of  sulphur  cement  (when  sulphur  is  used,  the  pins  must  be  galvanized)  and  plaster 
of  Paris,  both  of  which  have  given  satisfaction.  The  latter,  however,  being  some- 
what porous,  must  be  varnished  with  shellac  wherever  it  is  exposed  to  the  air  at  the 
outside  of  joints,  etc. 

"  For  fixing  the  pins  of  the  insulators,  tow  or  hemp  is  used,  which  is  twisted  around 
the  end  of  the  pin,  the  whole  being  then  dipped  in  asphalt  or  shellac  and  screwed  into 
the  insulator.  Mr.  Brown  states  that  no  splitting  or  fracturing  of  insulators  occurs 
with  this  method  of  fixing  the  pins. 

**  It  is  further  stated  that  no  good  results  have  been  obtained  with  the  Fox  cement, 
which  is  thought  to  have  too  high  a  coefficient  of  expansion,  producing  splitting 

^  The  50,000- Volt  Line  of  the  Taylor's  Falls,  Minneapolis,  Power  Transmission.  EUctrical  Worlds 
Sept.  7,  1907. 

'  Electrical  World,  Dec.  22,  2906. 
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troubles.  In  this  connection,  however,  it  should  be  noted  that  somewhat  thinner 
insulators  are  used  in  Switzerland  than  in  Italy,  and  the  engineers  of  the  latter  country 
have  found  very  little  trouble  due  to  this  cause. 

"  Other  Swiss  experts  have  referred  to  the  difficulty  in  the  manufacture  of  perfect 
insulators,  pointing  out  that  minute  holes  in  the  enamel  in  the  surface  which  cannot 
be  seen  by  the  eye,  may  pass  test,  and  then  cause  breakdown  after  some  months' 
installation. 

"  Some  again  claim  to  have  overcome  the  difficulty  due  to  insulator  splitting,  by 
using  no  cement  at  all,  the  insulator  being  made  in  two  or  more  pieces  which  are 
tested  independently  and  then  screwed  together  and  the  whole  rebaked. 

"  They  have  also  paid  considerable  attention  to  the  exact  shaping  of  the  edges  of 

the  insulator  petticoats,  a  rounded  edge  being  considered  very  bad,  since  in  a  heavy 

rainstorm  it  will  cause  the  water  to  run  under  and  drop  on  the  surface  of  the  lower 

I>etticoats.     They  at  present  very  much  favor  a  petticoat  slightly  turned  up  near  the 

odge  to  check  the  velocity  of  the  running  water  and  then  dropping  to  a  sharp  point 

on.  the  extreme  edge,  which  seems  to  prevent  this  running  under.     By  this  means  it  is 

oor^sidered  that  the  effect  of  rainstorms   may  be   considerably   reduced.     For   all 

tra.nsmission  lines  for  electromotive  forces  of  40,000  volts  and  above,  iron  poles  are 

preferred,  and  if  the  insulators  have  not  more  than  two  petticoats,  wooden  cross-beams 

Q-re   used;  if  three  or  more,  then  they  are  placed  directly  on  the  iron  poles. 

**  In  Italy,  Mr.  Guido  Semcnza,  whose  name  is  associated  with  the  well-known 
I*3jcierno  transmission  and  numerous  others  throughout  the  country,  referring  to  his 
^^J^ly  experiences,  stated  that  on  the  Paderno  line,  after  some  experiment,  his  conical 
"^^F^^  of  insulator  was  chosen  and  a  triple  petticoat  was  used;  the  line  being,  however, 
filially  completed  with  two  of  these  cemented  together  as  one  six-petticoat  insulator, 
T^he  dimensions  of  this  were,  height  over  all,  7  inches;  diameter  of  petticoat,  6 J  inches. 
■'■'^  other  plants  the  Paderno  type  has  been  superseded  by  a  much  lighter  insulator, 
■^^t  it  has  lately  returned  to  favor  and  is  in  general  use.  The  original  Paderno 
^txsulator  is  shown  in  Fig.  3." 

This  type  of  insulator  has  also  been  installed  on  the  50,000-volt  system  of  the 
^rusio  plant.  It  is  fastened  to  the  pins  by  hemp  and  shellac  as  above  described. 
^he  pins  are  mounted  on  wooden  blocks,  secured  to  the  steel  cross-arm. 

On  many  European  high-tension  tranmissions  systems,  the  insulators  are  made 
^^  one  piece  to  eliminate  cementing.  Such  insulators  are  employed  on  the  35,000- 
^olt  transmission  system  of  the  Urfttalsperre  plant,  Germany. 

Suspension  Insulators.  A  new  type  of  insulator  successfully  used  in  recent  practice 
is  the  suspension  type.  The  advantages  of  this  type  over  the  pin  insulator  are  given 
by  Mr.  Goddard  as  follows:  ^ 

"The  reason  for  using  suspended  insulators  is  largely  a  matter  of  cost,  since  it  is 
entirely  possible  to  build  porcelain  insulators  of  the  conventional  type  of  sufficient 
Size  to  successfully  operate  at  any  voltage,  but  the  extreme  height  and  diameter  of 

*  High  Voltage  Insulator  Manufacture,  by  Waller  T.  Goddard.      Canadian  Society  of  Civil  Engineers, 
Dec.  19, 1907. 
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a  pin- type  insulator  for  100,000  or  150,000  volts  makes  the  cost  prohibitive.  A  sus- 
pended type  of  insulator  has  several  advantages  which  it  is  well  to  understand  before 
going  into  details  of  design.  Of  paramount  importance  is  the  unit  formation  making 
it  possible  to  increase  the  effective  insulation  whenever  it  is  desired  to  raise  the  line 
voltage  or  wherever  it  seems  desirable  to  present  extra  leakage  surface  because  of 


—mi-- 


Fig.  3. — Paderno  Type  Insulator 
for  40,000  to  50,000  Volts. 


Fig.  4. — Suspended  Insulator,  showing 
the  Progressive  Breaking  Down  be- 
tween the  Beginning  of  Actual  Leak- 
age and  the  Maximum  Arc. 


salt  fogs  or  smoke  from  railways  and  factories.  Many  lines  start  operation  at  much 
lower  potential  than  designed  for,  because  the  initial  load  is  light,  and  the  potential 
need  be  increased  only  when  regulation  demands  it.  With  the  pin  type  of  insulator 
there  is  no  alternative  but  to  invest  at  the  start  in  the  largest  insulators  which  the 
line  will  ever  need,  whereas  in  the  suspended  form,  additional  units  may  be  intro- 
duced whenever  the  growth  of  power  business  warrants  an  increase  in  potential. 
In  the  pin  lype  of  insulator  the  nearness  of  line  wire  and  pin  must  always  prove  a 
weak  point  for  lightning  assault  as  well  as  an  aggravator  of  line-charging  current 
difficulties.  The  suspended  type  gets  away  from  both  difficulties  by  a  wide  separa- 
tion of  line  conductor  and  supporting  structure.     Incidentally  the  position  of  the 
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conductor  below  the  cross-arm  permits  the  supporting  structure  to  act  as  a  lightning 
rod  and  so  to  relieve  the  line  of  much  h'ghtning  stress. 

"  Mechanically,  provision  must  be  made  to  prevent  the  swinging  conductor  from 
coming  too  near  the  tower  structure,  but  the  extra  length  of  cross-arm  necessitated 
by  this  feature  is  more  than  compensated  for  in  cost  by  the  fact  that  there  are  no 
twisting  strains  upon  the  arm.  Insulator  unit  formation  presents  another  very  posi- 
tive advantage  in  the  matter  of  breakage.     When  a  shell  of  a  pin-type  insulator 


Fig.  5. — ^Method  of  Suspending  Insulators.  Fig.  6. — Detail  of  a  Dead  Ending. 


becomes  cracked  or  broken  the  whole  device  is  rendered  worthless,  as  it  is  utterly 
imix>ssible  to  break  the  cement  joint  forming  the  bond  between  shells.  Further, 
the  cracking  of  a  shell,  especially  an  inner  shell,  may  cause  immediate  shut-down, 
or  at  least  shut-down  during  the  first  severe  rainstorm.  On  the  contrary,  the  break- 
ing or  cracking  of  one  of  the  shells  of  a  suspended-unit  type  insulator  takes  away 
but  that  one  unit  from  the  series;  thus,  in  the  case  of  a  five-unit,  100,000-volt  insulator, 
a  broken  unit  reduces  the  total  strength  but  twenty  per  cent. 
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*'  The  underhung  system  of  insulation  works  out  with  pleasing  dirc?ctiicss  and 
simplidly,  and  its  comparative  cheapness  argues  for  its  wide  adoption  for  the  higher 

voltages.  The  cost  of  such  insulators,  as  at 
present  manufactured,  ranges  from  $k6o  to 
$3*oo  per  unit,  depending  on  the  nature  of  the 
fittings. 

'*  At  least  two  14-inch  units  would  be  required 
for  60,000  volts,  and  as  good  60,000- voU  insula- 
lors  can  be  secured  for  prices  ranging  from  $1.70 
to  $2>3o  each,  ihc  question  of  the  use  of  sus* 
pended  units  for  voltages  below  75|000  to 
80,000  is  largely  one  of  safety  factor  and 
investment, 

"  The  foregoing  has  given  little  which  could 
be  used  in  the  determination  of  the  proper 
insulator  to  use  for  any  particular  voltage,  and  il 
is  quite  in  point  to  add  here,  that  every  case  is 
special.  Insulators  well  suited  to  one  locality 
^^  are  out  of  reason  for  use  elsewhere.  A  single 
transmission    line    of  less  than    100    miles   in 

Fic.  7,— Suspended  Insulators  as  used  length    may     easily    pass    from     high,     clear 
in  the    iio,ooo*volt  System  of  the  ^   -         *      ^       r  ^1  j- 

Grand  Rapids  MuskcgonPowerCo.,   '""""^^'^    ^'^   lo    foggy,    smoky    surroundings 
General  Electric  Cd*  which   are   a  constant  menace  to  continuity  of 

set  vie  c< 
Again,   the  cost  of  complete  immunity  may   well  be  balanced  against  cost  ol 

possible  shut-downs.*' 


Hc^ 


Fig.  S, — Dead*End  Insulator  of  the  Suspended  Type- 
General  Electric  Co* 


Fig.  9.— Single  Desk 
of  Suspended  In- 
sulator. 


A  detail  of  the  Locke  Suspended  Insulator  is  given  in  Fig.  4,  while  iwo  other 
illustrations  give  the  method  of  application  of  same.  The  dead -ending  scheme  a^ 
proposed  for  all  towers  has  the  advantage  that  in  case  of  a  breakdown  uf  a  conductor 
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Figs.  10  and  11. — Application  of  Cooke  Strain  Insulators. 


Fig.  12. — Diagram  of  Anchor  Insulators. 


FlO.  13. — Insulating  and  Rolling  Support  for  Long   Spans,  Tofwehult-Westerwik  Trans- 
mission System,  Sweden. 
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adjacent  sections  do  not  have  to  be  slacked  down  in  order  to  repair  the  break.  The 
disadvantage  is  that  the  line  conductor  has  to  be  cut  up  into  sections,  the  current 
being  by-passed  by  a  loop  or  **  jumper  "  as  seen  in  the  illustration. 

A  suspended  type  of  insulator  is  used  on  the  110,000- volt  transmission  system  of 
the  Muskegon  Grand  Rapids  Power  Company.  They  are  of  the  type  described  by 
Mr.  Hewlett  in  his  paper  presented  at  the  last  convention  of  the  American  Institute 
of  Electrical  Engineers,  at  Niagara  Falls,  June  26,  1907.  Figs.  7  and  8  show  the 
construction  of  the  members  of  this  insulator.  Five  of  these  insulators  are  suspended 
in  series  to  insulate  the  line.  The  diameter  of  each  porcelain  link  is  10  inches,  and 
the  rated  voltage  that  each  link  will  withstand  is  25,000,  although  the  links  arc  over 
where  wet  at  approximately  60,000  volts  each.     Fig.  9,  while  showing  the  interior 


Fig.  14. — Porcelain  Base  Insulator  Pins. 


Fig.  15.— All  Steel  Insulator  Pins. 


construction,  also  shows  the  form  of  petticoat  on  the  insulator  used  in  a  horizontal 
position  as  a  strain  insulator  at  curves  and  at  intervals  to  anchor  the  line.  The  spans 
of  this  line  are  on  the  average  about  150  feet.  The  conductors  consist  of  stranded 
copper  cables  with  hemp  centers,  having  a  conductivity  equal  to  No.  2  solid  wire. 
This  line  was  designed  for  100,000  volts,  but  recently  the  voltage  has  been  raised 
to  110,000.* 

Strain  Insulators.  Strain  insulators  must  be  placed  at  the  beginning  and  end  of 
lines,  and  at  all  sharp  turns  to  take  up  the  pull  of  the  spans  which  ordinary  insulators 
cannot  stand.  Such  insulators  as  seen  in  Figs.  10  and  11  are  usually  held  at  top  and 
bottom. 

Two  or  more  ordinary  insulators,  when  used  in  connection  with  an  anchoring 


Editorial,  Engineering  Record^  Aug.  15,  1908. 
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device,  may  take  the  place  of  a  regular  strain  insulator.  An  arrangement  of  such 
insulators  has  been  installed  in  the  transmission  system  of  the  Pennsylvania  Rail- 
road Company.^  The  insulators  are  placed  one  behind  the  other,  each  couple 
forming  an  anchor  insulator  and  practically  eliminating  all  danger  of  wires  breaking 
at  the  insulators,  as  shown  in  Fig.  12.  The  two  cross-arms  provide  accommodation  for 
18  wires,  but  at  the  present  time  only  10  are  in  use.  The  height  of  the  first  row  of 
insulators  from  the  floor  of  the  platform  is  7  feet  6  inches,  and  of  the  top  row,  10  feet 
6  inches.     This  gives  an  abundance  of  room  for  linemen  to  work  with  safety. 

The  insulators  are  placed  longitudinally  3  feet  between  centers,  with  the  exception 
of  the  third  insulator  from  each  end,  which  is  placed  3  feet  6  inches  from  the  second. 
This  variation  permits  of  symmetrical  spacing  with  reference  to  the  upright  supports 
of  the  cross-arms.  They  measure  6J  inches  across  the  umbrella  and  are  6  inches  high, 
each  insulator  having  two  petticoats.  They  were  designed  for  a  voltage  of  25,000, 
but  the  present  service  pressure  is  only  13,000  volts. 

Insulator  Pins.  Wooden  pins  have  been  extensively  used  on  transmission  systems 
up  to  30,000  volts.  However,  in  localities  subject  to  salt  storms,  heavy  sea  fogs  and 
near  chemical  manufactories,  there  has  been  more  or  less  pin  burning  without  regard 
to  the  type  of  insulator  used,  or  the  voltage  of  the  system.  It  has  been  reported'  that 
certain  plants  using  only  440  volts,  have  at  times  great  trouble  from  the  burning  of 
pins,  although  io,ooo-volt  insulators  are  used.  To  overcome  such  difficulties,  pins 
are  provided  with  porcelain  bases.  Nearly  all  Wooden  pins  are  made  of  locust,  oak 
or  eucalyptus,  and  are  chemically  treated  for  preservation.  All  standard  wooden  pins 
are  i  inch  in  diameter  and  have  4  threads  per  inch.  A  modification  of  the  wooden  pin 
to-day  more  commonly  used,  is  an  iron  bolt  with  a  wooden  top  which  screws  into  the 
insulator,  and  is  provided  with  a  porcelain  base.  Such  a  pin  is  illustrated  in  Fig.  14. 
A  still  more  satisfactory  type  for  high-tension  transmission  is  an  all-steel  pin  as  seen 
in  Fig.  15.  It  is  made  in  various  modifications  and  used  on  wooden  cross-arms  as 
well  as  steel.  Sometimes  the  steel  pin  is  made  in  a  single  piece,  either  forged  or  cast, 
a  type  of  which  is  illustrated  in  connection  with  the  insulators  of  the  Ontario  Power 
Company  (see  Fig.  16). 

Method  of  Tying  Conductors.  The  tying  of  the  line  conductor  to  the  insulator 
is  done  in  different  ways,  such  as  the  patent  Clark  system  or  as  illustrated  in 
the  accompanying  illustrations.  Figs.  17  and  18  show  the  methods  adopted  by  the 
Ontario  Power  Company.  One  shows  aluminum  tie  wires;  and  in  the  other,  the 
conductor  is  held  in  place  by  a  clamp  on  a  cast  iron  cap  cemented  to  the  insulator. 
These  insulators  are  14  inches  in  diameter  and  are  designed  for  the  60,000- volt  trans- 
mission system.  They  are  about  27  inches  high  including  the  steel  cast  pin,  and 
weigh  about  80  pounds. 

Section  Switches.  Section  switches  are  located  where  duplicate  lines  run  parallel 
and  near  each  other,  so  that,  in  emergency  cases,  defective  sections  may  be  easily 
cut  out  and  by-passed.     They  are  also  located  at  places  where,  in  the  near  future, 

*  Steel  Transmission  Towers  on  the  Jersey  Meadows.     Electrical  Worlds  Dec.  14,  1907. 
^  Burning  of  Wooden  Pins  on  High  Tension  Transmission  Lines,  by  C.  C.  Chesney.    i4ffi.  Inst,  E,  £.» 
March,  1903. 
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Fig.  19. — Line  Disconnecting  Switch. 
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Fig.  20. — Open  Air  Section  Switch. 
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Figs.  22  and  23. — ^Typical  Wall  Outlets. 
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taps  will  have  to  be  made.  The  common  section  switch  is  nothing  more  than  a 
disconnecting  switch  such  as  used  in  the  generating  station,  but  usually  larger  and 
heavier,  and  mounted  on  line  insulators.  They  are  usually  placed  directly  in  the 
line,  similar  to  that  shown  in  Fig.  20,  which  has  been  installed  in  a  transmission  system 


Figs.  24  and  25. — ^Typical  Wall  Outlets.     Locke  Insulator  Company. 


Fig.  26.— Ptoto,  Permanent  Wall  Outlet.    Three  Concentric  Tubes  of  Fibre  Conduit. 

in  Auburn,  N.Y.    Where  section  houses  are  located  in  long  transmission  lines,  the 
section  switches  are  preferably  placed  in  the  houses. 

Another  type  of  section  switch  as  used  on  the  Pacific  coast,  is  seen  in  Fig.  21. 
It  will  be  noticed  that  the  blades  of  the  switch  revolve  and  can  be  operated  from  the 
ground. 
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Wall  Outlets.  Where  high-tension  wires  leave  or  enter  a  building,  the  outlet 
must  be  protected  against  the  weather.  This  is  accomplished  in  American  practice, 
by  building  hoods  over  the  wall  opening  as  seen  in  some  of  the  accompanying  illus- 
trations. Other  methods  are,  by  inserting  insulating  bushings  in  the  wall.  Common 
Continental  practice  is  to  lead  the  conductor  through  a  hole  of  a  glass  panel;  the  hole 
is  from  one-fourth  to  three-eighths  of  an  inch  larger  than  the  line  conductor. 
Insulators  are  placed  on  both  sides  of  the  panel  so  that  the  section  of  the  conductor 
going  through  the  wall  is  always  straight.  There  are  no  hoods  or  other  protection 
provided,  and  it  is  a  simple  and  inexpensive  yet  efficient  arrangement. 

Many  Western  plants  and  those  on  the  Pacific  coast  have,  for  a  wall  outlet, 
a  tile  pipe,  1 8  to  24  inches,  provided  with  a  plate  glass  cover.  Tile  pipes  and  bushings 
used  for  wall  outlets  must  be  set  on  the  slant,  so  that  collected  moisture  can  drain 
off  outdoors. 
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CHAPTER  IX. 

SUBSTATIONS. 

GENERAL    ARRANGEMENT. 

Location  of  Substations.  Substations  or  receiving  stations  are  designed  to  act  as 
distributing  centers  for  light  and  power.  Where  a  source  of  direct  current  is  desired, 
the  substation  houses,  rotary  converters,  or  motor  generators  set. 

The  substations  as  a  rule  are  located  as  near  as  possible  to  the  center  of  gravity 
of  their  systems  of  distribution.  This  cannot  always  be  done,  as  the  demands  on 
the  station  vary  in  certain  sections  during  the  different  seasons,  particularly  in  street 
raihroad  work.  In  many  cases,  to  help  out  in  the  latter  instance,  portable  sub- 
stations are  run  to  the  centers  of  increased  demand,  and  remain  imtil  the  load  on  the 
line  can  be  taken  care  of  by  the  substation  proper. 

Size  of  Units.  The  size  of  units,  may  they  be  generators,  transformers,  converters 
or  motor  generator  sets,  depends  upon  the  capacity  of  the  plant  and  upon  the  load 
factor.  Care  must  be  taken  to  have  one  or  two  units  in  reserve,  depending  upon  the 
size  of  the  plants.  American  practice  is  to  overload  the  units  50  per  cent,  while 
European,  only  20  to  30  per  cent. 

Fixed  rules  as  regards  the  size  of  the  individual  capacities  cannot  be  laid  down, 
as  they  all  depend  on  the  nature  of  loads  at  various  times.  Each  case  has  to  be 
individually  treated,  which  is  best  done  by  plotting  load  curves  for  the  day,  week, 
and  possibly  for  the  month;  in  many  instances  it  is  necessary  to  plot  curves  for  the 
whole  year,  particularly  for  suburban  railways,  and  heavy  lighting  loads,  where 
great  fluctuations  occur  during  certain  seasons  of  the  year. 

Arrangement  of  Substation.  In  transformer  substations,  transformers  are  usually 
located  in  fireproof  compartments,  provided  with  iron  rolling  shutters.  To  facili- 
tate inspection  and  repairs,  a  track  is  run  in  front  of  the  compartments,  so  that  the 
transformers  may  be  readily  removed  on  a  small  truck  and  then  shifted  to  the  repair 
room.  Such  transformers  are  provided  with  wheels  and  ratchet,  resting  on  a  rack. 
The  truck  is  also  provided  with  a  rack  so  that  the  transformers  are  easily  shifted  to 
the  truck  without  the  aid  of  an  overhead  crane.  Where  converters  are  used,  the 
transformers  are  not  housed  in  compartments,  but  are  set  opposite  the  converter  on 
the  main  floor,  where  they  are  handled  by  an  overhead  crane. 

Figs.  I  and  2  show  typical  arrangements  of  transformers,  switchboards,  con- 
verters, etc.  It  will  be  observed  that  the  substation  of  the  Connecticut  Railway  and 
Lighting  Company  is  provided  with  a  large  storage  battery;  for  such  auxiliaries 
separate  apartments  are  required. 

280 


SUBSTATIONS. 


281 


282 


HYDROELECTRIC  DEVELOPMENTS  AND  ENGINEERING. 


A  very  novel  arrangement  of  a  substation  is  that  at  Piattamala,  Italy.  The 
transformers  are  arranged  in  two  banks  each,  to  accommodate  twelve  12S0-K.W. 
7000/50,000-volt  single-phase,  oil-cooled  transformers.  The  current  is  received 
at  one  end  of  the  building;  the  two  sets  of  low-voltage  busses  are  located  on  a 


Fig.  2. — Cross  Section  of  Waterbury  Substation. 


mezzanine  floor  above  the  passage  between  the  banks  of  transformers.     The  current 
leaves  at  the  other  end  of  the  building. 

Ventilation.  In  laying  out  a  substation,  it  must  be  borne  in  mind  that  even  the 
normal  operation  of  the  transformers  and  converters  will  considerably  increase  the 
temperature,  therefore  provision  must  be  made  for  good  ventilation.  This  is  par- 
ticularly important  where  oil-cooled  transformers  are  used.  It  is  unnecessary  to 
provide  any  auxiliary  means  for  heating  in  compact  substations  which  carry  a  station 
load  factor  equal  to  average  practice,  and  run  24  hours  per  day. 

Drainage.  Where  air-blast  transformers  are  used,  the  air  chambers  must  be 
waterproofed  and  the  ducts  located  at  such  an  elevation  that  water  will  not  stand  in  the 
bottom.  If  this  is  not  done,  the  transformer  may  be  damaged  by  the  warm  air  from 
the  blowers  picking  up  moisture  and  depositing  it  in  the  transformers  not  in  service. 
Where  any  cable  comes  into  the  station,  underground,  the  entering  conduit  must  be 
sealed,  and  suitable  drainage  provided,  so  that  water  cannot  leak  through  these  open- 
ings. Where  oil-cooled  transformers  are  installed,  it  is  good  practice  to  provide  a 
pit  of  sufficient  capacity  to  hold  the  oil  from  several  transformers,  and  also  drainage- 
piping  from  the  oil  drain  cocks  on  the  transformers  to  the  pit.  These  pipes  must  be 
of  ample  size,  so  that  the  oil  can  be  drained  off  very  quickly  in  case  of  emergency. 

Air  Compressor.  An  air  compressor  is  an  item  which  must  never  be  overlooked 
in  a  substation  as  well  as  in  a  power  house  of  any  considerable  size,  as  the  life  of 
all  electrical  apparatus  depends  to  a  very  great  extent  upon  cleanliness. 
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Fig.  4.  —  Plan  and  Sectional  Elevation  of  Small  Substation  with  Single-phase  Oil-insulatei 
Self-cooling  Transformers  and  Hand-operated  Oil  Switches,  ii,ocx>  or  13,200-voll 
Overhead  High  Tension  Lines. 


SUBSTATIONS. 


285 


.2 


c 
E 


c 


s 

Pm 


en    CO    o 

C    C    H 


286  HYDROELECTRIC   DEVELOPMENTS  .\ND  ENGINEERING. 

Frequently,  a  portable  motor-compres&or  with  a  smaU  storage  lank  h  used 
Where  stationary  compressors  are  used,  the  air  must  be  piped  from  the  tank  to  various 
points  in  the  station,  where  cocks  must  be  provided  for  the  attachment  of  a  rubber 
hose.  An  air-pump  governor  is  a  convenient  means  for  keeping  the  air  in  the  storage 
tank  at  a  constant  pressure* 

TRANSFORMERS, 

Types  of  Transfonners*  Transformers  arc  made  either  single  phase  or  three 
phase,  and  in  sheU  or  core  type.  The  core  type  is  more  extensively  used  abroad  and 
made  three  phase.     In  America,  besides  the  core  type,  the  sheU  type  is  widely  used, 

but  chiefly  in  single-phase  design. 

The  advantage  of  a  three-phase  transformer  is  its  greater  compactness  and 
lighter  weighty  resulting  in  a  considerable  saving  in  first  cost  of  transformer  itself,  and 
a  saving  in  floor  space  of  about  30  per  cent.  The  connections  of  the  transformers 
are  simpler  and  fewer  than  in  three  single-phase  units*  The  method  of  winding  and 
insulating  is  practically  the  same  as  in  single-phase  transformers. 


Fig,  I.— SheU  Type  Transformer  in  Process  FiO.  5,— Core  Type  Transformer  5n  Pm- 

of  Construction  I  General  Electric  Co*  cess  of  Construction  . 

The  difference  between  a  shell  and  core-type  transformer  is  best  illustrated  hi^ 
Fig.  I.  In  the  shell  type,  it  will  be  noticed  that  the  coils  arc  almost  entirely  sur-j 
rounded  by  the  sheet  steel  laminations,  and  are  known  as  **  pancake  *'  coils.  To] 
secure  mechanical  strength,  the  conductors  must  be  rectangular  in  cross  section [ 
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nd  of  sufBcient  width.     As  the  '*  pancake  '^  coll  is  djflBcult  to  wind  for  a  small 

Irau&former,  the  cort^  type  h  preferable  for  small  sizes. 

In  the  core  type,  the  core  Is  made  of  sheet  steel  laminations  and  almost  entirely 
Surrounded  by  the  winding,  giving  it  great  stability  and  mechanical  strength,  for 
rhich  reason  it  is  used  for  small  as  well  as  large  size  transformers.  The  coils  are 
nadc  of  flat  copper  strips  wound  on  edge.  The  secondary  or  low  potential  wind- 
igs  of  these  transformers  are  usually  divided  into  two  or  more  coils  connected  in 
?rics,  on  each  of  the  vertical  legs  of  the  core. 
|Thc  coils  in  the  secondary  windings  of  pole  transformers  have  their  leads  run  to  a 
lerrainal  block.     By  interconnecting  the  terminals  with  jymj>ers,  a  limited 


Flc;,  ^.— 1000-KAV.,  4000/(>o,ooo-volt  Cen- 
cnl  Ek'ctrk:  Cu.'s  Shell  Type  Trans- 


Fig,  4. — 1600-K.V.A.,  40,000/ 500- volt  J* 
phase  Water  Cooled  Oil  Transformer, 
( iLTlikot!  Ca* 


cjf  voltages  may  be  impressed  on  the  service  mains.  The  high  tension  wind- 
P"  arc  arranged  for  series  or  multiple  connection  with  other  transformers. 
Characteristics  of  Transformers.  Aside  from  the  reliability  and  safety  of  ojKrralion 
transformer,  the  most  important  electrical  fealures  are  the  efficiency  and  the 
ion.  Ah  hough  good  regulation  and  good  efficiency  are  always  to  be  desired, 
the  relative  imfwrtance  of  the  two  is  determined  by  the  local  conditions  under  wbieh 
the  nan^furmer  h  to  operate. 


288 


HYDROELECTRIC  DEVELOPMENTS  AND  ENGINEERING. 


Where  power  is  expensive  or  is  used  at  only  short  intervals,  the  eflBciency  of  the 
transformer,  especially  at  light  loads,  is  of  great  importance,  but  where  the  power  is 
cheap,  the  efficiency  as  a  rule  is  not  so  important  a  feature. 

On  account  of  the  low  cost  of  the  power  and  the  double  transformation  of  the 
potential  necessary,  the  important  feature  of  transformers  designed  for  use  on  high 
voltage  circuits,  is  the  regulation  and  not  the  efficiency,  especially  not  the  efficiency  at 
light  loads. 

Regulation  of  Transformers.  In  large  transformers  for  long-distance  transmission, 
close  regulation  is  of  even  greater  importance  than  in  the  ordinary  small  transformer 
for  lighting  circuits,  as  the  drop  in  the  line  is  often  of  considerable  magnitude;  and 
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with  raising  and  lowering  transformers,  the  transformer  drop  occurs  twice  between 
the  generator  and  the  load.  This  drop  is  generally  increased  when  the  power  factor 
of  the  load  falls  below  unity,  as  is  usual  in  power  work.  It  is  therefore  particularly 
necessary  that  close  regulation  be  obtained  in  the  transformers  designed  for  trans- 
mission work,  especially  if  they  are  to  be  used  for  supplying  inductive  loads. 

Transformers  for  such  service  are  usually  designed  to  have  good  regulation  for 
loads  of  any  power  factor.  The  second  set  of  curves.  Chart  I,  illustrates  the  operating 
characteristics  of  a  transformer  designed  for  transmission  work  where  the  power 
factor  of  the  circuit  is  low. 
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The  regulation  of  a  transformer  depends  larjgely  upon  the  resistance  drop,  and 
the  inductive  drop  within  it.  The  former  is  fixed  by  the  amount  of  copper  loss  at 
full  load,  the  latter  by  the  number  of  turns  in  the  winding  and  the  relative  position 
of  the  coils  and  the  space  between  them. 

In  a  transformer  designed  for  good  regulation,  it  is  therefore  essential  to  have 
the  two  windings  as  close  together  as  possible,  a  result  obtainable  only  by  using  the 
best  insulating  materials  to  separate  them,  and  to  have  low  copper  loss  at  full  load. 

Some  stations  supply  a  service  where  the  transformers  are  connected  to  the  supply 

mains  continuously,  and  current  is  taken  from  the  secondary  for  only  a  few  hours 

during  the  day.     In  such  a  case,  the  iron  losses  are  incessant  and  the  copper  losses 

intermittent.     The  transformer  must  be  of  such  a  design  that  the  iron  losses   are 

the  lowest  possible,  otherwise  the  total  work  received  during  the  day  will   greatly 

exceed  the  work  given  out.     The  ratio  of  the  work  given  out  to  the  work  received 

during  the  day  is  called  the  all-day  efiiciency. 
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Efficiency  of  Transformers.  The  efficiency  of  transformers  depends  on  the  losses, 
^bich  are  of  two  kinds,  viz.,  iron  and  copper.  The  former  is  due  to  magnetic  rever- 
sals in  the  iron  and  practically  constant  for  all  loads.  To  obtain  a  high  efficiency 
fSi  small  loads  the  iron  losses  must  be  extremely  low,  as  will  be  seen  in  Chart  II. 
The  copper  losses  result  from  the  passage  of  current  through  the  conductor,  and  are 
fcrylow  for  high  efficiency  at  full  load.  In  general,  it  may  be  stated  that  the  efficiency 
0f  transformers  is  from  97  to  98.5  per  cent. 


O  HYDROELECTRIC  DEVELOPMENTS  AND  ENGINEi:.iv.. , 

Connections.  Transformers  are  connected  in  a  variety  of  ways  for  transmission 
/ork:    single    phase,  2-phase,   3-phase-delta,  3-phase-star,  3-phase-T,  3-phase-V, 
2-phase-3-phase,  3-phase-star  and  delta.     These  connections  give  equal  voltages 
across  any  leg. 

For  3-phase-star  or  delta  connections,  three  single-phase  transformers  are 
necessary.  In  the  star  or  Y-connection,  three  corresponding  terminals  are  joined 
in  a  common  point.  In  the  delta  connection,  the  terminals  must  be  so  connected 
that  the  windings  form  a  continuous  or  closed  circuit;  like  terminals  must  not  be 
connected;  this  causes  bucking. 

The  Scott  method  of  connecting  two  transformers  of  equal  capacity  affords  a 
very  convenient  means  for  obtaining  a  2-phase-3-phase  transformation,  or  vice  versa. 
It  is  seldom  used  for  long-distance  transmission  work. 

The  high  and  low  tension  windings  of  both  transformers  have  taps  brought  out 
from  the  middle  and  86  per  cent  points.  By  connecting  the  86  per  cent  point  of  one 
to  the  mid  point  of  the  corresponding  winding  of  the  other,  the  transformers  will  give 
a  2  or  3-phase  conversion  with  voltage  transformation,  according  to  the  phase  of  the 
supply  mains. 

On  low  tension,  supply  and  service  2-phase  lines,  where  two  transformers  are 
used,  the  system  can  be  reduced  from  a  four  to  a  three-wire  by  connecting  the  two 
transformers  in  series;  one  line  to  each  of  the  free  terminals,  and  the  third  to  the 
junction  of  the  two. 

The  choice  of  connections  affects  the  design  of  the  transformers  to  be  employed. 
With  Y-conncctions,  each  transformer  is  wound  for  only  58  per  cent  of  the  line  poten- 
tial, and  for  full  line  current.  On  the  other  hand,  A-connections  require  windings 
for  full  line  potential,  and  only  58  per  cent  of  the  line  current.  From  this,  the 
Y-conncction  requires  only  58  per  cent  of  the  windings  needed  in  a  delta  connection, 
with  the  conductor  cross  section  correspondingly  greater. 

It  is  readily  seen  that  more  windings  with  their  insulation  necessitates  larger  and 
more  expensive  coils;  this,  in  turn,  calls  for  a  longer  magnetic  circuit,  consequently 
a  large  and  heavy  transformer. 

Where  the  transformer  current  is  heavy,  a  conductor  of  large  cross  section  is 
necessary.  To  accomplish  the  same  end,  the  windings  are  split  into  multiple  circuits 
of  small  cross  section,  and  can  be  easily  handled. 

Trouble  with  one  transformer  in  a  Y-connection  renders  the  bank  inoperative 
Any  one  of  the  transformers  in  a  delta  group  may  be  cut  out,  and  the  remainder  w' 
still  deliver  3-phase  power  up  to  Iwo-thirds  capacity  of  the  entire  bank. 

As  a  rule,  most  Y-connected  systems  have  the  common  or  neutral  point  ground 
Occasionally,  the  neutral  point,  instead  of  being  grounded,  is  connected  to  a  mr 
thus  making  a  4-wire  3-phase  system  possible.     The  voltage  between  this  and  an 
the  mains  is  58  per  cent  of  that  between  any  of  the  phases.     This  practice  is 
fined  to  low-tension  service  distribution. 

T^Mta   vs.   Y-Connections.     Delta-connected   transformer   primaries   have 
'    *^  Dermit  operation  with  two  transformers  in  case  of  troubl 
— 'oliv  appreciated,  that  with  the  primary  wi 
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Fig.  5. — Method  of  connecting  Transformers  to  Rotary  Converters. 
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Y-connected  with  the  neutral  solidly  grounded,  and  with  the  high-tension  neutral  of 
the  generating  system  also  grounded,  three-phase  or  six-phase  converters  may  be 
started  and  successfully  operated  with  two  transformers  per  converter,  in  case  of 
trouble  with  the  third.* 

The  output  in  either  of  the  above  emergency  cases  is,  of  course,  limited  to  that  of 
the  transformers  in  use.  With  the  grounded  Y-connections,  the  service  may  be  main- 
tained in  case  of  trouble  on  one  phase  of  the  transmission  line,  the  other  two  wires 
and  ground  serving  as  the  circuit. 

Should  three-phase  shell-type  transformers  be  installed  with  high-tension  delta 
or  grounded  Y-connections,  two  phases  may  be  likewise  operated,  provided  both 
windings  of  the  third  phase  are  disconnected  and  short-circuited.  The  output  of  the 
unit  is  limited  in  this  case,  to  the  capacity  of  the  two  transformers  or  phases,  instead 
of  the  three. 

Transformers  for  higher  pressures  than  20,000  volts  must  be  used  Y-connected 
with  primary  neutral  grounded,  but  may  be  operated  delta  at  0.57  times  their  rated 
Y- voltage,  if  initially  lower  voltages  are  wanted  than  those  for  which  they  are  designed. 

Oil-Cooled  Transformers.  The  oil-cooled  transformer  is  the  most  extensively 
used,  for  the  reason  that  oil  is  a  better  heat-conducting  medium  than  air;  besides,  oil 
preserves  the  insulation,  keeping  it  soft  and  pliable,  and  prevents  oxidization  by  air; 


FOR  BMMOE  J  OIL 


Fig.  6. — Forced  Oil  Circulation  for  cooling  Oil-Insulated  Transformers. 

consequently  the  use  of  oil  maintains  a  uniform  core  loss  and  a  superior  insulation. 
The  oil  in  the  transformer  is  cooled,  cither  by  its  natural  gravity  circulation  or  by 
means  of  submerged  coils  through  which  water  is  circulated. 

The  amount  of  water  necessary  for  cooling  the  oil  depends  on  the  temj)erature  of 
the  incoming  and  outgoing  water.  Theoretically,  each  kilowatt  loss  will  give  up 
57  B.t.u.  per  minute,  or,  in  other  words,  57  pounds  of  water  are  raised  1°  F.  In 
practice,  however,  the  amount  of  water  required  varies  with  the  design,  and  the 
amount  of  water  necessary  can  be  obtained  from  the  manufacturer. 

*  See  paper,  Y  or  A  Connections  of  Transformers,  by  F.  O.  Blackwell,  presented  at  aoth  Annual  Con- 
vention Am.  Inst.  E.  E.,  Niagara  Falls,  N.Y.,  July  i,  1903. 
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Another  design  of  transformer,  instead  of  using  water  coils,  the  upper  part  of  the 
transformer  is  provided  with  submerged  radiating  ribs  cooled  by  circulating  water. 
Transformers  of  this  design,  having  a  capacity  of  1250  K.V.A.,  7700/50,000  volts, 
have  been  installed  at  the  Italian  substation  at  Piattamala. 


Fig.  7. — Method  of  Cooling  Circulating  Water  for  6750-K.V.A.  6600/66 ,000-volt  3-Phase 
Siemens-Schuckert  Transformer,  Molinar  Plant,  Spain. 

In  order  to  keep  the  temperature  rise  of  this  transformer  below  45°  C,  5  gallons 
of  water  per  minute  at  a  temperature  of  15°  C.  are  required.     For  a  25  per  cent  over- 
load for  6  hours,  10  gallons  are  required;  for  2  hours  at  same 
overload  and  using  5  gallons,  the  permissible  temperature  rise 
is  60°  C. 

Forced  Oil-Cooled  Transformer.  Another  method  of  cool- 
ing the  transformer  oil,  is  by  forced  circulation,  and  has  the 
advantage  of  doing  away  with  the  cooling  coils.  Instead  of 
the  oil  being  cooled  in  the  transformer,  it  is  cooled  outside  in 
a  cooling  device  which  works  on  the  same  principle  as  a  cooling 
pond  or  a  surface  condenser. 

A  very  elaborate  system  of  this  kind  is  given  in  Fig.  6.* 
/  /  UUULJ  \  11         ^^  ^^^  ^^  observed  that  besides  water  pumps,  a  set  of  oil 
/r    rft  I'f  ^     |\       pumps  is  necessary,  while  with  the  water-cooled  system,  only 
JJif   j  MJ°J    /rlj  _    water  pumps  were  required.     Where  sufficient  head  is  obtain- 
able, the  water-pumps  may,  of  course,  be  eliminated. 

With  a  forced-oil  circulation,  the  transformers  are  small 
and  less  expensive,  due  to  the  elimination  of  cooling  coils; 
however,  an  extra  cooling  system  is  necessary,  the  cost  of 
which  in  small  plants  will  outstrip  the  reduced  cost  in  trans- 
formers.     In   transformer  plants  over   4000   K.W.,   the   forced-oil  system   seems 
preferable. 

Air-Cooled  Transformers.    In  the  early  type  of  transformers,  the  cooling  was  done 
by  natural  air-draft,  or  forced  draft.     The  latter  is  still  very  much  in  use.     The  cores 

*  Forced-Oil  and  Forced- Water  Circulation  for  Cooling  Oil  Insulated  Transformers,  by  C.  C.  Chesney. 
Am.  Inst.  E,  JE.,  April,  1907. 


Fig.  8.— Air-Cooled 
Transformer 
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of  the  transformer  are  incased,  through  which  air  is  forced  by  means  of  a  blower. 
Where  there  are  a  number  of  transformers,  they  are  preferably  set  over  a  common 
duct  and  supplied  with  air  from  a  blower  at  either  end,  one  being  kept  in  reserve. 
They  are  most  conveniently  operated  by  motors.  The  volume  of  air  required  for  air- 
blast  transformers  depends  on  the  outside  temperature,  as  well  as  the  entering  and 


///yy/////////////////////// ////////////  y 

Fig.  9. — ^Arrangement  of  Air  Blast  Transformers. 

discharge  temperature,  and  to  great  extent  on  the  design.  Under  normal  load  and 
continuous  operation,  the  temperature  rise  must  not  exceed  35  to  40°  C;  at  25  per 
cent  overload,  50°  C. ;  at  50  per  cent  overload,  60°  C.  The  temperature  rise  is 
taken  by  thermometers  or  calculated  from  the  increase  in  resistance.  The  pressure 
furnished  by  the  blowers  depends  on  their  size  and  the  length  of  the  ducts.  High- 
voltage  transformers  usually  require  higher  air  pressure.  Fig.  10  gives  approximately 
the  air  pressure  required  for  difTcrent  capacity  transformers.  A  more  complete  table 
on  this  subject  is  found  in  Table  L 

TABLE    I.  — AIR    REQUIRED    FOR    TRANSFORMERS. 


Total 

kilowatt 

trans. 

Size  of 

units 

kilowatt. 

Cubic  feet 

air  required 

per  transformer 

per  minute. 

Cubic  feet 
air  required 

for  all 
transformers 

l>er  min. 

Cubic  feet 

air  furnished 

by  standard 

blower  set. 

Oz. 
Press. 

Frcq. 
MotV  . 

Size 
blower, 
inches. 

Speed 
blower. 

Hor^. 

power  to 

drive 

blower  full 

vol.  and 

pressure. 

900 

100 

450 

4,050 

6,000 

i 

25 
40 
60 

50 

50 
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Fig.  10. — Air  Required  for  Transformers. 
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With  air-cooled  transformers,  more  or  less  dirt  is  carried  along' with  the  air, 
deposited  along  the  various  air  passages.     Much  of  the  dirt  may  be  obviated  l^BT)y 
keeping  the  air  passages  to  and  from  the  transformer  closed  when  not  in  use.  \ 

frequent  cleaning  of  the  transformer  windings  with  a  blast  of  compressed  air  w^-=-'iJj 
improve  conditions,  and  at  the  same  time  remove  a  possible  fire  risk. 

Oil-insulated  transformers  should  have  the  oil  drained  off  once  in  a  while,  sxn^d 
all  evidences  of  sediment  removed.  The  emergency  drains  must  be  cleaned  out  af 
the  same  time. 

In  a  recent  Italian  plant  at   Lomazzo,  1250-K.V.A.,  42,000/ ii«,ooo-volt  trar».s* 
formers  without  casing,  arc  placed  in  masonry  compartments,  through  which  the  a/> 
is  forced  from  ducts  beneath.     Each  compartment,  reaching  to  the  ceiling,  is  provided 
with  a  ventilator.     The  reason  given,  is,  that  ready  inspection  can  be  made  without 
removing  the  core,  although  provision  is  made  for  doing  so  in  case  of  extensive 
repairs. 

The  guaranteed  and  test  efficiencies  of  these  transformers  is  as  follows: 

Regulation  at  cos(j>  =  i.oo  full  load i  per  cent 

Regulation  at  cos0  =  0.80  full  load 3  per  cent 

Regulation  at  short  circuit 3  per  cent 

Efficiency  full  load 97  per  cent 

Efficiency  half  load 9.65  per  cent 

The  operation  of  the  blowers  is  included  in  the  above-named  efficiencies. 

CONVERTERS. 

Rotary  converters  are  installed  for  transforming  alternating  current  into  direct 
current;  however,  they  may  be  otherwise  used.     They  may  be  supplied  with  dire^^ 
current  and  deliver  alternating.     They  may  be  connected  to  alternating  mains  an-"" 
operate  as  simple  synchronous  motors,  or  connected  to  direct  current  mains  at>^^ 
operated  as  simple  direct  current  motors.     There  are  a  number  of  other  electric^*' 
and  mechanical  connections  which  can  be  applied,  but  the  main  purpose  is  to  ser^^ 
as  a  means  of  conversion  from  alternating  to  direct  current. 

In  general  appearance  and  construction,  the  rotary  converter  resembles  a  dire^^ 
current  generator  to  which  a  set  of  collecting  rings  has  been  added.     The  field    i^ 
composed  of  a  cast  iron  yoke  with  inwardly  projecting  poles  of  laminated  steel.     I^ 
may  be  cither  shunt  or  compound  wound.     The  armature  consists  of  a  slotted^ 
laminated  core  with  embedded  coils,  with  the  addition  of  taps  or  leads  to  the  collector 
rings. 

The  method  of  cross-connecting  the  armature  windings,  which  has  been  a  means 
of  securing  superior  performance  in  direct  current  generators,  is  applied  to  rotary 
converters  with  equal  success.  This  is  an  effective  way  of  preventing  sparking  at 
the  commutator,  as  it  insures  uniform  field  strength  under  all  the  poles. 

Voltage  and  Frequency.  The  ratio  between  the  voltages  at  the  alternating  and 
direct  current  ends  of  a  given  rotary  converter,  is  approximately  constant,  and  cannot 
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;  changed  by  altering  the  speed  or  by  using  a  rheostat*  Therefore,  any  alteration 
to  one  %*ohage  will  proportionately  alter  the  alher,  and  irice  versa*  In  tnost  rotary 
converters,  the  voltage  on  the  collector  rings  of  a  two-phase  machine  is  about  sevcn- 
IcQlhs  of  that  at  the  commutaior,  and  the  voltage  on  the  coilector  rings  of  a  three- 
phase  rotary  converter  is  about  six-tenths  of  that  on  the  commutator. 
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\  Peg,   1, — Rotary  Cuuvert^^r^  in  Sub-Statiun  ''  d,"  Albina,  Portland  Railway  Light  and  Power 

Company. 


Thus,   a   two*phase   converter  receiving   alternating  current   at   approximately 
jSs  Volts  will  deliver  direct  current  at  550  volts,  and  a  three-phasc  converter  receiving 
litcrnating  current  at  approximately  330  volts  alternating  current  will  deliver  at 
SS^  volis  direct  current. 

In  installations  supplying  three- wire  lighting  systems,  or  where  it  is  necessary  Eo 
tiUain  two  voltages,  for  the  operation  of  variable  speed,  direct  current  motors,  a 
!  Jp*dal  neutral-wire  connection  is  required  for  use  in  conjunction  with  the  positive 
»atl  negative  leads  on  the  direct  current  side  of  the  rotary*  If  a  conductor  be  con- 
oect<^d  to  the  middle  points  of  the  secondary  \vindings  of  the  transformers,  which 
^fk  the  alternating  current  for  a  two-phase  rotary,  it  will  be  found  that  the  E.M.F, 
Iirtweto  this  conductor  and  either  of  the  direct  current  terminals  is  equal  to  one-half 
oitl>r  E.M.F.  between  those  terminals.  In  this  way  i  to  volts  can  be  secured  from 
520' volt  machine,  A  similar  arrangement  for  three-phase  rotaries  is  secured  by 
pjaployiag  the  interconnected  star  system  of  connections  for  the  secondary  winding 
0t  tlie  transformers^  the  neutral  lead  being  connected  at  the  common  junction  point 
o{  ih  -  iary  windtngSi 

'1  relation  exists  between  speed,  number  of  poles  and  frequency  that  ts 
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found  in  alternating  current  generators.     The  product  of  the  number  of  poles  by  the 
speed,  in  revolutions  per  minute,  is  equal  to  the  number  of  alternations  per  minute. 

Rotary  converters  can  be  had  for  any  frequency  up  to  60  cycles  per  second.  The 
standard  frequencies  are  25  and  60  cycles,  the  former  being  generally  used  for  rail- 
way service,  and  the  latter  when  a  combined  railway  and  lighting  service  is  operated, 
or  where  power  is  obtained  from  existing  60-cycle  transmission  plants. 

Phases.  The  alternating  current  may  be  applied  to  the  collector  rings  of  the 
rotary  converter  in  the  form  of  either  single,  two,  three  or  six  phase  currents.  How- 
ever, single-phase  currents  are  seldom  used,  and  the  majority  of  machines  are  wound 
for  either  three  or  six  phases.  It  is  now  general  practice  to  wind  25  cycle  units  for 
•railway  work  for  three  phases  when  under  500  K.  W.  capacity,  and  for  six  phases  when 
of  500  K.W.  or  above.  In  60-cycle  machines,  those  under  300  K.W.  are  wound 
three-phase,  and  300  K.W.  and  above,  six-phase.  Six-phase  winding  in  the  larger 
machines  is  highly  desirable,  because  it  reduces  the  heating,  and  increases  the  effi- 
ciency and  stability  of  operation. 

Field  Connections.  For  highly  fluctuating  loads,  such  as  those  on  interurban  or 
small  city  railway  systems,  rotary  converters  with  compound-wound  fields  are  prefer- 
able. The  compounding  of  such  machines  diflFers  from  that  of  direct  current  gen- 
erators; the  direct  current  voltage  is  dependent  upon  the  alternating  current  voltage, 
and  is  therefore  aflfected  by  the  line  drop,  generator  voltage,  etc.  The  standard  com- 
pound winding  is  designed  to  give  600  volts  at  both  no  load  and  full  load,  that  is,  a 
flat  compounding,  with  5  per  cent  drop  between  the  generating  station  and  the 
rotary  converter  substation.  This  flat  compounding  is  obtained  with  the  assistance 
of  reactive  coils  connected  between  the  stepdown  transformers  and  the  rotary  con- 
verter. The  compound-wound  field  coils  are  of  the  ventilated  type,  that  is,  the 
winding  is  in  two  layers  separated  by  a  space  through  which  air  is  blown  by  the 
centrifugal  action  of  the  armature,  thus  greatly  increasing  the  radiating  surface  of 
the  field  spools  and  reducing  the  temperature  rise. 

The  utility  of  reactance  will  readily  be  understood  when  it  is  borne  in  mind  that 
a  rotary  converter  is  simply  a  transforming  device,  and  the  ratio  of  the  alternating 
voltage  impressed  to  the  direct  voltage  delivered,  is  approximately  a  fixed  quantity 
and  independent  of  the  field  strength.  Therefore,  any  increase  in  the  direct  current 
voltage,  or  overcompounding,  must  be  secured  by  a  proportional  increase  of  pressure 
at  the  collector  rings,  and  it  is  the  presence  of  a  reactance  in  circuit  which  brings 
about  this  desired  result.  Or,  in  other  words,  by  inserting  this  reactance,  the  line 
itself  has  been  compounded,  and  thus  made  self-regulating. 

In  order  to  make  use  of  single-pole  switchboards  and  to  do  away  with  pedestals, 
each  compound-wound  rotary  converter  is  fitted  with  a  panel  mounted  on  the  machine 
frame,  and  carries  the  equalizer  switch,  as  well  as  a  switch  used  in  connection  with 
the  shunt  provided  for  the  adjustment  of  the  series  winding. 

In  order  to  make  thp  rotary  converter  panels  of  the  switchboard  of  the  same 
polarity  as  the  direct  current  feeder  panels  (positive  or  trolley  polarity),  the  series 
fields  are  connected  on  the  negative  or  ground  side  of  the  circuit  between  the  armature 
and  the  rail  returns;  this  makes  all  switches  on  the  machine  frame  panel  of  the  negative 
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or  ground  potential.  A  double-throw  field  break-up  switch  is  also  included  in  the 
machine  equipment,  by  means  of  which  the  polarity  of  the  machine  may  be  reversed 
if  necessary,  in  starting. 

Where  the  load  is  practically  constant,  such  as  in  heavy  services,  shunt-wound 
rotary  converters  are  more  generally  used.  In  such  cases,  the  fluctuations  of  the  load 
are  so  low  that  they  can  be  followed  by  hand  control  of  the  field  rheostats. 

Starting  ol  Converters.    There  are  different  ways  to  throw  converters  on  the  line 

starting  from  rest.     One  way  is  to  supply  the  converter  with  a  separate  starting 

motor  or  one  mounted  on  the  shaft,  which  brings  the  machine  up  to  the  desired 

speed,  and  with  the  application  of  an  automatic  synchronizer,  the  converter  is  thrown 

on  the  line  at  the  first  instant  of  synchronism,  and  the  starting  motor  cut  off. 

Another  method  is  by  supplying  alternating  current  directly  to  the  slip  rings,  and  is 

impressed  upon  the  windings  at  a  lower  voltage  than  is  used  after  the  machine  is 

run  up  to  speed,  and  is  in  synchronism  with  the  source  of  supply.     This  low-voltage 

alternating  current  is  obtained  from  the  stepdown  transformer  by  means  of  switches, 

which  connect  the  armature  to  low-voltage  taps  on  the  transformers  at  starting,  and 

establish  the  connections  to  the  full-voltage  taps  when  the  machine  has  reached 

syiichronous  speed. 

The  most  comijion  method  used  in  street  railroad  work,  is  to  start  the  converter 
as  a  direct  current  motor,  supplied  with  current  from  the  trolley  mains.  By  adjust- 
ing the  strength  of  the  field  windings,  synchronous  speed  is  reached  and  the  machine 
thrown  on  the  line.  This  method  does  not  require  any  special  starting  apparatus, 
such  as  starting  motors,  or  transformers  with  special  taps.  Its  disadvantage  lies  in 
the  fact  that  it  is  dependent  on  the  direct  current  supply  of  the  system. 

Hunting.  Rotary  converters,  to  give  the  best  service,  must  run  in  exact  synchro- 
nism with  the  supply  current,  but  it  frequently  occurs  that  the  speed  of  the  generator 
*snot  exactly  uniform;  and  in  such  cases,  the  rotary  will  tend  to  follow  the  fluctua- 
tions of  the  generator  speed,  resulting  in  a  surging  action  of  the  rotary  armature, 
«temately  above  and  below  synchronism.  This  is  commonly  known  as  "hunting," 
and  often  assumes  disastrous  proportions  where  no  provisions  are  made  for  counter- 
^ting  this  effect.  Since  hunting  is  an  oscillation  in  the  relative  positions  of  the 
converter  —  ahead  of  the  generator  at  one  instant  and  behind  the  next  —  the  correc- 
tive currents  in  the  circuit  due  to  the  oscillations  are  first  in  one  direction  and  then  in 
the  opposite.  The  effect  of  this  varying  current  is  to  strengthen  the  leading  ix)lc 
tip  when  flowing  in  one  direction  and  to  strengthen  the  lagging  pole  tip  when  flowing 
in  the  other  direction,  thus  constantly  changing  the  distribution  of  magnetism  over 
the  pole  face,  and,  in  effect,  causing  the  magnetic  flux  to  continually  shift  back  and 
forth  across  the  pole  face. 

The  fact  that  hunting  is  always  accompanied  by  a  shifting  field  makes  possible 

an  effective  method  of  reducing  it.     Most  rotaries  are  provided  with  heavy  copper 

grids,  that  surround  each  pole  face  and  extend  across  it,  embedded  in  one  or  more 

slots.    The  function  of  the  copper  grids  is  to  act  as  dampers,  preventing  the  relative 

position  of  the  converter  armature  being  changed,  by  the  corrective  currents,  more 

than  the  initial  change  in  the  generator.    The  action  is  essentially  a  damping  one. 
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and  is  the  same  as  that  of  the  copper  magnet  damper  used  in  galvanomc 
analogous  to  the  action  of  a  dash  pot  on  an  engine  governor. 

To  consider  the  action  of  the  damper  in  detail,  assume  that  the  generate 
momentarily  increases.     This  causes  a  difference  in  phase  of  the  general 
converter    E,M.F.*s.     The   diflference   in    the   instantaneous   E,M<F*'s   due 
dificrence  in  phase  will  cause  a  correcti%'e  current  to  flow  in  the  circuitj  tl 
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distort  the  field  and  accelerate  the  converter  armature*  The  shifting  flux 
copper  grid  and  generates  in  it  eddy  currents,  which  retard  the  converter  arj 
The  retarding  action  of  I  he  eddy  currents  occurs  only  while  the  relative  posil 
the  convener  and  generator  armatures  are  changing,  i.e*,  while  the  magnetic 
moving  across  the  pole  face.  The  eddy  currents^  therefore,  do  not  act  as  a  < 
opposing  force  lo  the  corrective  currents,  but  as  a  true  damping  forcc^  becomE 
whenever  the  generaior  and  converter  armatures  revolve  exactly  in  syncl 
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Induction  Regulator.   The  induction  regulator  consists  of  a  polyphase  transformer 
w-itli  primary  movable  with  respect  to  the  secondary.     The  construction  of  core  and 
iwinding  resembles  that  of  an  induction  motor.     The  primary  is  connected  across 
a^nd  the  secondary  in  series  with  the  line.     By  shifting  the  position  of  the  primary 
^^rinding  of  the  regulator,  the  secondary  voltage  delivered  to  the  alternating  side  of 
the   converter  may  be  raised  or  lowered  without  opening  any  part  of  the  circuit,  and 
tho   voltage  on  the  direct  current  side  thus  varied.     When  of  sufficient  size,  the  regu- 
lator may  be  operated  by  a  small  motor.     This  method  of  regulation  may  be  employed 
to  overcome  small  and  infrequent  fluctuations  in  the  line  voltage  in  lighting,  electro- 
lytic and  similar  service. 

Compounding.   It  is  generally  understood  that  there  is  a  certain  adjustment  of 

&eld  strength  which  gives  a  minimum  alternating  input  for  a  given  direct  current 

output,  and  that  an  overexcited  field  sets  up  a  leading  current  in  the  line,  while  an 

underexcited  field  causes  the  line  current  to  lag.     As  change  in  the  field  strength 

alone  cannot  appreciably  afifect  the  direct  current  voltage,  the  ratio  between  the  two 

E.;M.F.'s  remaining  practically  fixed,  the  only  way  to  vary  the  direct  potential  is  to 

^'^.r-y  the  alternating  potential  at  the  collector  rings.     It  is,  however,  possible  by  a 

P>xx>per  proportion  of  series  excitation  and  the  provision  of  sufficient  inductance  in 

^  "^  supply  line,  to  produce  a  change  in  the  voltage  at  the  collector  rings,  resulting  in 

^"     Corresponding  eflFect  at  the  direct  current  terminals.     The  conditions  for  rotary 

^^^^^^verter  compounding  are,  therefore,  a  series  winding  on  the  field  connected  to 

^^^ist  the  shunt,  and  inductance  in  the  line  between  the  generator  and  converter. 

*>«  series  winding  of  a  rotary  converter  does  not  directly  increase  the  direct  current 

^    ^^'^age,  as  in  a  direct  current  generator,  but  acts  indirectly  with  the  aid  of  inductance 

"^^      t.he  supply  circuit. 

Rotary  converters  which  are  compounded  to  give  a  constant  or  increasing  voltage 

^^li  increasing  load,  maintain  a  practically  uniform  voltage  at  the  generator  ter- 

^^^^^als,  and  therefore  do  not  produce  the  drop  in  voltage  which  usually  occurs  when 

*^^^     generator  load  increases.     This  enables  a  practically  constant  voltage  to  be 

^^^-intained  on  other  circuits  supplied  by  the  same  generator,  independent  of  the 

,^^^1  ations  in  load  upon  the  rotary  converter.     Both  lighting  and  railway  loads  may 

^"•-^s  be  supplied   simultaneously  from  the  same  bus  bars,  provided    the    proper 

^^^^^pensation  is  effected,  and  the  fluctuations  in  load  do  not  cause  an  appreciable 

^"^iaition  in  the  speed  of  the  generators. 

In  some  systems,  alternating  current  is  supplied  to  rotary  conv-erters  at  a  distance 

^^'Xi  the  power  house,  while  other  converters,  located  in  the  power  house,  are  sup- 

l^**^cl  with  current  from  the  same  generators.     If  the  converters  in  the  power  house 

*^^  to  be  compounded  to  give  a  rising  voltage  with  increase  of  load,  it  is  necessary  to 

^^^vide  self-induction  either  in  transformers  or  in  choke  coils,  placed  between  the  bus 

^^'s  and  the  converter. 

Reactances.    To  enable  the  direct  current  voltage  to  be  altered  by  the  field  rheo- 

^^^  or  automatically  by  compounding,  which  calls  for  a  corresponding  change  of  the 

^^^tuating  current  voltage,  a  phase  reactance-coil  is  provided  between  the  low-ten- 

^ou  windings  of  the  transformer  and  the  converter.     Without  such  a  reactance,  the 
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maintenaDce  of  the  same  voltage  at  full  load  as  at  no  load,  involves  excessive  leading 
and  lagging  currents,  and  consequently  excessive  heating  in  the  converter  armature, 
unless  the  resistance  drop  from  the  source  of  constant  potential  is  small*  or  the  natural 
reactance  of  the  circuit  is  unusually  high.  If  the  armature  field  is  weakened,  a 
lagging  current  is  set  up,  which  causes  a  drop  in  the  reactive  coil.  If  the  field  is 
strengthened,  a  leading  current  is  set  up  which  gives  a  rise  of  voltage  in  the  reactive 
coil.  Under  heavy  load,  the  series  field  of  a  compound  converter  tends  to  produce 
leading  currents,  which  tendency  is  practically  balanced  by  the  reactance,  improving 
the  power  factor  of  transformers,  lines  and  generators  when  loaded. 
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Fig.  3.— Typical  Continental  Motor  Generalur  Substation.    Vienna  Railway  System. 

Motor  Generators.  Motor  generator  sets  may  be  used  m  place  of  rotary  coD* 
verters,  if  the  line  voltage  is  not  too  high;  the  motor  of  the  set  may  be  directly  con- 
nected to  the  line,  thus  eliminating  transformers.  The  advanlages  of  using  a  motor 
generator  are,  that  no  synchronizing  apparatus  is  necessary,  the  voltage  of  the  gen- 
erator bears  no  relation  to  that  of  the  supply,  same  as  in  a  converter^  and  it  may  be 
adjusted  through  a  wide  variation.  The  disturbance  known  as  "  hunting  **  is 
unknown  in  the  motor  generator,  when  an  induction  motor  is  used  as  the  driver, 
and  no  skilled  attendants  are  necessary*  The  disadvantages  are,  that  the  efBciciiCT 
IS  from  4  to  7  per  cent  less  than  that  of  a  transformer^converter  set,  and  tbcy  coat 
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more.  With  what  voltage  a  motor  generator  can  be  used  without  the  use  of  a  step- 
down  transformer,  depends  entirely  upon  the  design  of  the  motor.  The  accompanying 
iUustrations  give  an  idea  of  motor  generator  sets  as  used  in  Europe  where  they  are 
most  extensively  employed.  Fig.  4  shows  the  interior  of  a  substation  at  Steghof, 
Switzerland^  each  motor  generator  consists  of  a  34Q-K.W,,  2650-volt,  aJtemaiing 
current  motor,  coupled  to  a  300-KAV.,  575-volt,  direct  current  generator,  running 
at  490  R.P.M. 

Frequency  Changers,     A  frequency  changer  differs  from  a  motor-generator  set  in 
following  respects;  The  driving  motor  must  be  a  synchronous  motor  and  the 
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Fig.  4. — Motor  Generator  Sets.    Substation  ''  Steghof,"  Switzerland. 


ncratOFp  an  alternating  current  machine.  The  generator  has  more  or  less  pairs  of 
poles  than  the  motor,  depending  upon  the  frequency  desired.  Sometimes  an  indue- 
lion  motor  is  substituted  in  place  of  the  generator  and  made  to  rotate  above  or  below 
its  rated  speed*  The  alternating  current  h'nc  is  connected  to  the  rotor  of  the  motor, 
^d  if  the  rotor  operates  above  its  normal  speed,  the  frequency  is  increased;  if  below, 
frequency  is  decreased. 

Frequency  changers  are  not  very  much  used;  however^  when  they  are  employed, 
cy  are  used  in  plants  which  run  in  parallel  with  others  of  different  frequencies.  A 
btable  example  in  the  use  of  frequency  changers  is  in  Montreal,  Quebec* 

Ffequmity  Changers  at  Montreal »  by  B.  A.  Behrend,  EJectrifol  Wcrtd  and  Engittttr,  Feb,  13,  1904. 
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"  The  City  of  Montreal,  Quebec,  obtains  electric  energy  for  power  .and  lighting" 
from  three  plants,  which  have  three  different  frequencies.  The  Chambly  power^ 
plant  supplies  alternating  current  at  66  cycles,  the  Lachine  Hydraulic  Land  fc: 
Power  Company  generates  alternating  current  at  60  cycles,  and  the  Shawinigan  Water" 
&  Power  Company  generates  alternating  current  at  30  cycles.  Since  the  consolida— 
tion  of  these  three  plants,  a  compromise  frequency  of  63  cycles  has  been  adopted. 

**  At  Shawinigan  Falls  there  are  installed  two  3750-K.W.  generators  operating 
at  180  revolutions  and  30  cycles,  and  generating  2300  volts  two-phase.     By  means  of 
transformers,  the  two-phase  current  is  changed  to  three-phase  55,000  volts,  which  is 
transmitted  from  Shawinigan  to  Maisonneuve,  a  distance  of  85  miles.     In  the  sub- 
station at  Miasonneuve,  a  suburb  of  Montreal,  the  30-cycle,  three-phase  current  is 
stepped  down  from  44,000  to  2300  volts.     The  long  distance  line  between  Shawini- 
gan Falls  and  Maisonneuve  is  operated  at  the  potential  of  55,000  volts  at  the  gener- 
ating end,  and  44,000  volts  at  the  receiving  end.    The  three-phase,  high   potential 
current  is  reduced  by  three  transformers  from  44,000  to  2300  volts. 

**  The  five  groups  of  frequency  changers  change  the  current  from  2300  volts 
three-phase  30  cycles  to  2300  volts  three-phase  60  cycles.     Fig.  5  is  the  30-cycle  motor; 


Fig.  5. — Outline  of  1065-KW.  Frequency  Changers. 


the  machine  to  the  right  is  the  6o-cycle  generator;  the  exciter  shown  on  the  right  hand 
side  of  the  set  serves  as  a  starting  motor  and  also  excites  the  two  alternators.  The 
rating  of  each  set  is  1068  K.W.  at  2300  volts  60  cycles,  100  per  cent  power-factor,  or 
800  K.W.  at  75  per  cent  power-factor.  The  speed  of  the  frequency  changers  is  450 
revolutions,  the  motor  being  an  8-pole  machine,  the  generator  a  i6-pole  machine. 

"The  frequency  changers  are  started  from  the  exciters, which  are  good  for  75  K.W. 
at  120  volts.  Although  the  excitation  of  each  machine  does  not  exceed  18  K.W. 
under  any  condition  of  load,  it  was  deemed  advisable  to  use  large  exciters  in  order 
to  facilitate  the  starting  of  these  sets,  as  at  the  moment  of  starting  the  current  taken 
is  quite  considerable.  A  30-cycle  induction  motor  direct-connected  to  an  80-K.W. 
direct-current  generator  is  used  for  the  starting  of  the  frequency  changers. 

'*The  operation  in  multiple  of  frequency  changers  is  of  considerable  interest. 
Imagine  a  frequency  changer  to  be  in  operation  and  that  a  second  frequency  changer 
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IS  to  be  connected  in  parallel  with  the  first.  Imagine  that  the  first  set  is  carrying 
full  load  and  that  the  second  set  is  to  divide  the  load  with  it. 

"The  motor  can  be  synchronized  in  the  usual  manner  by  adjusting  the  field 
current,  so  that  the  potential  difference  between  the  bus  bars  and  the  synchronous 
motor  vanishes.  If  the  generator  is  synchronized  in  the  same  way  it  is  not  possible 
to  put  a  load  on  the  machine.  If  the  field  current  of  the  generator  is  diminished  or 
increased  the  load  of  the  frequency  changer  remains  unaltered  and  the  effect  of 
changing  the  excitation  results  only  in  an  increase  of  the  cross  currents  between 
the  two  sets. 

"  Now  then,  in  order  to  make  the  second  frequency  changer  divide  the  load  with 
the  first,  it  becomes  essential  to  abandon  the  usual  way  of  paralleling.  Let  it  be 
assumed  that  both  sets  are  in  operation  and  are  dividing  the  load  equally.     The 
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Fig.  6. — ^Typical  Substation  Switch  Board  Panels,  i.  Incoming  Line  or  A.C.  Q>nverter 
Panel.  2.  Outgoing  Line  Panel.  3.  D.C.  Converter  Panel.  4.  D.C.  Single  Circuit 
Feeder  Panel. 


saturation  curves  of  the  machines  being  the  same,  it  is  clear  that  the  exciting  currents 
of  the  machines  must  also  be  the  same  if  the  load  be  distributed  uniformly  between 
them.  As  juggling  the  field  currents  after  the  machine  has  been  thrown  in  parallel 
has  no  other  effect  than  to  increase  the  cross  currents,  it  is  evident  that  the  field 
currents  have  to  be  adjusted  properly  before  the  machines  are  thrown  in  parallel. 
Hence,  assume  the  first  set  in  operation  with  125  amperes  excitation  on  the  fields  of 
the  generator.  To  throw  the  second  set  in  parallel  with  the  first  set,  first  synchronize 
the  motor  of  the  second  set  and  then  make  the  excitation  of  the  generator  of  the 
second  set,  125  amperes.  The  bus  bar  voltage  on  which  the  first  set  is  operating 
is  2300  volts;  the  second  set  has  the  same  excitation  and  the  terminal  voltage  of  its 
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generator  is,  therefore,  greater  than  the  bus  bar  voltage  on  which  the  machine  is  to 
operate. 

Assume  the  drop  of  the  machine  at  its  load  to  be  12  per  cent;  then  the 
generator  of  the  second  set  at  125  amperes  excitation  on  its  fields  will  generate  2580 
volts.  The  switches  must  be  closed  between  the  two  machines  at  these  unequal 
voltages  and  the  two  sets  will  pull  each  other  in  parallel  with  the  load  distributed 
equally  between  them." 

Switch  Gear.  The  switch  gear  is  similar  to  that  of  the  main  generating  station. 
Each  incoming  feeder  circuit  has  its  own  panel,  and  the  equipment  depends  some- 
what on  the  form  of  switch  adopted,  whether  hand  or  electric  operated.  Fig.  6 
shows  typical  substation  panels  one  and  two  for  alternating  current;  the  former,  for 
incoming  high  tension  lines,  having  a  lever  for  remote  control  automatically  tripped 
oil  switch,  and  one  ammeter;  the  latter,  for  low  tension  distribution,  having  a  three- 
pole,  automatically  tripped  switch  and  three  ammeters.  No.  3  is  the  main  con- 
verter panel,  having  a  circuit-breaker  with  overload  and  low  voltage  release,  one 
ammeter,  one  field  rheostat,  a  potential  receptacle,  single-pole  main  switch,  a  double 
throw  station-lighting  switch,  and  the  bottom  panel  contains  a  recording  wattmeter. 
The  last  panel  is  a  direct  current  feeder  panel  equipped  with  an  overload  circuit- 
breaker,  ammeter,  main  switch,  lightning  arrester  and  choke  coil,  one  potential 
receptacle  by  which  the  feeder  voltage  may  be  determined  with  the  circuit-breaker 
open.  This  is  used  to  advantage  when  the  converters  are  started  up  on  the  direct 
current  side. 

The  high  and  low  tension  alternating  current  bus  bars  must  be  separated  if  such 
are  installed.  In  small  stations  the  transformers  are  directly  connected  without  the 
use  of  a  bus.  In  large  stations,  high  and  low  tension  bus  bars  are  placed  on  either 
side  of  the  transformers,  so  that  a  converter  may  be  operated  without  its  own 
transformer  when  necessary. 

Separate  converters  must  be  kept  for  lighting  and  railroad  work,  which  means 
two  direct  current  bus  bar  systems.  They  must,  however,  be  interconnected  that 
the  converters  can  supply  either  systems. 

What  previously  has  been  said  under  switchboards  regarding  flexibility,  etc., 
applies  also  to  substation  equipment. 

BIBLIOGRAPHY 

Transformers  for  Single  and  Multiphase  Currents.    G.  Kapp.    1906. 

The  Alternating  Current  Transformer.    F  G.  Baum.    1903. 

The  Alternating  Current  Transformer  in  Theory  and  Practice.    J.  A.  Fleming.    1900. 

Principles  OF  THE  Transformer.    F  Bedell.     1908. 

The  Series  Transformer.    E.  S.  Harrar.    Electrical  World,  May  16,  1908. 

The  Choice  of  Transformers  for  Central  Stations.    L.  A.  Sterrett.    Electrical  World,  May  2, 

1908. 
The  Central  Station  Distributing  System.    H.  B.  Gear  and  P.  F.  Williams.     Electrical  Age, 

Febniary,  1908. 
SOdfZ  Features  of  European  High  Tension  Practice.    Frank  Koester.    Electrical  Age,  December, 

1908. 


3o8  HYDROELECTRIC  DEVELOPMENTS  AND  ENGINEERING. 

The  Deterjonation  of  the  Economic  Location  of  Sub-Stations  in  Electric  Railways.    Gerard 

B.  Werner.     Proc.  Am.  Inst,  E.  E.,  May,  1908. 
Receiving  Station  Operated  from  High-Tension  Transmission  Line.    Electrical  Age,  July,  1908. 
Instructions  to  Operators  in  Railway  Converter  Sub-Stations.    J.  E.  Woodbridge.    Electric 

Railway  Journal,  June  13,  1908. 
Protection  of  the  Internal  Insulation  of  a  Static  Transformer  against  High  Frequency 

Strains.    W.  S.  Moody.    Proc.  Am.  Inst.  E.  £.,  May,  1907. 
Relative  Merits  of  Three-Phase  and  One-Phase  Transformers.    H.  W.  Tobey.    Proc.  Am. 

Inst.  E.  £.,  April,  1907. 
Relative  Advantages  of  One-Phase  and  Three-Phase  Transformers.    J.  S.  Peck.    Proc.  Am. 

Inst.  E.  £.,  April,  1907. 
Forced  Oil  and  Forced  Water  Circulation  for  Cooling  Oil  Insulated  Transformers.    C.  C. 

Chesney.    Proc.  Am.  Inst.  E.  E.,  April,  1907. 


CHAPTER  X. 
LINE  PROTECTION. 

LIGHTNING   ARRESTERS. 

Purpose.  To  guard  against  interruption  of  service  of  the  generating  plant  or 
substation,  the  electrical  apparatus  of  same  must  be  protected,  particularly  against 
atmospheric  discharges.  This  is  done  by  providing  the  transmission  system  with 
lightning  arresters  or  some  form  of  grounding  device.  The  function  of  sam^  is  to 
act  as  a  relief  vent. 

Various  sources  of  disturbances  (particularly  where  the  transmission  line  runs 
through  sections  of  country  of  different  altitudes),  the  chief  of  which  is  lightning, 
causing  surges  and  oscillations  in  the  circuit  of  such  frequency  and  high  potential 
as  will  endanger  the  apparatus  in  the  generating  plant,  substation  or  probably  both. 

Lightning  Discharges.  Lightning,  as  commonly  understood,  means  the  electric 
discharges  from  cloud  to  ground,  or  from  cloud  to  cloud,  but  the  word  **  lightning  " 
as  applied  to  electric  circuits,  means  much  more  than  this.  It  includes,  besides  the 
lightning  referred  to,  disturbances  due  to  static  unbalancing  of  the  circuit  and  surges, 
that  is,  disturbances  in  the  flow  of  generated  power,  brought  about  by  various  causes 
and  depending  for  their  energy  on  the  power  of  the  generating  system.  A  very  small 
per  cent  of  these  electrical  disturbances  results  from  direct  strokes,  the  far  greater 
number  resulting  from  induction  by  charged  clouds  suddenly  discharging  or  per- 
haps from  the  static  charges  collected  from  rain,  snow  or  fog  drifting  across  the  line. 

Regardless  of  their  source  all  static  disturbances  on  transmission  lines  are  charac- 
terized by  abnormal  potentials  and  abnormal  frequencies. 

Principle  of  Arresters.  The  lightning  arrester  must  permit  sufficient  freedom 
of  escape  of  the  charge  from  transmission  lines  so  as  to  limit  their  potential  to  a  safe 
value.  To  do  this,  a  vent  is  required  which  will  permit  a  very  large  flow  of  current 
when  the  potential  is  above  a  certain  value,  but  which  will  suppress  this  flow  of  cur- 
rent quickly,  quietly,  and  completely  as  soon  as  the  potential  has  resumed  a  normal 
value.  In  other  words,  the  arrester  must  permit  the  escape  of  the  abnormal  sur^e, 
but  should  preferably  take  no  current  whatever  and  consequently  cause  no  additional 
disturbance  or  drop  in  voltage. 

In  general,  a  lightning  arrester  is  made  up  of  three  elements,  as  follows:  An  air 
gap,  a  current  limiting  element  and  an  arc  suppressing  device.  Two  of  these  ele- 
ments are  always  present,  and  usually  the  other  is  combined  in  some  form  with  the 
other  two.  The  air-gap  holds  the  voltage  ordinarily,  but  is  broken  over  by  any  great 
excess  potential,  thus  permitting  current  to  flow.     The  current  limiting  element 
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usually  appears  in  the  form  of  a  series  resistance  of  some  kind  which  limits  the  power 
current  to  a  reasonable  value.  The  arc-suppressing  device  is  i)rovided  by  some 
modification  of  the  air-gap,  and  may  consist  of  a  magnetic  blow-out,  a  mechanical 
arrangement  by  which  the  length  of  the  gap  is  increased  until  the  arc  breaks  (horn 
type),  or  non-arc-metal  gaps  consisting  of  a  number  of  small  cylinders  with  the 
proper  spacing  between  them. 

Horn  Lightning  Arresters.  In  Continental  Europe,  where  it  originated,  the  horn 
type  lightning  arrester  has  been  extensively  used  since  tlie  early  stages  of  electric 
transmission.  It  is  based  on  the  principle  that  a  short-circuited  arc  once  started  at 
the  narrow  gap  between  the  horns,  the  heat  of  the  arc 
will  cause  it  to  travel  upwards  along  the  members  of 
the  horn  and  break  by  reason  of  its  attenuation.  In 
some  recent  practice,  auxiliary  apparatus  is  used  in 
connection  with  it,  such  as  water  flow  grounders,  oil 
resistances,  choke  coils,  relays,  condensers,  etc. 

Fig.  2  shows  a  Siemens-Schuckert  Relay  Horn  Light- 
ning Arrester  with  condensers,  Tesla  transformer, 
rheostat,  and  automatic  blow-out,  etc.  The  horns  are 
placed  3  to  4  mm.  apart,  which  is  the  lowest  practical 
setting,  because  dust  or  other  particles  may  collect  and 
cause  it  to  discharge  when  set  lower.  The  gap  of  3  to 
4  mm.  will  cause  the  arrester  to  discharge  under  ordi- 
nary operating  conditions  at  8000  volts,  but  with  the 
use  of  the  auxiliary  apparatus,  it  will  discharge  at  3000 
volts  and  lower  without  changing  the  setting  of  the 
horns.  This  is  accomplished  by  the  discharge  of  an 
auxiliary  gap  set  off  by  two  condensers;  the  auxiliary 
discharge  causes  high  frequencies  to  be  set  up  in  the 
Tesla  transformer  which  starts  the  main  gap.  By  this 
means  the  main  gap  can  be  set  to  several  times  the 
opening  otherwise  required  for  breakdown  at  2000  or  3000  volts.  Fig.  3  shows  the 
arrangement  of  six  such  arresters  connected  to  an  oil  resistor.  Three  of  the 
arresters  are  connected  in  **  Y  "  to  relieve  the  line  of  lightning  discharges  and  three 
are  connected  in  delta  between  phases  to  relieve  one  another  of  unbalancing 
effects. 

The  American  type  of  horn  lightning  arresters  is  usually  built  on  a  large  scale  and 
preferably  installed  out  of  doors.     Fig.  4  shows  such  an  arrester  as  installed  by  the 
.American  River  Electric  Company,  California.     They  are  installed  on  the  40.000- 
volt  transmission  line,  and  are  made  of  galvanized  iron  gas-pi])e  mounted  on  insu- 
lators on  a  pole  construction;  the  gap  is  2.25  inches.     The  horns  are  grounded  through 
a  25-gallon  water  tank  with  a  film  of  oil  on  top  to  keej)  down  evaporation.     Expt- 
ricnce  has  proved  that  pure  water  in  the  lank  gives  better  satisfaction  llian  water  with 
salt.     The  company  reports:  **  In  one  instance  they  discharged  several  times  in  suc- 
cession, the  arc  traveling  halfway  up  before  breaking.     Every  discharge  had  the  same 


Fig.  2.  —  Siemens-Schuckert 
Horn  Ga])s  with  Micro- 
metric  Setting. 
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effect  as  a  temporary  short-circuit,  causing  the  voltmeter  to  swing  entirely  across  the 
scale,  and  the  lights  to  dim  to  perhaps  l^f  candle  power.  We  have  had  no  trouble 
from  these  arresters,  no  damage  done  by  lightning,  and  consider  the  arrester  as  satis- 
factory for  high  voltage  as  any  now  in  use." 
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Fig.  4. — Construction  of  a  Horn  Type  Arrester, 
American  River  Electric  Company. 
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Fig.  5. — Curve  Showing  Setting  of  Horn 
Gaps. 


Horn-Gap  Setting.  In  Fig.  5  is  shown  a  curve  which  gives  the  proper  gap-lengths 
for  horn-gaps  when  used  on  certain  voltages.  According  to  Anpicrican  ideas,  horn- 
gaps  should  not  be  used  for  potentials  lower  than  13,500  vohs,  since  the  gap  is  so  small 


Fig.  6. — Protection  of  a  Combined  Overhead    Fig.  7. — Protection  of  a  Combined  Overhead 
and    Underground    Line,    Using    Oil-  and    Underground    Transmission    Line, 

Immersed  Choke  Coils.  Using    Horn    Gaps    and    Oil-Immersed 

Resistances. 


that  the  arc  will  not  rise  properly  and  break.  Some  latitude  is  allowable  in  the  setting 
of  the  horn-gaps.  The  gap  must  be  so  set  that  small  arcs  will  not  strike  back  and 
rise  again  repeatedly. 


3i6 


HYDROELECTRIC    DEVELOPMENTS  AND   ENGINEERING. 


r 


and  the  extinguishment  of  ihe  arc.  A  spark  may  be  defined  as  conduction  of  ^sdt 
tricity  by  the  air,  and  an  arc  as  conduction  of  electricity  by  vapor  of  the  clcctrod  ^ 
The  cylinders  of  the  muhigap  arrester  act  like  plates  of  condensers  in  se  i 
This  condenser  function  is  the  essential  feature  of  its  o|5eration.  When  a  smL^j^ 
stress  IS  applied  to  a  series  of  cylinders  between  line  and  ground,  the  stress  is  insta.at| 
carried  from  end  to  end.     If  the  top  cylinder  is  positive  it  will  attract  a  ncgai^ild 

charge  on  the  face  of    rij^ 

adjacent     cylinder      ond 

repel    an    equal    posiihv 

charge    to    the    opjiosiic 

face^  and  so  on  down  ik 

entire  row. 

The  second  cylfndcr 
has  a  definite  capaciiy 
relative  to  the  third  ami 
also  to  the  ground;  cod 
sequenlly  the  charge 
induced  on  the  third 
cylinder  will  be  less  than 
on  the  second,  due  to 
the  fact  that  only  part  of 
the  positive  charge  on  ibc 
second  cylinder  intlucv? 
negative  electricity  Qii 
the  third,  while  Ihe  rc^t 
of  the  charge  inducer 
negative  electricity  lo  the 
ground.  Each  succes^ 
sive  cylinder,  counting 
from  the  top  of  the 
arrester,  will  have  a 
sHghtly  less  charge  of 
electricity  than  the  pre- 
*a  steeper  potential  gradienl 


1  it;,  14. — Graded  Shunt  Rtsistaiice,  Multigap  Lightning 
Arre.^terf  Gtnural  Eleilric  Comjiany. 


ceding  one.     This  condition  has  been  expressed  as 
near  the  line." 

The  quantity  of  electricity  induced  on  the  second  cylinder  is  greater  than  on  ant 
lower  cylinder,  and  its  gap  has  a  greater  potential  strain  across  it.  When  the  ix>tential 
across  the  first  gap  is  sufFiciirnt  to  spark,  the  second  cylinder  is  charged  to  line  poten- 
tial and  the  second  gap  receives  ihe  static  stress  and  breaks  down*  The  successi%x*l 
action  is  similar  to  overturning  a  row  of  nine-pins  by  pushing  the  first  pin  against  the 
second.  This  phenomenon  explains  why  a  given  length  of  air-gaji  concenr rated  inl 
one  gap  requires  more  potential  to  spark  across  it  than  the  same  total  length  made 
up  of  a  row  of  multigaps.  As  the  spark  crosses  each  successive  gap,  the  poteniJ^ 
gradient  along  the  remainder  readjusts  itself. 
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When  the  sparks  extend  across  ail  the  gaps,  the  dynamic  current  will  follow  if, 
at  that  instant,  the  dynamic  potential  is  sufficient.  On  account  of  the  relatively 
greater  current  of  the  dynamic  flow,  the  distribution  of  potential  along  the  gaps 
becomes  equal,  and  has  the  value  necessary  to  maintain  the  dynamic  current  arc 
on  a  gap.  The  dynamic  current  continues  to  flow  until  the  potential  of  the  generator 
passes  through  zero  to  the  next  half  cycle,  when  the  arc-extinguishing  quality  of  the 
metal  cylinders  comes  into  action.  The  alloy  contains  a  metal  of  low  boiling  point 
which  prevents  the  reversal  of  the  dynamic  current.  It  is  a  rectifying  effect,  and 
before  the  potential  again  reverses,  the  arc  vapor  in  the  gaps  has  cooled  to  a  non- 
conducting state. 

Installation  of  Multigap  Arresters.  The  multigap  arresters  may  be  installed  on 
delta  connected  and  also  on  "Y"  connected  circuits,  with  the  neutral  grounded  or 
ungrounded.  The  difference  lies  in  the  use  of  a  fourth  arrester  leg  between  the 
multiplex  connection  and  ground  on  underground  systems. 

The  reason  for  introducing  the  fourth  leg  is  evident,  for  if  one  leg  becomes 
accidentally  grounded,  the  full  line  potential  would  be  thrown  across  one  leg  if  the 
fourth  or  ground  leg  were  not  present.  On  a  "  Y"  system  with  a  grounded  neutral, 
the  accidentally  grounded  phase  causes  a  short-circuit  of  the  phase  and  the  arrester  is 
relieved  of  the  stress  by  the  tipping  of  the  circuit  breaker.  Briefly  stated,  the  fourth 
3r  grounded  leg  of  the  arrester  is  used  when,  for  any  reason,  the  system  could  be 
Dperated  even  for  a  short  time,  with  one  phase  grounded.  In  protecting  2-phasc 
4- wire  circuits,  two  single  phase,  multiplex  connected  arresters  are  used;  when 
protecting  2-phase  3-wire  circuits,  two  single  phase  arresters  are  connected  in  between 
the  outside  leg  and  the  common  leg,  no  multiplex  cross  connection  being  between 
the  outside  legs.  As  much  wall  space  as  possible  must  be  provided,  and  plenty  of 
room  in  front  must  be  left  for  the  operator.  The  following  minimum  separation 
distances,  recommended  by  the  General  Electric  Company  for  the  past  few  years, 
bave  proved  entirely  satisfactory. 


TABLE    I.  —  GIVING    PROPER    SPACE    BETWEEN  ARRESTERS. 


Distance  between 

Minimum  distance 

Volts. 

live  parts  of 
adjacent  phases. 

between  centers.^ 

Inches. 

Inches. 

6,600 

8 

28 

10,000 

8 

28 

12,500 

8 

33 

15,000 

10 

35 

20,000 

12 

37 

25,000 

18 

48 

30,000 

22 

52 

35.000 

26 

56 

40,000 

28 

62 

45,000 

32 

67 

50,000 

36 

72 

60,000 

40 

78 

*  If  barriers  are  used,  the  width  of  barriers  should  be  added  to  distances  given. 
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It  is  advisable  to  install  arresters  in  a  dry  place,  and  before  assembling  them,  the 
wooden  supports,  insulators,  etc.,  must  be  thoroughly  dried  of  all  moisture  which 
may  have  collected. 

Fluid  Arresters.  There  are  two  different  kinds  of  fluid  arresters  in  American 
practice.  In  one,  the  components  are  submerged  in  oil  in  a  steel  tank,  and  known 
as  Aluminum  Arresters  (General  Electric  Company):  in  the  other,  the  components 
are  incased  in  an  empty  porcelain  jar,  and  known  as  the  Electrolytic  Arrester 
(Westinghouse  Electric  and  Manufacturing  Company).        The  principle  of  both  is 

practically  the  same.  It  consists  of  a  series  of  concentric 
aluminum  pans,  placed  one  above  the  other,  separated  by 
an  electrolyte,  usually  a  borax  solution. 

Experiments  have  been  made  for  a  number  of  years 
with  a  film,  which  may  be  formed  on  aluminum  plates, 
when  treated  with  certain  electrolytes.  This  film  being 
very  thin,  that  is,  comparable  in  thickness  with  a  wave 
length  of  light,  its  electrostatic  capacity  as  a  condenser 
is  very  great.  If  the  electromotive  force  is  constant, 
only  leakage  current  passes  through,  but  if  it  is  alter- 
nating, there  is  a  leakage  and  a  charging  or  condenser 
current  superimposed. 

It  was  discovered  that  this  film  has  a  very  desirable 
characteristic  for  lightning  arrester  purposes,  in  that  it 
has  an  apparent  resistance  of  a  very  high  value  when 
moderate  voltages  are  impressed  upon  it.  When  the 
voltage  or  pressure  reaches  a  certain  value,  however, 
this  film  breaks  down  in  myriads  of  minute  punctures 
making  almost  a  short  circuit  for  these  higher  voltages. 
As  soon,  however,  as  the  voltage  is  reduced  again,  the 
minute  punctures  seal  up  at  once,  and  original  high 
resistance  reasserts  itself.  It  may  be  seen  that  for  elec- 
trical pressure,  this  action  is  exactly  the  same  as  that  of  a 
safety  valve  on  a  boiler. 

In  the  aluminum  arrester,  each  cell  is  designed  to 
operate  normally  at  300  volts  with  a  very  small  leakage  current,  and  with  a  p>erma* 
nent  critical  value  of  420  volts,  that  is,  the  voltage  at  which  the  film  opens  and 
allows  a  free  and  heavy  discharge  is  420,  and  the  permanent  critical  value  is  thus 
40  per  cent  above  the  normal  operating  voltage. 

If  the  potential  rises  to  any  value  greater  than  300  and  less  than  420  volts,  a  tem- 
porary critical  value  is  reached  and  the  film  allows  the  arrester  to  discharge  for  a 
short  time.  A  thicker  film  is  soon  formed  and  the  leakage  current  is  decreased  to  a 
small  amount.  When  the  line  potential  again  becomes  normal,  this  extra  thickness 
of  the  film  gradually  dissolves.  If  the  voltage  continues  to  rise,  this  process  of  form- 
ing a  temporary  critical  film  continues  until  the  permanent  critical  value,  420  volts, 
is  reached,  when  the  cells  discharge  freely,  allowing  a  heavy  rush  of  current.     The 


Fig.  15. —  General  Electric 
Company's  Aluminum 
Lightning  Arrester. 
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Fig.  16. — Discharge  Rate  Above  Permanent  Critical  Value. 
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Fig.  17. — Characteristic  Curve  at  Permanent  Critical  Value  of  General 
Electric  Aluminum  Arrester. 
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For  Delta  or  Ungrounded  Y  System,  For  Grounded  Neutral  System. 

Figs.  18  and  19. — ^Arrangement  of  General  Electric  Company's  Arresters.     In  the  Installation 

the  Bases  of  the  Horn  Gaps  are,  of  course,  Horizontal. 
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prevents  the  arrester  from  being  subjected  continuously  to  the  line  voltage.  In  this 
way  leakage  is  prevented  during  normal  operation,  and  a  longer  life  is  assured. 
The  accompanying  illustrations  show  the  application  of  these  types  of  lightning 
arresters. 

Frequently  the  horn  arrester  is  connected  to  water  flow  grounders.  Fig.  22  shows 
such  an  arrester  as  installed  by  the  Oerlikon  Company,  in  connection  with  a  27,000- 
volt  transmission  line.  The  grounding  device  consists  of  a  pair  of  glass  tubes  through 
which  water  is  continuously  flowing. 
Another  arrangement  of  a  water  flow 
grounder  as  installed  by  The  Alioth 
Company,  in  connection  with  the  50,000- 
volt  Swiss-Italian  transmission  system,  is 
seen  in  Fig.  24.  It  has  been  installed  in 
addition  to  horn-lightning  arresters  and 
choke  coils,  to  take  care  of  light  surges  in 
the  line  and  to  maintain  uniform  line 
pressure.  This  apparatus  consists  of  a 
nozzle  or  jet  of  water  (from  a  spring), 
playing  against  a  baflSe  plate  connected 
to  the  line.  The  stream  of  water  is  three- 
eighths  of  an  inch  in  diameter,  28  inches 
high,  and  allows  a  leakage  of  0.1  ampere. 
Ammeters  are  inserted  in  the  line  connec- 
tion to  detect  failures  in  grounding. 

Water-flow  grounders,  in  different  forms, 
have  been  used  successfully  for  a  number 
of  years  on  the  Continent  of  Europe. 
However,  in  America  its  use  has  not  been 
advocated,  for  the  reason  that  the  assumption  of  the  failure  of  water  supply  points  out 
that  the  apparatus  is  ineflScient.  This  argument  is  not  quite  justifiable,  as  the  water 
may  be  drawn  from  the  same  supply  as  the  turbines,  and  in  substations,  usually  located 
in  or  near  cities,  water  from  the  city  mains  can  be  used.  It  is  the  practice  in  Euro- 
pean countries  to  make  use  of  the  water  which  circulates  through  the  cooling  coils 
in  the  oil  transformers.  Further,  the  water  from  nearby  springs  is  oftentimes 
available. 

Location  of  Arresters.  The  main  generating  station  and  aU  substations  must  be 
equipped  with  lightning  arresters.  Practice  of  recent  years  shows  that  it  is  good 
policy  to  install  more  than  one  form  of  arrester,  for  instance,  a  combination  of  multi- 
gap  and  horn  typ)e  for  direct  lightning  strokes;  choke  coils  and  fluid  arresters  to  take 
care  of  slight  atmospheric  discharges  and  surges. 

Some  power  plants  are  equipped  with  all  four  of  the  above-mentioned  forms,  for 
example,  the  Ontario  Power  Company,  which  has  the  electrolytic  form  of  fluid 
arrester,  and  gaps  of  the  different  horns  set  for  various  voltages.  In  a  recently  installed 
7000/ 50,000- volt  transformer  station  at  Piattamala,  Italy,  the  station  protection  is  as 


Fig.  26. — Lightning  Rod. 
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follows:  Flat  choke  coils  axe  placed  on  both  sides  of  the  trajisformers  in  connection 
with  horn  lightning  arresters  provided  with  water  rheostats;  for  taking  up  lighter 
static  and  atmospheric  discharges,  cylindrical  choke  coils  with  non-inductive  resist- 
ances are  provided.  Finally,  as  all  surges  will  create  more  or  less  variation  in  pres- 
sure, water  jet  grounders  are  installed  to  maintain  uniform  pressure. 

The  location  of  lightning  protection  devices  is  a  matter  of  opinion.  In  American 
practice,  the  choke  coils  and  multigap  arresters  are  located  inside  the  station,  while 
the  fluid  and  horn-gap  arresters  are  outdoors.  In  Europe,  the  practice  is  to  locate 
all  the  lightning  protection  apparatus  inside  of  the  stations,  with  exception  of  those  on 
the  line.     Even  these  are  sometimes  placed  in  section  houses. 

The  transmission  line  itself  must  be  protected  against  lightning  either  by  horn- 
lightning  arresters  at  frequent  intervals  (about  2  or  3  miles),  or  by  the  overhead  guard 
wire.  The  latter  is  more  frequently  used  on  wooded  pole  line  construction.  Where 
no  guard  wire  is  used  on  wooden  pole  lines,  the  individual  poles  must  be  provided 
with  a  lightning  rod  extending  some  ten  to  twelve  inches  above  the  top,  sometimes 
fastened  to  an  iron  pole-cap. 

Guard  wires,  and  all  lightning  arresters,  must  be  well  grounded  by  a  copper  wire 
having  a  short  and  straight  run  to  ground. 

The  end  may  be  wound  in  a  coil  or  connected  to  a  copper  plate  buried  in  the  ground. 
Flat  copper  strip  is  sometimes  used  in  place  of  copper  wire.  The  efficiency  of  the 
grounding  wire  is  increased  if  the  earth  plate  is  buried  in  moist  ground. 
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PART  III. 

(appendix.) 

MODERN  AMERICAN  AND  EUROPEAN  HYDROELECTRIC 
DEVELOPMENTS. 


APPENDIX. 
TYPICAL   HYDROELECTRIC   PLANTS. 


THE   POWER  PLANT  AND  TRANSMISSION  SYSTEM  OF  THE  ONTARIO  POWER 

COMPANY. 

According  to  Zoelly,  in  a  paper  before  the  Engineering  and  Architectural  Society 
of  Zurich,  Switzerland/  there  is  no  accurate  data  on  the  flow  of  water  over  Niagara 
Falls;  it  is  estimated  that  the  flow  is  one  hundred  million  cubic  meters  per  minute 
(three  thousand  five  hundred  and  thirty  million  cubic  feet).  This  is  sufficient  to 
develop  16,800,000  HP.,  or,  figuring  on  an  efficiency  of  75  per  cent,  12,600,000  HP.' 
Although  this  enormous  amount  of  power  is  available,  and  in  spite  of  the  number  of 
large  plants  already  erected,  only  a  small  percentage  of  the  water  is  utilized. 

Since  1890,  when  the  International  Power  Commission  met  to  decide  upon  the 
utilization  of  the  water  of  Niagara,  great  progress  has  been  made  in  water-power 
development.  On  April  4,  1895,  the  first  5000-HP.  turbine  of  the  Niagara  Falls  Power 
Company  was  set  in  motion.  The  many  plants  now  located  around  Niagara  Falls 
give  ample  proof  of  the  success  of  this  first  installation,  especially  as  three  other 
Niagara  plants  have  been  built  on  the  same  lines.  It  will  be  noticed  by  studying  the 
accompanying  drawing,  that  on  the  American  side  arc  located,  besides  several  small, 
four  large  installations;  two  above  the  rapids,  and  two  below  the  falls  in  the  gorge. 
The  law  of  the  New  York  State  Reservation,  1885,  stipulated  that  the  big  power 
developments  had  to  be  one  mile  away  from  the  Falls.  On  the  Canadian  side, 
conditions  were  different;  the  whole  of  Victoria  Park  was  thrown  open  wide  to  the 
development  of  power  from  the  Horse-Shoe  Falls. 

Starting  on  the  American  side,  above  the  Falls,  arc  located  power  houses  Nos.  i  and 
2  of  the  Niagara  Falls  Power  Company.  These  plants  are  located  on  either  side  of 
an  indented  forebay  about  a  mile  and  a  quarter  above  the  Falls.  The  turbines  in 
station  No.  i  are  of  the  5000-HP.,  vertical  type,  located  at  the  bottom  of  a  pit,  and 
operate  under  a  head  of  about  135  feet.  There  arc  ten  units  installed.  Power  houje 
No.  2  is  designed  on  the  same  principle  and  contains  ten  5500-HP.  units.  The  tailrace 
of  both  plants  empties  into  a  tunnel  1000  feet  long  and  discharges  into  the  gorge  at  the 
side  of  the  pillar  of  the  steel  arch  bridge.  It  might  be  of  interest  to  state,  that  after 
thirteen  years  of  continuous  operation,  the  lining,  of  ordinary  brick,  has  been  in  no 
way  damaged.  Beneath  the  Falls  at  the  water's  edge  on  the  American  side,  are 
power  houses  Nos.  2  and  3  of  the  Niagara  Falls  Power  and  Manufacturing  Company. 

On  the  Canadian  side,  the  intake  of  the  Ontario  Power  Company  plant  will  be 

*  Neuere  Turbinenanlagen.      Zeiischrift  des  Vereines  detUscher  Jngenieure,  1901,  p.  1339. 
'  Prof.  W.  C.  Unwin  made  a  rough  estimate  of  7,000,000  HP. 
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observed  to  be  the  farthest  above  the  Horse-Shoe  Falls.  Below  this  is  the  plant  of  the 
Electric  Development  Company.  It  is  equipped  with  vertical  turbines  similar  to 
those  of  the  Niagara  Falls  Power  Company.  The  tailrace  discharges  into  the  Gorge 
at  the  base  and  behind  the  Horse-Shoe  Fall.  Below  this  power  plant  is  that  of  the 
Canadian-Niagara  Power  Company,  which  is  allied  with  the  Niagara  Falls  Power 


Fig.  2. — Map  of  Niagara  Falls,  showing  Location  of  Power  Developments. 


—^^mpany.  It  is  designed  for  vertical  turbines  with  the  general  arrangement  as  the 
^^ec  above  mentioned.  The  water  from  this  plant  is  discharged  into  the  Gorge  at 
*^c^  foot  of  Table  Rock  Cliff.  The  four  plants  above  the  Falls  are  identical  in  many 
Aspects. 

Ontario  Power  Plant.^  The  largest  and  most  prominent  power  plant  contem- 
[j*^.ted  is  that  of  the  Ontario  Power  Company,  located  on  the  Canadian  side  of  the 
^Xls.  There  is  no  installation  in  the  world  which  exceeds  it  in  capacity.  The 
'^'Vver  house  is  located  in  the  Gorge  near  the  Table  Rock  Cliff,  and  draws  its  water 
^^-^^^ve  the  Falls  among  the  Dufferin  Islands.  The  ultimate  capacity  of  the  plant 
*^i  exceed  200,000  HP.  This  power  is  controlled  and  distributed,  at  60,000  volts, 
*^^>i  an  isolated  distributing  station,  situated  on  the  cliff  some  600  feet  away  and 
*"^^     feet  above  the  generating  station. 

^orcbay.   The  forebay  or  intake  is  about  600  feet  long,  stretched  across    the 
^^^  of  Dufferin  Islands  and  practically  parallel  to  the  main  stream.     The  deflecting 

*      Abstract  from  a  paper  by  P.  N.  Nunn,  The  Development  of  the  Ontario  Power  Company.      Am. 
*~      -A  £.,  Ashville,  N.  C.,  June  19-23,  1905. 
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curtain  wall  of  the  outer  forebay  is  made  of  reinforced  concrete  faced  with  wooden 
planking  (see  Fig.  3).  The  water  here  is  15  feet  deep;  as  the  curtain  wall  extends 
9  feet  into  the  water,  only  deep  water  is  admitted  to  the  forebay,  and  all  floating 
material  is  deflected.  The  water,  after  entering  the  outer  forebay,  passes  through  a 
rack  into  the  inner  forebay. 

The  rack  structure  is  320  feet  long  and  lies  across  the  entrance  of  the  inner  fore- 
bay,  practically  parallel  with  the  flow  in  the  outer  forebay.  All  finer  floating  material 
which  passes  the  outer  deflecting  wall  is  deflected  by  the  main  screen  house  and 
carried  over  the  spillway  (see  Fig.  4).     At  the  foot  of  the  rack  is  a  trench  or  sand- 


FiG.  3. — Section  through  Intake  of  Forebay,      FiG.  4.- 
Ontario  Power  Company. 


-Section  through  Screen  House,  Ontario 
Power  Company. 


trap  to  carry  o(T  sand,  gravel,  etc.  The  water  at  the  screen  house  is  20  feet  deep, 
while  at  the  gate  house  it  is  30  feet  deep.  The  gate  house  is  provided  to  accommodate 
three  penstocks,  with  motor-operated  head  gates.  In  front  of  the  head  gates  are 
wide  mesh  screens  and  a  curtain  wall,  extending  about  3  feet  into  the  water,  to  prevent 
foreign  material  from  entering  the  penstock.  The  screen  and  gate  houses  are  well 
provided  with  steam  for  heating  and  thawing,  also  electrically  operated  cranes  to 
facilitate  the  changing  of  screens.  As  the  buildings  are  located  in  the  reservation, 
special  attention  has  been  paid  to  the  architectural  features  of  same. 

Penstocks.  The  main  penstocks  arc  three,  of  which  two  are  installed;  are  18  feet 
in  diameter  and  laid  in  the  top  of  the  lower  cliff.  This  penstock  is  made  of  0.5-inch 
material,  reinforced  on  the  upper  half  with  bulb  tees  and  covered  with  concrete 
(see  Fig.  6).     It  is  6500  feet  long  and  calculated  for  a  velocity  of  15  feet  per  second. 
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At  the  end  of  the  penstock  above  the  power  house,  cut  in  the  rock,  is  the  valve 
chamber,  from  whence  seven  branches,  9  feet  in  diameter,  lead  down  to  the  turbine 
room,  supplying  water  at  a  velocity  of  10  feet  per  second.  The  main  penstock  also 
has  two  30-inch  branches  for  supplying  the  exciter  turbines.  These  branches  are 
provided  with  electrically  operated  gate  valves  controlled  from  the  generating  room, 
and  run  vertically,  then  horizontally,  to  the  turbines.  At  the  bend  they  are  securely 
anchored,  being  embedded  in  concrete.  Each  branch  is  provided  with  two  expansioD 
joints.  At  the  end  of  the  main  penstock  is  a  spillway,  with  a  helical  discharge. 
The  function  of  the  spillway  is  to  act  as  a  relief  valve,  in  case  a  generator  dropped 
its  load.  The  characteristic  features  of  the  spillway  are,  the  adjustable  weir  and 
helical  discharge,  which  preserves  a  smooth,  unbroken  water  column,  with  highest 
velocity  and  least  expenditure  of  energy.  This  scheme  has  been  adopted  to  pre- 
vent erosion,  restricted  flow  and  excessive  air  suction,  the  latter  on  account  of  the 
formation  of  ice  from  spray  under  forced  circulation  of  air. 

Power  House.  The  power  house  is  located  at  the  bottom  of  the  cliff,  and  is  76 
feet  wide  with  an  ultimate  length  of  1000  feet.  The  main  turbines  are  arranged  in 
a  single  row,  and  the  exciter  turbines  are  set  in  recesses  (see  plan  and  cross  section). 
The  cross  section  is  taken  through  the  extreme  width,  including  the  recesses. 

The  whole  building,  including  the  roof,  is  made  of  concrete  and  reinforced 
concrete.  It  is  of  handsome  desjgn,  both  exterior  and  interior.  The  walls  of  the 
latter  are  faced  with  white  enameled  brick.  The  turbine  room  is  served  by  a  50- ton, 
electrically  operated  crane. 

Turbines.  The  power  plant  is  designed  to  accommodate  twenty-two  turbines;  at 
present  there  are  six  installed.  They  are  of  the  horizontal  Francis  type;  two  turbines 
are  opposed  and  mounted  on  the  same  shaft.  Each  has  its  own  feeder  penstock  and 
discharges  into  a  common  draft  tube,  10  feet  in  diameter.  The  runner  is  of  cast 
steel  and  78  inches  in  diameter.  The  housing  is  of  structural  steel,  rectangular  in 
plan  and  spiral  in  elevation,  and  16  feet  in  diameter.  These  turbines  operate  under 
a  head  of  175  feet,  20  feet  of  which  is  secured  in  the  draft  tube,  and  develop  at  a  speed 
of  187.5  R-r'-^l-,  12,000  HP.  They  were  designed  and  built  by  J.  M.  Voith,  Heiden- 
heim,  (Germany.  The  speed  of  each  turbine  is  controlled  by  a  Lombard  governor, 
located  on  the  mezzanine  lloor,  and  are  motor  controlled,  for  synchronizing,  from  the 
control  room.  At  the  end  of  the  penstock  branches  to  the  turbines,  provision  is 
made  for  drainage;  also  hydraulically  operated  relief  valves  are  installed. 

Generators.  The  generators,  of  Westinghouse  make,  are  rigidly  coupled  to  the 
driving  shaft.  They  are  of  the  three-phase  type,  25-cycle,  12,000- volt,  capable  to 
develop  at  normal  speed,  8000  K.W.     The  total  weight  of  a  generator  is  231  tons. 

Exciters.  The  exciters  are  located  on  the  mezzanine  floor;  two  are  at  present 
installed.  Each  has  a  capacity  of  500  HP.,  furnishing  current  at  250  volts.  Each 
is  coupled  to  its  own  turbine  of  the  Francis  type,  fed  by  30-inch  penstocks. 

Generator  Auxiliaries.  There  is  a  separate  distributing  station,  in  which  is  located 
the  bulk  of  the  switching  gear.  At  the  operating  gallery  in  the  power  house  is  located 
in  groui)s  of  six,  12,000- volt  oil  switches  controlling  the  output  of  each  generator. 
Here  are  also  located  the  field  rheostats,  of  which  there  are  at  present  six  installed. 
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In  front  of  the  oil  switches  on  the  operating  gallery  is  located  a  swiichboard,  having 
a  panel  for  each  generator,  upon  which  are  mounted  an  ulectrically  operated  field 
circuit  breaker^  an  ammeter  and  control  switch  for  tripping  the  first  generator  nil 
switch.  This  switchboard  also  contains  two  panels,  one  for  each  exciter,  upon  which 
are  mounted  the  customary  switches,  a  voltmeter  and  ammeten  Alongsirle  of  the 
exciter  board  is  a  panelboard^  having  the  necessary  switches  for  controlling  the 
distribution  of  alternating  and  direct  current,  for  lighting  and  power  service  in 
the  power  house,  also  for  conlrolling  the  penstock  valves  in  ihe  valve  chamber. 

Back  of  the  exciter  boartl  are  panels,  one  for  two  generators,  \i[mn  which  are 
mounted  the  terminals  of  ihe  control  wires  and  relays  for  the  automatic  operation 
of  the  generators*  Under  ordinary  conditions,  the  operator  has  to  attend  to  ihe 
exciter  current  only;  and  only  in  case  of  emergency,  docs  he  attend  to  the  generator 
and  field  switches. 


-**.     M' 


Fig.  II.— Interior  of  Ontario  Power  lUajit, 


Generator  Leads.  The  leads  from  the  generators  are  single  conductors;  ihejr  are 
insulated  with  threaded  cambric,  mounted  upon  insulators,  each  in  a  separate 
compartment,  made  up  of  thin  reinforced  concrete  shelves.     Field  c*      "v  *ut 

leads  and  control  wires  are  carried  in  iron  conduits.     From  the  oil  ^  Jie 

generating  room  to  bell-manholes  in  the  distributing  station^  the  generator  tcsid$ 
are  of  the  three-conductor  type  and  in  duplicate.    They  arc  led  through  a  tunnel 


station.  From  llus  manhole  llic  cables  run  through  tile  ducts.  The  cables  arc 
papier  insulakcl,  lead  covered,  over  which  is  a  spirally  wound  ribbon  coTcnrd  *ith 
jtlfe«  Special  precaution  has  been  taken  to  sec  that  all  cables  aiem^ell  isolated  and 
•o  located  thai  they  may  be  easily  inspected. 
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been  begun  at  one  end,  the  distributing  station  has  been  begun  in  the  middle,  because 
it  was  thought  to  be  more  economical  in  space,  and  also  due  to  the  symmetrical 
arrangement  of  the  station. 

Wiring  System.   The  accompanying  diagram  clearly  illustrates  the  general  layout 

of  the  wiring  system.     It  will  be  seen  that  the  generators  may  feed  either  of  the  two 

bus-bar  systems,  or  may  go  directly  to  the  transformers.     Low-tension  outgoing 

feeders  may  be  thrown  on  either  of  the  busses.     Sufficient  oil  switches  are  provided 

to  give  the  most  flexible  system  of  switching.     On  both  sides  of  each  oil  switch  arc 

disconnecting  switches,  to  facilitate  inspection.     All  switches  feeding  busses,  both 

high  and  low  tension,  are  equipped  with  overload  and  reverse  current  relays,  while 

switches  drawing  current  from  the  busses  have  overload  and  time  limit  relays.     The 

switches   in   the   generating   room  can   be   opened    and   closed   from   the   control 

room. 

Low-Tension  Room.   The  generator  leads  entering  the  low-voltage  bus-bar  room 
SLJC  single-conductor  cables,  placed  in  compartments  made  up  of  reinforced  concrete. 
The  low-tension  switches  are  arranged  in  two  parallel  rows  and  separated  in  groups, 
^^^  ach  comprising  a  unit.     They  arc  of  the  Westinghousc  solenoid  plunger  type. 

Transformer  Room.   The  transformers  are  located  three  in  a  compartment.    They 

^3^Te  of  the  Westinghousc  water-cooled  oil  type.     Each  has  a  capacity  of  3000  K.V.A. 

^^^-nd  weighs,  when  filled  with  oil,  approximately  50  tons.     They  are  wound  in  delta 

^=i>  Ti  the  low-tension  and  star  on  the  high-tension   side  with   center  grounded.     The 

^s.^z?condary  potential  of  each  transformer  is  36,000  volts,  and  as  connected,  the  resultant 

i  i  no  voltage  is  approximately  62,000  volts.     On  the  low-tension  side  of  the  transformer 

^=  compartments  is  a  track  space,  providing  facilities  for  assembling  and  repairs.     On 

^  *~ic  high-tension  side  of  the  transformer  pit,  separated  by  a  low  wall,  are  located 

^^  *~ioke  coils.     The  transformer  room  is  served  by  an  electrically  operated  crane  for 

■"^^  -^ndling  transformers  and  choke  coils.     The  oil  and  water  piping  is  located  between 

^  '"^e  foundations  of  the  transformers.     As  will  be  seen  in  Fig.  15,  the  cables  which 

^^"^""c  insulated  with  cambric  and  covered  with  a  coating  of  asbestos,  leave  the  trans- 

^^^^^rmer  room  through  insulating  bushings,  set  in  circular  panels  in  the  division  walls 

*^^^^^tween  the  transformer  room  and  high-tension  room. 

High-Tension  Room.    In  the  high-tension  room,  the  series  transformers  and  oil 
^"^vitches  are  located  on  the  floor,  while  the  busses,  made  up  of  copper  pipes  wrapped 
'^^^ith  threaded  cambric  and  asbestos  braid,  are  mounted  six  feet  apart  on  the  top  of  high 
"^Valls  which  separate  the  units  and  arc  well  provided  with  disconnecting  switches, 
^he  high-tension  switches  arc  built  on  the  same  plan  as  the  low-tension,  but  are  larger, 
V>ecause  of  their  longer  break  and  greater  insulating  distance.     The  oil  tanks  are  of 
^teel  and  have  a  capacity  of  500  gallons  each.     Oil  pipes  and  control  wires  for  actuat- 
ing the  switches  are  carried  beneath  the  floor.     In  every  other  compartment  are  series 
transformers  and  oil  switches  for  feeder  circuits.     The  outgoing  feeders  pass  through 
insulating  bushings  carried  in  double  glass  panels  set  in  the  wall  near  the  ceiling.     On 
the  outside  of  the  wall  they  are  protected  by  an  overhanging  hood.     A  portion  of  the 
high-tension  room   is  reserved   for  outgoing  low-tension  (12,000- volt)  feeders,  their 
auxiliaries,  and  also  for  the  service  busses. 
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Control  Room.  On  the  top  floor  of  the  middle  section  of  the  dis^lribnting  station 
is  the  control  room;  directly  underneath  on  a  mezzanine  floor  axe  the  recording  inslry* 
ment  boards,  and  on  the  floor  beneath  are  terminal  boards.  On  the  floor  of  the  control 
room  are  located  in  a  semicircle  the  control  pedestals,  and  directly  behind  them  are 
placed  the  instrument  columns.  The  semicircle  is  broken  in  the  middle  to  permit 
the  placing  of  the  feeder  control  panel  In  the  center  of  the  room,  overlooking  all  the 
instruments,  is  located  the  desk  of  the  chief  operator,  from  which  he  can  direct  his 
assistants.  The  control  pedestals,  one  for  each  gt-nerator,  contain  the  following 
instruments;  switches  for  the  control  of  the  oil  circuit  switches,  push  buttons  for  ofKrn* 
ing  and  closing  generator  field  switch,  controller  for  the  field  rheostat,  and  controller 


^urei3ffr 


9^  i 


<tMk% 


Fig.  15. — High  Tension  Bus  Bars  and  Outgoing  Feeders,  Untario  Power  Comp^iy* 


for  operating  the  motor  on  the  turbine  govcrner  for  synchronizing.  Each  jiedcslal 
has  dummy  bus  bars  and  signal  lamps.  Upon  each  inslriimenl  column  are  mounted 
a  voltmeter,  w^attmeter,  ammeter,  [jowcr  factor  indicator,  frequency  meter,  a  synchro- 
scope and  three  ammeters  connected  to  the  leads  of  the  transformers*  Vi>on  each 
feeder  control  panel  arc  mounted  the  swhches  and  pilot  lamps  for  the  control  uf  oil 
circuit  breakers  in  the  duplicate  feeders,  and  three  ammeters  for  feeder  circuits  On 
cither  side  of  the  entrance  to  the  control  rfH)m,  opposite  the  si^micircle  are  two  service 
boards,  one  of  w^hich  contains  the  switches  and  instruments  required  for  the  diB^ 
tribution  of  aao-volt  alternating  current  for  light  and  ptjwer  purposes  in  the  building. 
This  board  also  contains  the  switches   for  operating  the  oil  switches,  located  in  the 
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l2,ooo-vok  service  bus.  Upon  ihe  other  board  are  mounted  the  switches  and  instru- 
ments for  the  250-volt  direct  currcnl  distribution  for  lighting  and  control  purposes* 
The  direct  current  is  at  present  obtained  from  the  exciters.  On  this  board  is  also  a 
panel  controlling  a  storage  battery,  which  acts  as  an  emergency  direct  current  supply. 
This  storage  battery,  of  24CHampere-hoiir  capacity,  is  located  in  the  basement,  where 
arc  also  bcaied  the  assembly  racks  for  control  and  instrument  wires* 

Transmission  Line**    In  the  charter  granted  to  the  Ontario  Power  Company,  as 
well  as  the  other  Canadian  Niagara  Falls  power  plants,  all  power  generated  must  be 


-"Wk^^fmih^^ik 


Fic,    16,— 62,000-volt  Transmission   Line   near  the   Distributing  Station,    Three-Legged 
Stet:l-Tul)C  Towers,  Ontario  Pnwer  Company- 


transmitted  outside  of  Vicloria  Park,  and  that  on  demand,  one-half  of  the  power  gen- 
erated must  be  supphed  to  Canarlian  consumers  at  the  same  rate  as  the  consumers  on 
the  American  side.  There  is  no  export  or  import  duty  demanded  by  either  govern- 
ment on  the  transmission  of  [jower.  As  industry  on  the  Canadian  side  is  not  developed 
to  a  great  extent,  the  bulk  of  the  power  is  transmitted  to  the  American  side,  over  160 
miles  of  transmission  lines.  As  the  American  lines  embody  many  typical  features,  the 
follDwing  is  submitted. 

^  The  Tranfmission  Flint  of  the  Nittgara,  Lockport  and  Onlario  Power  Company,  bty  R,  D«  Merahon. 
Am*  Insi.  E,  E.^  September,  1907. 
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Fro 21  :he  ciitrlbutirz  =:i::cn  a  line  c:  jceel  :cxer5  enencs  nor. h-xard,  a  dislai 
back  from  the  river  :o  a  loin:  four  nUe^  cottz  the  gorge,  "srhere  the  lines  cross  * 
lai:er.  Here  the  lines  drop  to  cantilever  arms  projecting  over  the  edge  of  the  bai 
thence  to  iteel  to^/ers  erected  on  the  Canadian  shore  of  the  hver.  From  here,  tl 
cross  the  gorze  'vith  a  sian  of  rice  feet  to  the  American  side,  where  similar  towers 


Fig.  20. — Four-Lfggcd  Tower  on  "Floating"  P^iundation,  Montezuma  Swamp.    Niag; 
Lock[jr>rt  and  Ontario  Power  Company's  Line. 


frcclcfl,  ihencc  to  the  cantilevers  and  the  switch  house  on  the  American  side.  Du 
catc  lines  Icarl  to  Locki)ort,  i6  miles  east,  each  capable  of  transmitting  30,000  1 
From  Lockjiort  to  Mortimer,  57  miles,  each  h'ne  is  designed  to  transmit  20,000  1 
From  Mortimer  to  Syracuse,  81  miles,  each  line  is  capable  of  transmitting  10,000  1 
From  Lock{X)rt  to  a  jx)int  11  miles  east,  thence  south,  to  the  West  Shore  Railrc 
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thence  to  Pittsford,  is  a  line  of  20,000  HP.    From  Pittsford,  along  the  West  Shore  Rail- 
road, to  Syracuse,  is  a  line  of  10,000  HP.     From  Lockport  to  a  point  south  of  BufiFalo 
are  two  transmission  lines,  each  having  a  capacity  of  30,000  HP.     The  major  part  of 
the  lines  run  on  private  right  of  way,  varying  from  75  to  300  feet  in  width.     The  trans- 
mission towers,  with  the  exception  of  that  portion  of  the  main  line  on  the  West  Shore 
Railroad,  between  Churchville  and  Syracuse,  comp)osed  of  wooden  A-frame  structures, 
aro  of  structural  steel,  spaced  500  feet  apart  as  standard.     In  some  portions  of  the  line 
the    spans  are  longer,  the  longest  being  1253  ^^^^1  which,  of  course,  requires  higher  and 
sp>ecial  designed  towers.     The  first  towers  installed  are  of  the  three-legged  type,  made 
up    of  steel  tubes,  while  the  bulk  arc  of  structural  steel,  heavily  galvanized.     Of  this 
latter  there  are  two  types,  the  guyed  and  unguyed;  the  former  arc  provided  with  guys 
and    double  sets  of  insulators.     The  guyed  towers  arc  placed  at  intervals,  anchored 
in  bxDth  directions  of  the  line.     Their  duly  is  to  meet  the  contingency  of  all  three  cables 
^'"^ a. king  on  one  side  of  the  tower.     The  towers  arc  set  in  reinforced  concrete  founda- 
tions with  a  broad  base  to  utilize  the  weight  of  the  earth  around  them  in  resisting  uplift. 
The    towers  and  their  foundations  are  capable  of  withstanding  the  transverse  force 
^'^^ich  will  be  brought  upon  them  when  covered  with  15  inches  of  ice  all  around  and 
the  vw'ind  blowing  transversely  to  the  line  at  75  miles  per  hour.     The  towers  are  shipped 
Knocked  down  and  assembled  in  the  field.     They  are  erected  by  means  of  a  field 
^^"^''ick  and  a  team  of  horses.     The  insulators  on  the  main  line  arc  14.5  inches  diam- 
^^^r,    three-petticoat  type.     The  three  parts  arc  cemented  together  and  the   whole 
'Counted  on  a  cast  steel  pin,  bolted  by  three  bolts  to  the  structure  of  the  tower.     The 
^t:a.l    height  of  these  insulators  is  19  inches.     The  insulators  on  the  branch  lines  are  of 
^ss  expensive  design.     Each  branch  has,  where  it  is  tapped  on  the  main  line,  60,000 
^  ^It  outdoor  fuses,  consisting  of  thin  copper  wire  16  feet  long,  incased  in  a  rubber  tube, 
^^ounted  on  wooden  bars,  supported  by  line  insulators  and  mounted  on  a  pole.     Three 
^^^s  of  cable  are  employed  and  designated  as  ^i^,  23,  13.     The  ;^;;^  cable  is  of 
^minum,  and  consists  of  19  strands,  having  a  total  area  of  642,800  circular  mils, 
^irig  equivalent  to  400,000  circular  mils  of  copper.     The  cross-section  area  of  the 
,     *^ers  is  2/3  and  1/3  respectively  of  the  ;il;^.     The  cables  are  held  in  place  on  the 
^Ulators  by  aluminum  tie  wires.     All  joints  are  of  the  twisted  sleeve  type.     At  inter- 
^^^  along  the  line  are  placed  disconnecting  switches  to  cut  out  sections  when  neces- 
^y.    Some  of  the  disconnecting  switches  are  arranged  as  cross-connecting  switches. 
"        intervals  along  the  line  are  located  patrol  houses,  for  storage  purposes  and  accommc- 
^tiiig  patrolmen.     The  accommodations  consist  of  kitchen,  sleeping  and  sitting  room, 
private  telephone  line  runs  the  entire  length  of  the  system  on  wooden  poles.     Station- 
y  and  portable  telephones  are  provided. 
L  Substations.^    There  are  at  present   installed  along  the  line  three  substations, 

^       ^^  Lockport,  Gardenville  and  Baldwinsville,  respectively.     The  two  former  have  each 
^L       ^^  present  a  normal  capacity  of  3000  K.W.  and  are  designed  for  additional  increase. 
^      The  latter  has  a  capacity  of  750  K.W.     The  bus  bar  system  of  the  substation  is  out 
of  doors,  i.e.,  the  bus  bars  have  been  treated  as  though  they  were  a  part  of  the  trans- 
mission line,  and  are  located  outdoors.     In  connection  with  same  are  disconnecting 

»  See  Electrical  World,  May  2,  1908. 
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switches  for  making  various  connections  of  apparatus.  Disconnecting  switches  are 
not  intended  to  break  the  working  current.  When  it  is  necessary  to  break  the  clrcuil 
under  load,  it  will  be  done  by  high  tension  oil  switches,  conntTtcd  in  the  subi^tatiDns 


21. — ^Lockport  Subi^tation,  showing  Outdoor  6o^ooo-volt  Bus  Bars. 


In  a  similar  way  are  located  the  horn  type  lightning  arresters.  Each  phaa* 
provided  with  three  Ughtning  arresters  set  with  gaps  ol  ditlercnt  lengths.  One  is  sci 
for  low  striking  distance,  and  has  in  series  with  it  a  high  resistance;  the  next  is 
set  for  higher  striking  E.M.F.,  and  has  in  series  a  low  resistance;  the  third  pair  is 
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set  for  very  high  striking  force  and  has  a  fuse  in  series.  Slight  static  discharges  are 
relieved  by  the  lowest  set  arrester,  a  higher  discharge  by  two  lowest,  and  in  extreme 
cases,  all  three  operate. 

The  equipment  of  the  substations  is  similar  to  that  found  in  everyday  practice. 
To  provide  for  a  cooling  system  for  the  oil  transformers,  wells  had  to  be  sunk  and 
pumping  plants  installed,  also  water  towers  and  a  cooling  pond,  the  latter  to  be  used 
in  case  the  wl*1Is  failed  to  supply  water.  A  complete  oil  piping  system  for  the  trans- 
formers  is  installed.     Private  transformer  substations  are  located  in  Auburn  and 


1^ 


J 


Fig.  2 2, ^-^,000- volt  Circuit  Breaker,  Lockport  Substation* 


<£, 


S>Tacust%  The  station  at  Auburn  supersedes  and  supplements^  the  steam  generating 
apparatus  of  the  Auburn  IJght,  Heat  and  Power  Company*  This  company  pur- 
chases power  according  to  a  system  of  charges  based  on  one^mlnute  peak  loads,  so 
that  it  is  advantageous  to  maintain  a  high  load  factor.  For  this  purpose,  a  certain 
portion  of  the  steam-driven  apjiaratiis  has  been  retained. 

In  connection  with  the  Syracuse  end  of  the  line,  the  Syracuse  Rapid  Transit 
Company  has  a  two-mile  6o,ooo-volt  transmission  line,  leading  from  the  city's  western 
undary  to  the  substation  at  Tracy  Street^  on  the  bank  of  \hv  Erie  Canal,  There 
je  forty  specially  designed  structural  steel  towers,  varying  in  height,  from  45  to  63 
fccL  Each  leg  of  the  three-phase  circuit  consists  of  a  seven-sirand  seven-sixteenths 
plow  steel  cable.     The  average  span  is  240  feet^  the  longest  497  feet. 
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THE    GREAT   FALLS    POWER    PLANT   OF    THE    SOUTHERN   POWER    COMPANY, 

CHARLOTTE,   N.  C. 

The  Southern  Power  Company  owns  and  controls,  in  all,  nine  water-p)ower  sites 
in  the  so-called  Piedmont  section,  embracing  the  Sand  Hill  district,  extending  from 
the  foot  of  the  Blue  Ridge  Mountains,  a  distance  averaging  probably  120  miles. 
One  water  power  with  a  capacity  of  12,000  HP.,  lies  on  the  Broad  River  of  the 
Carolinas,  equidistant  from  Gaffney  and  Blacksburg,  S.  C,  while  the  other  is  located 
on  the  Wateree  River,  of  which  the  Catawba  River  is  the  principal  tributary.  This 
one  is  capable  of  developing  20,000  HP.  All  others  are  on  the  Catawba  River. 
The  aggregate  of  these  powers  amounts  to  145,000  HP.,  which  will  be  transmitted 
over  an  area  150  miles  long  and  about  100  miles  wide.  Of  these  different  water 
power  sites,  the  one  known  as  the  Great  Falls  of  the  Catawba  was  the  best  for  initial 
development. 

Great  Falls  consists  of  a  series  of  falls  and  shoals,  having  a  total  head  of  176  feet 
in  a  distance  of  eight  miles,  the  development  of  which  will  require  three  separate 
plants. 

The  lowest  of  these  necessitates  the  construction  of  a  dam  across  the  river,  at  a 
point  just  below  the  mouth  of  Rocky  Creek,  having  a  drainage  area  of  4450  square 
miles;  a  development  of  60  feet  head  is  here  visible.  With  the  construction  of  a 
dam  immediately  above  the  mouth  of  Fishing  Creek,  40  feet  can  be  developed;  the 
drainage  area  will  be  3900  square  miles. 

The  middle  development,  with  a  head  of  72  feet,  has  a  drainage  area  of  4200  square 
miles,  and  is  known  as  the  Great  Falls  station,  the  subject  of  this  description.* 

The  essential  features  of  this  development  consist  of  a  low  spillway  dam  at  the 
head  of  Mountain  Island,  diverting  the  water  into  the  western  channel;  near  the  foot 
of  the  island  are  the  head  gates  and  another  spillway  dam,  as  seen  in  Fig.  i;  an 
extension  of  this  dam  serves  as  an  overflow  weir  between  the  canal  and  the  river. 
From  this  point  the  stream  is  carried  through  a  valley  1.25  miles  to  the  power  house, 
where  a  retaining  bulkhead  is  built  across  the  valley;  the  tailrace  discharges  into 
Rocky  Creek. 

Spillway.  The  main  spillway  at  the  head  works  is  438.8  feet  long  at  the  crest 
line,  with  an  average  head  of  30  feet;  it  has  a  batter  of  i  :  10  on  the  upstream  face. 
The  width  at  the  base  is  41  feet. 

The  spillway  dam  in  the  canal  is  of  similar  design,  521.2  feet  long  on  the  crest, 
and  37.7s  feet  wide  at  the  bottom;  the  average  height  is  36  feet.  The  crest  on  this 
weir  is  one  foot  higher  than  the  main  spillway.  It  is  built  up  of  cyclopean  masonry, 
the  concrete  being  1:2:5;  the  biggest  stones  are  as  large  as  could  be  handled  by 
the  derricks.  Sectional  forms  were  used  to  the  greatest  practical  height,  the  upper 
curves  being  then  finished  by  hand  and  template. 

The  inlet  to  the  headrace  is  provided  with  ten  sets  of  coarse  racks  consisting  of 
5  by  three-eighths  inch  bars  on  3-inch  centers,  each  being  16  feet  wide,  and  18.5  feet 

»  The  Great  Falls  Station  of  the  Southern  Power  Co.,  by  Curtis  A.  Mees  and  John  H.  Roddey.  The 
Engineering  Record,  May  18,  25,  and  June  i,  1907. 
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high,  held  by  piers  45  feet  high,  5  feet  across  and  8  feet  wide  at  the  top,  with  a  3  :  i 
batter  downstream,  forming  a  buttress.  Piers  are  also  carried  out  on  the  upstream 
side  for  the  support  of  the  structure.  These  have  a  batter  of  12  :  5,  giving  the  section 
at  the  base  a  total  width  of  47  feet. 

The  gate  frames  are  of  structural  steel  and  of  the  same  design  as  those  at  the 
penstock  inlet,  and  are  provided  with  by-passes  for  the  purpose  of  relieving  them  of 
pressure  before  raising.  There  is  a  4  by  5-foot  Coffin  sluice  gate  for  drainage 
purposes. 

Main  Dam.  The  bulkhead,  or  main  dam,  to  which  the  power  house  is  adjoined, 
has  a  width  at  the  top  of  8  feet;  the  upstream  face  is  vertical,  the  downstream  face 
is  battered  1.75  :  i.  The  height  in  the  center  of  the  valley  is  about  90  feet.  The 
cross  section  is  largely  increased  in  that  section  opposite  the  p)Ower  house,  for  here 
are  built,  through  the  bulkhead,  the  intake  flumes  to  the  turbines,  which  are  also 
located  in  this  section;  whereas  the  generator  is  located  in  the  p)Ower  house  built 
immediately  below  the  bulkhead,  virtually  forming  a  part  of  it. 

At  either  end  of  the  power  house  in  this  wall  there  are  two  48-inch  Coffin  sluice 
gates  for  by-passing  leaves  and  small  debris  from  the  racks. 

The  water,  before  it  enters  the  turbine  intakes,  has  to  pass  through  screens  of 
4  by  one- fourth-inch  grid  bars  spaced  1.5  inches  on  centers,  and  structural  steel 
gates,  each  of  which  is  provided  with  two  by-pass  or  filling  gates,  9  by  14  inches. 

Eight  of  these  gates  admitting  water  to  the  -main  turbines  are  built  of  6-inch 
I-beams  covered  with  three-eighth-inch  steel  plate  on  the  outer  side.  On  the  inner 
side  they  have  bronze  running  strips  on  the  guides,  while  machined  bearing  plates 
at  top  and  bottom  insure  tightness  when  the  gates  arc  closed. 

There  are  two  smaller  gates  constructed  of  4-inch  I-beams,  admitting  water  to 
the  exciter  turbines;  each  is  provided  with  a  filling  gate  9  by  12  inches.  The  exciter 
gates  arc  operated  by  hand,  while  the  main  gates  are  operated  by  means  of  a  motor 
located  in  a  small  house  on  the  top  of  the  bulkhead.  The  motor  receives  250  volts 
from  the  exciter  units. 

Turbines.  There  are  eight  main  turbo-units  5200  HP.  making  225  R.P.M.  under 
a  head  of  72  feet,  and  two  700  HP.  exciter  turbines  making  450  R.P.M.  Each  unit 
consists  of  a  pair  of  horizontal  twin  turbines  with  top  inlet  and  central  discharge. 
Two  of  the  main  units  were  furnished  by  the  Holyoke  Machine  Company,  the 
remainder  by  the  Allis-Chalmers  Company. 

The  former  have  a  guaranteed  efficiency  as  follows: 
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Efficiency  per  cent. 
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The  efficiencies  of  the  latter  make  are: 
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Efficiency,  per  cent. 
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The  runners  of  the  Holyoke  turbines  are  48  inches  in  diameter.  The  runners 
of  the  Allis-Chalmers  turbines  are  53  inches  in  diameter,  and  the  draft  connection 
II  feet  in  diameter,  which  gradually  increases  to  18  feet  3  inches,  by  11  feet  2  inches. 
The  intake  flumes  are  18.5  feet  by  16  feet,  and  taper  down  to  15  feet  in  diameter  at 
the  turbine  casing. 

The  runners  of  the  exciter  turbines  are  24.5  inches  in  diameter.  The  intake  of 
the  same  is  9  feet  high  with  semicircular  ends  of  3-foot  radius,  tapering  down  to 
6  feet  in  diameter  at  the  turbine  casing.  The  draft  tubes  are  5  feet  6  inches  in 
diameter  at  the  casing,  and  flare  to  a  width  of  9  feet  10  inches,  with  semicircular  ends 
of  2  feet  9  inches  radius. 

As  the  turbines  are  located  in  the  body  of  the  dam,  a  tunnel  in  the  latter  is 
provided,  so  that  access  may  be  had  to  the  outside  bearings. 

The  turbo-generator  sets  are  controlled  in  pairs  by  Lombard  governors;  there  is 
one  type  **N''  governor  for  two  sets  of  main  turbines,  while  the  two  exciter  units 
are  controlled  by  a  single  type  "?''  governor.  The  "N"  type,  developing  31,000 
foot-pounds,  are  guaranteed  to  completely  open  and  close  the  gates  in  1.5  seconds; 
while  the  *'P"  type,  developing  6700  foot-pounds,  in  4  seconds.  The  former  are 
electric  controlled  from  the  switchboard. 

There  are  4  by  6-inch  triplex  pumps  operated  by  belts  from  the  turbine  shafts; 
these,  and  the  pressure  tanks  are  located  in  the  above  mentioned  tunnel. 

Power  House.  The  power  house  is  250  feet  long  and  37  feet  wide.  Adjoining 
same  is  a  two-story  switch  and  transformer  house  85  feet  long  and  75  feet  wide. 
The  generating  room  is  well  provided  with  20-inch  roof  ventilators,  and  is  served  by 
a  25-ton  hand  crane,  with  a  S-ton  auxiliary  trolley. 

On  the  main  floor,  in  the  switch  and  transformer  house,  are  located  the  low 
tension  oil-switches  and  transformers,  while  on  the  upper  floors  is  the  high  tension 
apparatus. 

Generators.  The  main  generators  are  of  3000  K.W.  capacity,  60  cycles,  2300 
volts.  The  exciters  are  400  K.W.  capacity,  250  volts.  The  guarantee  of  the  main 
generators  is  as  follows: 
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Efficiency,  per  cent . 
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The  temperature  is  guaranteed  not  to  exceed  35°  C,  after  24  hours  run  at  normal 
load,  and  50®  C,  at  37.5  per  cent  overload  for  the  same  duration. 
The  guaranteed  efficiencies  of  the  exciters  are  as  follows: 


Load 

Efficiency,  per  cent . 
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Switchboard.   As  will  be  noticed  io  the  accompanying  iUustraiion,  the  switchboard 

is  located  several  feet  above  the  floor  on  a  raised  platform.  It  is  made  of  blue  Ver- 
mont marble  and  contains  two  transformer  panels,  two  double-circuit  feeder  panels, 
one  station  and  two  blank  panels* 

In  front  of  the  switchboard,  arranged  in  a  semicirGle,  are  eight  instrument  posts 
and  eight  pedestals  for  controlling  the  main  generators.  Switchboard,  instnimcnt 
columns,  and  control  pedestals  are  well  equipped  according  to  modern  practice. 


Fig*  6,^Power  House,  seen  from  Tailrace,  Southern  Ptjwer  Company. 


The  generator  leads  are  lead-covered  cables,  and  run  through  tile  ducts  laid  in  the, 
floor. 

Wiring  Diagram.  There  are  two  sets  of  exciter  bus  bars  and  one  main  generator 
bus.  The  generators  feed  the  latter  through  non-automatic  oil  circuit  breakers! 
between  the  transformers  and  the  low  tension  bus  are  located  overload  time  Hniifl 
oil  circuit  breakers*  Between  the  transformers  and  the  high  tension  bus  (44,c 
volts)  are  reverse  current  circuit  breakers.  Both  bus  bars  are  divided  up  into  two" 
sections  by  sect  ion  ali  zing  switches^  on  both  sides  of  which  are  disconnecting  switches. 
The  outgoing  feeders  are  provided  wlih  overload  time  limit  circuit  breakers. 

The  whole  wiring  diagram  is  such  that  two  generators  can  feed,  through  one 
transformer,  a  single  transmission  circuit,  or  they  may  feed  any  of  the  transformers 
or  outgoing  lines.  Again,  the  transformers  may  feed  directly  the  outgoing  feeders 
by  by-passing  the  high  tension  bus  bar. 

The  tow  tension  bus  bar  is  made  up  of  five  strips  of  j  by  one- fourth  inch  copper,' 
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clamped  together.  These  and  the  low  tension  oil  switches  are  located  in  structures 
built  up  of  concrete  slabs  and  steel  framing.  The  high  tension  bus  consists  of  i-inch 
copper  tubes,  supported  on  a  steel  structure  of  latticed  girders,  which  also  carries 
the  selector  switches. 

Transformers.  The  transformers  are  arranged  in  four  banks  of  three  each. 
They  are  of  2000  K.W.  capacity  oil-insulated,  water-cooled,  and  step  up  the  gener- 
ator voltage  to  44,000.  By  means  of  multiple  connections,  the  additional  ratios  of 
550/10,000  and  1100/22,000  volts  may  be  obtained.  Provision  is  also  made  inside 
of  the  transformer  tank  to  secure  1900,  2000,  and  2100  volts. 
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Fig.  8. — Wiring  Diagram,  Great  Falls  Plant,  Southern  Power  Company. 


With  a  temperature  rise  not  exceeding  60°  C,  a  circulation  of  4  gallons  of  water 
per  minute  at  full  load  is  required,  while  with  5  gallons  of  water  per  minute,  and 
1.25  load,  the  temperature  will  not  exceed  55°  C.  over  that  of  the  intake  water, 
during  continuous  operation. 


All  transformers  are  connected  to  a  pipe  system,  by  which  carbonic  add  gas 
may  be  admiltud  in  case  of  fire.  The  carbonic  acid  generator  and  presiiure  tank  are 
located  in  the  basement  of  the  transformer  house-  Connections  are  also  made  to 
the  upper  floor,  so  that  in  case  of  fire,  the  various  apparatus  may  be  attacked  by 
the  gas 

Oil  to  the  transformers  may  be  supplied  by  gravity  or  under  pressure,  for  which 
purpose  an  electric  operated  triplex  pump  is  installed  in  the  basement.  The  cir- 
culating water  is  obtained  by  gravity  from  the  exciter  turbine  supply. 


TranBmlssion  Lines.  Current  is  transmitted  from  the  Catawba  station  to  near-l 
towns  at  I  ijooo  voUs.  The  poles  arc  35  feet  long^  14  inches  at  the  butt,  and  7  inch 
at  the  top  J  and  buried  5.5  feet  in  the  ground,  this  section  being  thoroughly  coiiM 
with  coal  tar.  The  line  running  to  Rock  Hill  consists  of  two  circuits  of  No,  o  hai 
drawn  copper  wire.  On  the  line  to  Charlolle  and  Fort  Mill,  aluminum  cables 
200,000  cm.  arc  used*  The  poles  on  the  former  are  spaced  100  feet,  while  on  t 
latter,  150  feet  apart. 

The  whole  transmission  system,  with  the  exception  of  the  Rock  HiU,  Fort  M 
ajid  YorkviUe  linCp  is  being  changed  preparatory  for  transmission  al  44^000  vo! 
immediately  upon  completion  of  the   Great   Falls  station.     From   Great  Falls 
Catawba  station,  a  trunk  line  supported  on  steel  towers  is  being  built.     At  Caiaw 
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station,  a  transformer  house  is  being  erected  to  contain  32,cxx>-Kl.W.,  ii,ocx)/44yOOO- 
volt  transformers,  with  suitable  switch  gear  for  running  the  two  stations  in  multiple. 

Both  primaries  and  secondaries  of  the  transformers  throughout  the  whole  s)rstem 
are  delta  connected.  By  this  arrangement,  the  line  voltage  may  be  raised,  should 
a  higher  one  be  deemed  advisable  in  the  future. 

Towers.  For  the  44,000-volt  main  circuit,  galvanized  two-circuit  steel  towers 
are  used.  They  are  of  the  Aermotor  twin  type  as  illustrated  in  the  chapter  on  steel 
towers. 

Each  half  is  joined  to  the  other  at  a  point  midway  between  base  and  top.  The 
corner  angles  of  each  half  are  3  by  3  by  three-sixteenths  inch,  while  the  two  lower 
inside  corner  members  are  3  by  3  by  one-eighth  inch  angle  iron.  The  two  halves 
are  joined  together  by  a  batten  plate.  The  width  of  the  base  in  the  direction  of  the 
line  is  13  feet  2  inches,  while  in  the  opposite  direction,  14  feet  6  inches.  The  cross- 
arm  brackets  are  of  2\  by  2^  by  one-eighth  inch  angle,  braced  by  2-inch  pipe. 
Upon  2-inch  pipe  insulator  pins  are  mounted  Thomas  insulators,  13  inches  high 
and  12  inches  diameter. 

A  six-strand  cable  with  a  hemp  core,  equivalent  to  No.  000,  is  used  for  the  main 
three-phase  circuit,  located  at  the  corners  of  the  triangle-shaped  towers,  6  feet  on 
the  leg. 

The  spacing  of  the  towers  is  approximately  420  feet,  there  being  12  towers  to 
the  mile.  The  standard  tower  is  35  feet  high  from  the  ground  to  the  lowest  con- 
ductor; there  are  a  few  43  and  50-foot  towers.  They  weigh  2400,  3000,  and  3500 
pounds  respectively.  The  four  legs  of  the  twin  towers  are  bolted  to  angles  embedded 
in  a  concrete  footing. 

The  standard  35-foot  towers  stood  the  following  tests:  first,  a  horizontal  pull  of 
1000  pounds  applied  at  the  top  of  each  insulator  pin;  loads  were  applied  both  in  the 
direction  of  the  line  and  at  right  angles  thereto.  Second,  a  horizontal  pull  of  8000 
pounds  applied  across  the  two  apices  of  the  tower,  both  in  the  direction  and  at  right 
angles  to  same.  Third,  when  tested  to  destruction,  the  tower  collapsed  at  a  corrected 
pull  of  14,000  pounds  applied  across  apices  of  the  tower  in  the  direction  of  the  line. 

Financial  Aspects.  In  discussing  the  market  at  the  time  the  Southern  Power 
Company  was  organized,  the  field  of  distribution,  of  course,  was  well  considered. 
The  power  was  to  be  used  largely  for  the  operation  of  cotton  mills  which  possessed 
their  own  plants.  Investigation  showed  that  it  amounted  to  approximately 
200,000  HP.,  one-fourth  of  which  is  water  power. 

The  fundamental  requirements  for  all  power  developments  are,  a  sufficient  source 
of  power,  and  market  for  same,  and  necessary  capital.  To  make  the  development 
of  the  Southern  Power  Company's  system  a  paying  one,  of  course  thorough  investi- 
gations were  made,  and  the  following  is  an  abstract  by  Mr.  Eraser  on  this  subject.* 

Before  investing  in  the  sites,  a  careful  investigation  showed  the  average  cost  of 
power  to  be  in  the  neighborhood  of  $34  per  brake-horsepower-year  of  3366  hours; 
that,  although  a  few  of  the  larger  mills  had  this  cost  down  to  $30,  the  majority  of  the 

*  Some  Engineering  Features  of  the  Southern  Power  Company's  System,  by  J.  W.  Fraser.  Am.  Insi, 
E.  £.,  Atlantic  City,  N  J.,  June  30,  1908. 


364 


HYDROELECTRIC   DEVELOPMENTS  AND  ENGINEERING. 


smaller  mills  could  not  produce  power  for  much  less  than  $40.  With  coal  at  $3.50, 
power  could  not  be  distributed  for  less  than  $28,  even  from  large  central  steam 
stations.  Experience  acquired  from  the  Catawba  station  and  some  smaller  stations, 
to  the  records  of  which  access  was  had,  showed  a  fair  margin  of  safety  after  trans- 
mission and  other  losses  were  taken  into  account. 

True  it  is,  that  in  recommending  investment  in  these  sites,  it  had  to  be  considered 
that  although  the  electric  drive  had  demonstrated  in  some  instances  its  reliabiL'ty, 

convenience  and  economy,  yet  the  unsatis- 
factory history  in  other  instances,  the  general 
impression  that  power  was  produced  for  much 
less  than  it  actually  cost,  and  the  fact  that 
mill  owners  were  averse  to  further  investment, 
would  make  the  sale  of  power  a  diflScult 
matter.  Still,  the  main  question  which  inter- 
ested the  investor  was  the  cost  of  steam  power, 
for  prejudice  could  be  overcome  and  the  real 
cost  of  power  could  be  demonstrated.  In  a 
further  discussion  of  the  market,  it  is  found 
convenient  to  treat  it  under  separate  heads 
embodying  the  various  engineering  features. 

Frequency.  In  determining  what  fre- 
quency would  best  suit  the  market  con- 
ditions, the  following  had  to  be  taken  into 
consideration. 

a.  That  the  sixty-cycle  generators  at 
Catawba^  station  and  some  8000  to  10,000  HP. 
in  induction  motors  receiving  power  from 
that  station  would  have  to  be  rewound  or 
exchanged  if  other  than  sixty  cycles  were  used, 
on  account  of  the  fact  that  separate  lines 
would  be  too  expensive  and  would  complicate 
matters.  Motor  generators  would  make  the 
cost  prohibitive,  because  of  the  large  number 
of  distributing  points. 

b.  That  sixty-cycle  motors  to  a  total  of  approximately  8000  HP.  were  driving 
mills  in  the  vicinity  of  proposed  lines,  which  load  might  be  obtained,  provided  the 
frequency  was  the  same. 

c.  That  there  were  also  quite  a  few  small  city  plants  operating  at  sixty  cycles. 
At  present  this  might  not  amount  to  much,  but  the  growth  of  these  cities  had  to  be 
considered,  particularly  in  reference  to  arc  lighting.  In  three  years,  2500  arc  lights 
have  been  put  in  service,  and  if  motor  generators  had  had  to  be  installed,  the  cost  to 
small  mill  towns  would  have  been  excessive. 

d.  That  a  high  frequency  would  give  a  better  power  factor,  due  to  the  leading 
charging  current. 

e.  That  twenty-five-cycle  generators,  transformers  and  motors  would  cost  at  least 
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Fig.  13. — 50,000- volt  Insulator, 
Southern  Power  Company. 
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10  per  cent,  25  per  cent  and  10  per  cent  respectively^  more  than  sixty-cycle  generators, 
transformers  and  motors. 

L  That  there  was  very  little  prospect  in  the  near  future  of  a  rotary  converter  or 
railway  loadi  and  there  were  plenty  of  cotton  mills  in  the  district  covered  to  use  all  the 
power  which  could  be  generated  from  the  rivers. 

Against  the  above  is  the  e?ctra  line  drop,  but  when  all  the  developments  are  com- 
pleted very  little  power  will  be  transmitted  more  than  forty  miles,  except  over  trunk 
lines,  where  the  drop  may  be  taken  care  of 
by  raising  the  generator  electromotive  force* 
For  instance,  the  voltage  at  Catawba  and  at 
Spartenburg,  two  centers  of  distribution,  can 
always  be  maintained  at  44,000  volts. 

These  conditions  seemed  to  favor  sixty 
cycles,  but  as  exact  figures  were  necessary  in 
this  case,  the  following  rough  calculation  was 
made.  The  saving  in  cost  of  generators  and 
transformers  amounted  to  $75,000,  and  if  the 
saving  in  copper  due  to  increased  fjower  factor 
is  added,  the  total  will  be  in  the  neighborhood 
of  $100,000* 

There  is  an  additional  loss  of  about  ten 
per  cent  of  the  loss  which  there  would  have 
been  at  25  cycles,  and  the  integrated  loss  over 
the  present  lines  when  fully  loaded  will  be  in 
the  neighborhood  of  27  p>er  cent.  In  power, 
this  amounts  to  10  per  cent  of  27  per  cent  of 
a6,ooo  KAV.  =  700  K/W.T  w^hich  at  $5  per 
K.W.  is  $,^500*  Capitalized  at  6  per  cent 
this  amounts  to  $60,000  —  a  balance  of 
$40,000  in  favor  of  sixty  cycles.  It  is  possible 
that  a  very  careful  analysis  might  show  this 

loss  to  be  a  little  greater,  but  the  error  cannot  be  over  25  per  cent,  as  the  integrated 
loss  referred  to  has  been  taken  over  a  period  of  six  months  and  covers  losses  from 
generators  to  meters  on  load.  The  only  other  error  which  could  be  made  w^ould  be 
in  estimating  the  line  drop,  when  the  present  lines  were  fully  loaded,  but  as  the  drop 
on  the  present  load  has  been  measured,  the  error  could  not  be  very  large. 

Considerations  a,  b  and  c  have  been  left  out  of  the  above  numerical  calcu* 
lation,  but  might  easily  amount  to  several  times  the  figure  meniioned^ 

Voltage.    Some  of  the  reasons  for  keeping  the  E,M.F.  as  low  as  44,000  volts  were: 

a.  That  44,000- volt  transformers  would  cost  from  18  per  cent  to  33  per  cent, 
depending  on  the  size,  less  than  for  66,000-volt  transformers. 

b*    That  transformers  and  switches  were  more  reliable  at  44,000  volts. 

c.    That  each  insulator  would  cost  about  80  per  cent  less. 

d*    That  line  operation  would  be  more  successful. 

e.    That  smaller  transformer  stations  could  be  built. 


Fig,    14. — Tower  used  for  Lines  in 
Cities,  Southern  Power  Company, 
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It  was  estimated  that  the  extra  copper  to  give  the  same  drop  over  the  entire  system 
at  44,000  volts  as  compared  with  66,000  volts  would  not  exceed  the  extra  cost  of  trans- 
formers, insulators,  substations,  switches  and  other  apparatus.  The  estimate  proved 
correct.  With  the  present  30,000-HP.  load  there  are  on  the  system  72,000  K.W.  in 
step-up  and  step-down  transformers,  and  the  additional  cost,  if  66,000-volt  trans- 
formers had  been  used,  would  have  been  $64,000;  additional  cost  of  30,000  insulators 
at  eighty  cents,  $24,000;  additional  cost  of  thirty  66,000-volt  substations,  i.e.,  20  per 
cent  on  $125,000,  $25,000;  additional  cost  of  step-up  transformer  stations,  i.e.,  10  per 
cent  on  $200,000,  $20,000;  a  total  of  $133,000.  Against  this  is  the  saving  in  copper  in 
the  transmission  line  had  the  higher  electromotive  force  been  used,  roughly,  50  per 
cent,  $130,000. 

This  shows  a  saving  of  only  $3000,  but  the  present  lines  will  carry  a  great  deal 
more  power  than  they  are  now  carrying,  which  will  increase  this  amount  materially. 

One  only,  of  those  proposed,  stands  out  as  an  exception,  the  trunk  line  running 
from  Great  Falls  to  Spartenburg  and  thence  to  Greenville,  about  100  miles  in  length. 
This  line,  now  under  construction,  will  be  so  built  that  when  overloaded  at  44,000 
volts  delivered  E.M.F.  can  be  changed  to  88,000  volts  (i.e.,  100,000  volts  at  generating 
station).  This  will  be  accomplished  at  a  very  small  additional  expense,  by  mounting 
pins  and  insulators,  similar  to  those  now  used  on  our  wood  pole  lines,  on  the  towers, 
for  after  conversion  to  a  higher  E.M.F.,  these  pins  and  insulators  can  be  used  on 
44,000-volt  lines,  or  this  line  may  be  permanently  used  for  local  distribution.  The 
intention  is,  that  this  88,000-volt  trunk  line  will  not  be  tapped  at  any  point  except 
Spartenburg.  This  could  be  done  more  easily  by  using  100,000-volt  suspension  type 
insulators,  but  it  is  felt  that  by  the  time  it  is  necessary  to  change  to  the  higher  E.M.F., 
there  may  be  enough  improvement  made  in  these  insulators  to  warrant  the  extra 
expense  which  would  be  then  incurred. 

Transmission  Lines.  Further  examination  of  the  transmission  line  map  shows 
that  two-thirds  of  the  obtainable  power  is  in  the  neighborhood  of  the  Great  Falls 
development,  which  position  was  selected  as  a  main  switching  station;  the  idea 
being,  to  mass  the  output  of  Great  Fails,  Fishing  Creek,  Rocky  Creek  and  Rich  Hill 
at  this  point  on  outdoor  bus  bars,  and  control  the  line  switches  from  the  operating 
room  in  this  station. 

The  generators  and  transformers  were  designed  to  operate  continuously  at  85  per 
cent  power  factor  to  take  care  of  an  induction  motor  load,  and  at  115  per  cent  normal 
E.M.F.  to  take  care  of  line  drop  as  the  load  increased.  The  main  trunk  line,  from 
Great  Falls  to  Catawba  station,  will  take  care  of  20,000  K.W.  at  85  per  cent  power 
factor,  with  a  line  drop  of  13.5  per  cent  and  a  loss  of  7.25  per  cent.  This  represents 
the  economical  section  of  copper  at  twenty  cents  per  pound  with  power  costing 
$5  per  K.W.  year. 

It  should  be  pointed  out,  before  leaving  the  subject  of  transmission  lines,  that  the 
impossibility  of  making  contracts  with  mill  owners  on  account  of  their  skepticism 
with  regard  to  electric  drive,  before  the  greater  part  of  the  present  lines  were  actually 
built,  made  the  estimate  on  the  amount  of  power  to  be  sold  in  any  one  territory  so 
difficult,  that  the  location  and  size  of  transmission  lines  could  not  be  determined  even 
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approximately.     In  other  words,  where  and  in  what  amounts  power  was  to  be  sold 
was  a  very  uncertain  matter. 

This  brought  up  the  question  of  wood  pole  lines  versus  steel  towers.  A  little 
consideration  showed,  that  if  the  cost  of  towers  per  additional  foot  in  height  erected, 
was  seven  dollars,  and  copper  at  twenty  cents  per  pound,  a  No.  o  Brown  &  Sharp 
gauge  would  be  the  smallest  wire  which  could  be  strung  economically  on  account  of 
the  increased  sag  in  wires  below  this  size  for  500- foot  spans;  that  a  single  circuit 
tower  line  would  cost  approximately  twice  as  much  as  a  pole  line  and  would  last 
probably  twice  as  long;  that  a  double  circuit  tower  line  would  cost  very  little  more 
than  a  double  pole  line;  and  that  it  would  be  more  economical  for  cotton  mills  to  shut 
down  for  a  small  percentage  of  time,  than  to  pay  the  additional  price  for  power  which 
would  be  necessary  to  cover  the  extra  expenditure  for  steel  tower  lines.  It  therefore 
seemed  good  practice  to  build  main  trunk  lines  of  steel  towers,  and  all  single  lines 
below  No.  o  gauge,  of  wooden  poles. 

Secondary  Power.  From  government  records  and  from  six  years  of  gaug- 
ings  before  the  completion  of  the  Catawba  plant,  together  with  two  years'  operating 
experience,  the  flow  of  the  Catawba  River  had  been  pretty  well  determined. 

The  question  which  presented  itself  most  forcibly  was,  whether  to  develop  the 
average  minimum  twelve  months'  flow  or  to  develop  for  ten  months,  eight  months 
or  less,  and  to  supplement  with  steam  power;  a  problem  which  has  to  be  determined 
by  the  first  cost  of  development  and  by  local  market  conditions. 

In  following  calculations  where  the  cost  of  primary  and  secondary  power  is 
taken  at  a  fixed  rate,  the  intention  is  not  to  convey  the  idea  that  these  are  actual 
figures,  but  relative  figures  which  will*serve  the  purpose  of  this  paper. 

There  are  many  different  solutions  to  the  problem  of  ascertaining  the  amount  of 
secondary  power  which  may  be  economically  developed.  At  one  of  our  develop- 
ments, it  was  found  that  the  average  minimum  primary  power  was  in  the  neighbor- 
hood of  16,000  K.W.,  and  that  the  increase  per  month  of  secondary  power  was  in 
the  neighborhood  of  twelve  and  one-half  per  cent,  i.e.,  2000  K.W.  per  month. 

In  other  words,  if  secondary  power  was  to  be  developed  for  eight  months'  sale, 
the  total  development  of  primary  and  secondary  power  would  be  24,000  K.W.  If 
this  secondary  power  can  be  sold  without  an  auxiliary  steam  plant,  the  amount  of 
secondary  power  which  may  be  developed  economically  depends  only  upon  whether 
or  not  the  price  received  for  such  power  will  cover  interest  and  profit  on  the  invest- 
ment; that  is,  the  investment  which  is  over  and  above  that  for  developing  primary 
power;  but  if  a  steam  plant  has  to  be  maintained,  the  amount  of  secondary  power  to 
be  developed  depends  also  on  the  cost  of  steam  power.  It  is  very  clear  that  the  cost 
of  secondary  power  is  practically  the  same  whether  it  is  sold  for  eleven  months  or 
one  month.  With  this  cost,  say  at  $10  per  HP.  delivered,  steam  at  $28  per  HP.  year 
($6  interest  and  depreciation,  $22  for  coal,  operating  expenses,  etc.),  if  interest  and 
depreciation  on  the  steam  plant  is  entirely  chargeable  to  the  months  when  steam 
plant  is  in  operation,  then 

Cost  of  steam  power  per  month  =  1.83  -f-  6/rc 
when  X  =  the  number  of  months  in  operation. 
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Amount  of  secondary  power  to  be  developed  =  16,000  kilowatts  X  i2.5ji;/ioo  = 
2ooo:?c. 

Cost  of  steam-secondary 

=  2ooorv  (1.83  +  6lx)x  +  20oo.r  X  10 

=  2000  (i.83.v^  -\-  6x  -\-  io.t). 

If  power  is  selling  at  $20,  profit 

=  (2000.V  20  —  {2000  (1.83.^^  -f  i6jc){ 
=  2000  (20.V  —  i.83Jc^  —  i6a:). 

For  max.  dyjdx  =  3. 66a:  =  3. 66a:  —  4 
:3C  =  I.I  month. 

On  this  basis,  maximum  profit  would  be  made  on  2000  K.W.  secondary  develop- 
ment. 

A  more  practical  method  under  existing  conditions  seems  to  be  to  charge  the 
interest  and  depreciation  of  steam  plant  to  the  operating  expenses  of  the  system, 
inasmuch  as  the  steam  plant  is  an  insurance  against  a  partial  shut-down  and  makes 
spare  units  unnecessary,  and  in  the  case  of  steam  turbines,  when  run  as  synchronous 
motors,  saves  copper  because  it  brings  up  the  power  factor.  The  above  equation 
now  becomes: 

Cost  of  steam  +  secondary 

=  2000A"  (1.83 a;)  4-  2000A:  X  10) 
=  2000  (i.83.T^  H-  lox). 

Profit 

=  2000  X  20  —  (2000  (i.83.r'  -h  ioa:) 

=  2000  (20A:  —  1.83A:  —  ioa:) 

=  2000  (lo.r  —  i.83JC^) 
(For  max.)  dyjdx  =  3.66;c  —  10 

.Y    =  2    -3/4. 

Maximum  profit  on  this  basis  would  be  made  on  5500- K.W  (35  per  cent)  secondary 
development. 

Had  $24.50  been  taken  as  the  selling  price  of  power,  x  would  equal  four  months, 
or  the  total  development  should  be  made  for  150  per  cent  of  mean  average  low  water. 
Although  power  from  hydroelectric  plants  has  been  selling  in  the  Carolinas  for  less 
than  this  latter  figure,  there  is  no  doubt  that  reliable  service  demands  this  price. 
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THE   NECAXA   PLANT,   MEXICAN   LIGHT   AND    POWER    CO. 

Mexico,  a  country  where  industry  is  growing  rapidly,  recognized  at  an  early  date 
the  advantage  of  utilizing  high  water  falls  and  transmitting  the  power  by  high  tension 
lines  to  the  centers  of  consumers.  As  early  as  jqoi,-^  a  50-foot  fall  of  the  Lerma 
River  at  Juanacatalan  was  utilized  by  belt-driven,  single-phase  turbine  generators, 
and  the  energy  transmitted  on  iron  poles  over  a  distance  of  17  miles  to  the  city  of 
Guadalajara,  the  potential  being  5000  volts.  In  the  year  1895,  ^  10,000-volt  trans- 
mission line  was  installed,  transmitting  the  energy  of  the  waterfall  at  Regla  to 
Pachuca,  where  it  was  used  in  the  cities  and  mills,  as  well  as  for  operating  the  mines 
of  the  Rio  del  Monte  Company.  The  generating  voltage  was  700,  three-phase. 
The  turbines,  of  which  there  are  five,  are  of  the  impulse  type,  operating  under  an 
effective  head  of  800  feet. 

The  Guanajuato  Power  and  Electric  Company  erected  at  Zamora,  in  1903,  a 
power  plant  which  utilized  a  head  of  320  feet.  The  water  was  supplied  by  a  canal 
5  miles  long  and  a  penstock  3300  feet  in  length.  Two  11 25  HP.  impulse  wheels  are 
connected  to  a  1250-K.W.  three-phase,  60-cycle  generator  running  at  200  R.P.M. 
By  a  step-up  transformer  the  voltage  was  increased  to  60,000  and  the  power  trans- 
mitted over  a  line  no  miles  long  to  Guanajuato,  supplying  the  silver  mines  and  mills. 
The  line  is  40  to  50  feet  above  the  ground,  supported  on  galvanized  steel  towers 
placed  450  feet  apart  on  the  average,  the  longest  span  being  1500  feet. 

Necaza  Plant.  The  largest  and  most  prominent  of  Mexican  plants  now  in 
operation  is  that  of  the  Mexican  Light  and  Power  Company  at  Necaxa,  utilizing 
the  waters  of  the  Tenango  and  Necaxa  rivers.^  It  is  designed  for  capacity  of 
20,000  HP.,  operating  under  a  static  head  of  1452  feet,  and  transmitting  energy  at 
60,000  volts  to  the  City  of  Mexico  and  the  gold  mines  of  El  Oro.  This  transmission 
line  is  160  miles  in  length. 

There  is  in  view,  besides  the  above,  the  utilization  of  the  tailrace  and  other  sources 
under  a  head  of  700  feet,  also  developing  20,000  HP.  Should  there  be  a  demand  for 
more  power,  the  company  is  in  a  position  to  provide  for  some  30,000  HP.  additional, 
under  a  head  of  2100  feet.  If  this  is  ever  done,  it  is  proposed  to  increase  the  voltage 
from  60,000  to  80,000,  for  which  the  line  has  been  designed. 

As  the  power  plant  is  located  in  a  very  inaccessible  part  of  the  state  of  Puebla, 
to  facilitate  the  construction  of  the  plant,  it  was  necessary  to  build  many  roads  and 
trails  as  well  as  some  30  miles  of  railroads.  For  a  vertical  distance  of  1500  feet, 
the  machinery  and  other  material  had  to  be  lowered  by  cableways  down  steep  cliffs 
to  the  power  house.  The  cableways  were  capable  of  handling  15  tons.  Further- 
more, a  temporary  power  plant  had  to  be  built  with  two  500-HP.  Pelton  wheels  con- 
nected to  soo-volt  direct  current  generators.  Engineering  camps  were  located  on  a 
mesa  1700  feet  above  the  power  house,  and  for  giving  shelter  to  the  working  4000 
Mexicans,  three  new  towns  were  built  to  replace  the  towns  flooded  by  the  reservoirs. 

*  Electric  Power  Developments  in  Mexico,  by  F.  O.  Blackwell.     Cassier*s  Magazine,  July,  1905. 
'  "  The  Necaza  Plant  of  The  Mexican  Light  and  Power  Co.,"  by  F.  S.  Pearson  and  F.  O.  Blackwell, 
Am.  Sec.  C.  E.,  Vol.  LVIII,  p.  37,  1907. 
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Fig.  2. — General  View  of  Intake  for  Dam  No.  2,  Necaxa  Plant,  Mexico. 
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Drainage  Area.  The  drainage  area  of  the  Tenango  and  Necaxa  rivers  is  a  portion 
of  the  plateau  on  which  the  City  of  Mexico  is  situated,  and  contains  227  square  miles. 
In  the  course  of  3  miles  the  water  drops  through  the  several  falls,  ranging  from  300  to 
800  feet,  some  3000  feet.  The  combined  average  flow  throughout  these  rivers  is 
245  cubic  feet  per  second,  while  the  minimum,  35,  and  maximum,  3000  cubic  feet,  is 
reached  only  at  certain  periods  of  the  year.  The  average  flow  for  a  period  of  seven 
years  was  350  cubic  feet  per  second. 

The  water  of  the  Tenango  is  diverted  into  the  Necaxa  by  means  of  a  40-foot  dam 
and  a  3000- foot  tunnel,  9  feet  high  and  12  feet  wide.  The  tunnel  has  a  pitch  of 
4  feet  in  1000,  and  is  sufficient  to  carry  all  except  extreme  flood  water.  There  are 
several  storage  basins  on  the  Necaxa;  the  one  furthest  down  the  stream  is  the  Necaxa, 
having  a  capacity  of  one  billion  five  hundred  and  eighty-five  million  cubic  feet. 
Above  the  Tenango  tunnel  are  the  Texcopa,  of  six  hundred  and  forty-two  million, 
and  the  Laguna  Reservoir,  of  seven  hundred  million  cubic  feet  capacity. 

It  is  proposed  to  increase  the  latter  reservoir  to  a  capacity  of  2450  cubic  feet. 
This  will  be  accomplished  by  diverting  Los  Rayos  and  its  tributaries  into  the  reser- 
voir. This  storage  capacity  will  then  amount  to  four  billion  six  hundred  million 
cubic  feet,  and  will  be  ample  to  provide  the  requisite  average  for  many  years. 

Dams.  Owing  to  the  volcanic  origin  of  the  country,  it  was  not  advisable  to  con- 
struct masonry  dams.  For  this  purpose,  earth  dams  were  constructed  by  the  hydrau- 
lic fill  method,  utilizing  water  heads  up  to  400  feet.  The  Necaxa  dam  is  180  feet  high, 
with  a  thickness  of  95  feet  at  the  base  and  54  feet  at  the  crown,  the  latter  being 
1276  feet  long.  The  slope  on  the  upstream  side  is  3  to  i,  and  on  the  downstream 
side,  2  to  I.  The  faces  are  covered  with  broken  stone  60  feet  thick  at  the  bottom 
and  18  feet  at  the  crown.  Two  million  cubic  yards  of  material  were  used  in  its 
construction.     For  method  of  construction  of  this  dam,  see  Chapter  III,  Dams. 

The  Texcopa  dam  is  174  feet  high  and  1190  feet  long  at  the  top.  The  thickness 
at  the  base,  905  feet.  It  was  built  by  the  same  scheme  as  the  former.  The  present 
Laguna  dam  is  40  feet  high  and  has  a  length  of  400  feet.  On  the  north  side  of  the 
Necaxa  dam  is  provided  a  spillway;  on  the  southern  side  of  the  dam  are  located  the 
penstock  connections. 

Penstocks.  The  penstocks,  of  which  there  are  two,  are  supplied  through  two 
vertical  risers,  divided  into  five  stages  (see  Fig.  2).  Each  stage  is  provided  with 
a  rack,  screen  and  flood  gate.  Because  of  the  variable  quantity  of  water  stored  in 
the  dam,  this  system  of  stages  gives  a  simple  method  of  operating  the  flood  gates 
under  low  head  of  not  more  than  26  feet.  The  vertical  risers  are  located  on  the 
upstream  side  of  the  dam  in  a  tower-like  structure  made  of  concrete. 

All  racks  and  screens  are  located  in  pockets  in  this  structure,  and  are  easily 
cleaned  and  removed.  The  penstocks  have  a  diameter  of  8  feet  and  are  made  of 
three-eighths-inch  riveted  steel.  They  go  through  the  Necaxa  tunnel,  where  they  are 
provided  with  waste  valves.  From  here  the  pipe  is  reduced  to  6  feet  and  continues 
downstream  for  2200  feet  through  tunnels  and  over  valleys.  In  this  run  there  were 
about  800  feet  of  tunnels  cut. 

Near  the  first  Necaxa  Fall,  each  penstock  joins  a  reservoir  22  feet  long  and  7  feet 
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ag  inches*     The  thickness  of  these  tubes  varies  from  0.5  inch  to  0.95  inch* 
of  the  six  jO'inch  penstocks  is  2460  feet  long;  the  length  of  tipper  sections  l| 
feet-     They  run  through  two  parallel  tunnels,  each  being  13  feet  wide  and 
high  and  run  on  an  incline  of  41  degrees. 

All  pipes  and  penstocks  are  supported  on  concrete  piers*  The  static  head 
filled  reservoir,  is  1452  feel  at  the  turbinej  due  to  friction,  this  head  is  redi 
between  1200  and  1300  feet* 


Fid,  4, — Power  House  of  the  Necaxa  Electric  Light  and  Power  Company*     In  Bacl 

and  Necaxa  Falls,  740  feet  High. 


Power-plant  Buildingp   The  power  house  is  located  in  the  bottom  of  a  c| 
740  feet  deep.     The  building  is  235  feel  long,  88  feet  wnde,  and  37.5  feet  fror 
to  roof  truss. 

It  is  divided  In  the  middle  longitudinally  by  a  parlUton  wall,  separatij 
generating  room  from  the  switching  and  transformer  room.  In  the  basement  i 
generating  room  are  the  turbines,  while  jienstocks  enter  beneath  the  IransJ 
room. 

The  w  hole  structure,  sub  and  sujierstructure,  is  of  concrete.  The  generating 
has  steel  columns  carrying  the  runways  for  a  40-lon  eleciric-operaiecl  crane  and  ll 
truss.     The  latter  Is  carried  on  the  switching  tX)om  side,  on  the  walls* 
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Turbines  and  Regulators.  There  are  installed  six  impulse  wheels  mounted  on 
vertical  shafts,  each  having  a  rated  capacity  of  7000  HP.  and  a  maximum  of  9000  HP. 
The  wheels,  100  inches  in  diameter,  are  supplied  through  a  28-inch  gate  valve,  and 
make  300  R.P.M.     They  are  solid  cast  steel  disks,  to  which  are  bolted  24  steel  buckets. 

For  each  wheel  there  are  two  4j-inch  square  regulating  nozzles,  situated  dia- 
metrically opposite;  both  are  connected  by  a  single  automatically  operated  valve, 
which  opens  and  closes  the  nozzles  simultaneously.     This  arrangement  prevents  the 
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Fig.  6. — Cross  Section  of  Necaxa  Power  Plant,  Mexico. 


possibility  of  water  hammer.  At  the  end  of  the  present  penstocks  in  the  power  housed 
arc  located  relief  valves.  The  maximum  quantity  of  water  for  each  wheel  is  adjusted^ 
by  the  governor,  by  means  of  a  by-pass,  which  is  adjusted  to  close  slowly  so  that  little^ 
water  will  be  wasted.  All  turbines  and  governors  were  supplied  by  Escher,  Wyss.  ^ 
Zurich,  Switzerland. 

Generators.    Each    turbine  is  connected  to  a  5000-K.W.,  three-phase   revolvin^B 
field,  50-cyclc,  4000-volt  alternator.     Two  of  these  alternators  are  provided  with 
60-K.W.  exciter,  mounted  upon  an  extension  of  the  shaft.     Besides  this,  there  arr: — 
tw^o  250-K.W.,  22S-volt  induction  motor-driven  exciters.     For  ordinary  service,  the^=i- 
motor-driven  sets  are  used;  only  in  emergency  cases  are  the  exciters  on  the  generatix::^^ 
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hhtih  employed.  The  generators  and  motor-driven  exciters  were  supplied  by  Ihe 
Sitmens-Schuckerl  Werke,  Berlin. 

Wiring  System.  There  is  a  high  and  low  tension  bus,  between  which  arc  located 
the  transformers*  Sufficient  oil  and  disconnccling  switches  are  supplied  so  ihat  ihere 
mil  be  a  continuity  of  service.  The  outgoing  lines  are  well  protected  with  lightning 
arresiers. 

Switching  Room,  The  switching  room  has  two  floors,  ihe  lower  one  contalntng 
the  transformers,  high  tension  busses  and  lightning  arresters,  which  are  separated  by 
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Fig.  7.— Interior  of  Necaxa  Plant,  Mexico. 


T>«rtitiDn  walh  running  lengthwise.  The  upper  floor  contains  the  switchboard^  in 
tf'i-ont  of  which  is  a  gallery  overlooking  the  generating  room-  Here  are  also  located  the 
lo'wHcn&ion  and  high*tension  oil  switches,  between  which  are  the  low-lension  bus  bars* 
TT'fic  current  transformers  are  also  located  on  this  floor  (see  general  plan  of  power 
"OU8e),     At  one  end  of  this  floor  are  the  ofliceSj  lockers,  etc* 

Transfonners.    The    transformers  are    of   the  single-phase,  2000-K,W.,  General 

Electric  Company,  oil-cooled  water  circulating  type,  designed  to  step  the  generator 

'•     *  from  4000  to  40,000/50,000/60,000.     To   facilitate   inspeciion  and    repair, 

'     -   .^.^^formers  may  be  ivheeled  on  tracks  into  the  generating  room,  and  there  handled 

**T  an  overhead  crane.     Each  transformer  compartment  is  provided  with  a  steel  bulk- 
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SECTION  B-B  ^=4a^ s^.    _ 


Fig.  9. — ^40-{oot  Transmission  Tower,  Necaxa,  Mexico.  Similar  Type  of  Tower  Ls  used  in 
the  80,000-volt  Transmission  Line  between  Rio  das  Lages  and  Rio  de  Janairo  of  the 
Rb  de  Janairo  Tramway,  Light  and  Power  Company,  South  America. 
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Oil  Switches.  The  oil  switches,  both  high  and  low  tension,  are  of  the  General 
Electric  Company,  remote-control  type  and  operated  from  a  control  bench,  in  front  of 
the  switchboard,  provided  with  a  dummy  bus  bar  system. 

Switchboard.  The  switchboard  is  built  of  ornamental  ironwork;  the  panels  are  of 
enameled  slate  and  equipped  with  the  necessary  indicating  and  recording  instruments 
as  employed  in  most  up-to-date  power-house  practice. 

Transmission  System.  The  present  transmission  system  consists  of  two  tower 
lines  of  two  circuits  each,  running  from  the  power  plant  to  the  City  of  Mexico,  some 
94  miles,  and  from  here  to  El  Oro  mines,  a  distance  of  75  miles.      It  has  been  designed 


Fig.  10. — Necaxa  Transmission  Lines  towards  City  of  Mexico. 


with  an  eight  per  cent  line  loss  between  the  power  house  and  Mexico,  and  a  5  per 
cent  loss  between  Mexico  and  El  Oro,  thus  giving  a  total  line  loss  of  13  per  cent  at 
100  per  cent  power  factor  and  60,000- volt  transmission. 

Towers.  The  towers  are  of  the  four-legged  A-frame  type,  14  feet  square  at  the 
bottom  and  12  feet  wide  at  the  top.  They  stick  6  feet  into  the  ground,  and  are  built 
of  angle  iron,  heavily  galvanized,  and  were  shipped  knocked  down.  The  circuits 
are  supported  on  porcelain  insulators  40  and  46  feet  above  the  ground.  The  towers  are 
designed  to  stand  a  horizontal  side  stress  of  1650  pounds  per  insulator  pin,  or  10,000 
pounds  per  tower,  and  arc  calculated  to  withstand  a  wind  velocity  of  100  M.P.H.  The 
average  span  is  500  feet,  but  spans  as  high  as  1500  feet  were  installed,  using  special 
structures. 

Insulators.  The  insulators  are  made  of  three  parts,  cemented  together  on  the  field. 
They  were  tested  when  wet,  at  the  manufacturer's, The  R.Thomas  and  Sons  Company, 
East  Liverpool,  Ohio,  for  a  potential  of  60,000  volts.     After  being  assembled  in  the 
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field,  they  were  tested  at  120,000  volts.  The  insulators  are  carried  on  steel  pins  set  in 
drop-forged  sockets. 

CQaductors.  The  conductors  arc  six-strand  copper  cables^  one-half  inch  in  diam- 
eter, with  hemp  centers,  and  have  a  strength  of  60,000  pounds  and  an  elastic  limit  of 
40,000  per  square  inch.     Joints  are  made  with  iS-inch  copper  sleeve  every  3000  feet* 

Substation.  There  are  two  siep-down  transformer  stations,  one  at  Mexico  City 
and  the  other  at  El  Oro.  The  substation  at  the  City  of  Mexico  is  210  feet  long  and 
65  feet  wide.  It  is  arranged  to  accommodate  fifteen  1800-K.W.,  single-phase,  oil- 
cooled  transformers*  They  are  placed  in  fireproof  compartments  and  can  be  removed 
on  tracks  and  handled  by  a  crane.     The  step-down  transformers  are  designed  to  give 


Fig.  IK— Substation  at  EI  Oro,  Necaxa  Light  and  Power  Ctunpany,  Mexico. 


1500/3000/6000  volts  on  the  low-tension  side.  The  general  arrangement  of  the 
substation  is  similar  to  the  switching  and  transformer  room  at  the  main  fxjwer  house. 
This  station  is  run  in  connection  with  an  old  Siemens-Haiske  steam  plant,  to  which 
four  Curtis  turbo-generator  units^  of  500  K.W*  each,  have  been  added. 

The  substation  at  El  Oro  is  115  feet  long  and  59  feet  wide.  It  contains  nine 
tSoo-K»W,  transformers*  The  arrangement  of  ihe  transformers  is  similar  to  that 
in  the  City  of  Mexico.  The  distribution  from  the  substation  to  the  mines  at  El  Oro 
is  jQoo  and  6000  volts. 

1~             Both  substations  are  well  provided  with  up-to-date  switch  gear  and  lightning 
arresters.     Ai  the  power  house  as  well  as  at  the  substations,  the  circuit  breakers  are 
so  arranged  as  to  automatically  cut  out  any  section  which  may  become  damaged 
by  lightning. 
L 
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HYDROELECTRIC   PLANT,   KYKKELSRUD-HAFSLUND,   NORWAY.* 

Norway  is  one  of  the  richest  countries  in  Europe  in  water  resources.  In  the  last 
ten  years  many  plants  have  been  erected  to  utilize  these  waters.  Most  of  the  power 
is  used  for  industrial  purposes,  particularly  for  the  iron  industry  and  also  agricultural 
purposes.  To  utilize  the  water  of  the  river  Glommen,  the  largest  river  in  Norway, 
the  Aktieselskabet  Glommens  Traesliberi  in  Christiana  was  formed.  The  well- 
known  Schuckert  Company  of  Nuremburg  designed  and  constructed  a  plant  at 
Hafslund,  and  later,  one  at  Kykkelsrud,  which  is  38  miles  southeast  of  Christiana^ 
Both  plants  utilize  water  from  the  same  river  and  are  about  25  miles  apart.  The 
first  equipment  of  the  Hafslund  plant  was  put  into  operation  in  1899,  while  the 
equipment  at  Kykkelsrud  was  put  into  operation  in  1903.  In  1907  a  50,000-volt 
transmission  system  was  installed  to  assist  the  plant  at  Hafslund  with  8000  K.W. 

At  the  same  time,  additional  equipments  were  added  to  both  plants,  and  the  two 
to-day  run  in  parallel. 

The  river  Glommen  flows  in  a  southerly  direction  and  empties  into  Christiana 
Fjord.  Like  most  Norwegian  rivers,  it  has  many  tributaries  of  streams  and  lakes. 
It  has  a  drainage  area  of  16,000  square  miles.  The  highest  tributary  is  8400  feet 
above  sea  level,  while  the  largest  lake  tributary,  Mjosen,  has  an  area  of  148  square 
miles.  The  area  of  the  lake  tributaries  is  3  per  cent  of  the  entire  drainage  area  of 
the  Glommen.  From  the  data  given  it  is  seen  that  this  one  river  furnishes  an  abund- 
ant water  supply  for  power  purposes,  when  advantage  is  taken  of  the  many  lakes  as 
natural  storage  basins.  At  present,  the  largest  plant  is  utilizing  the  waterfall  at 
Kykkelsrud  under  an  effective  head  of  some  60  feet,  and  when  the  ultimate  equipment 
is  reached,  35,000  HP.  will  be  developed. 

Headrace.  On  the  left  side  of  the  Kykkelsrud  Falls,  the  river  Glommen  is  tapped 
by  an  open  canal  about  40  feet  deep,  3300  feet  long,  which  leads  the  water  to  a  forebay 
in  the  rear  of  the  power  plant,  which  is  located  in  a  cove  some  3500  feet  below  the 
falls.  As  the  river  is  used  for  floating  logs  down  from  the  mountains,  the  inlet  to 
the  canal  is  protected  by  a  floating  deflector.  The  deflector  is  made  up  of  wooden 
lattice  work  and  extends  some  three  meters  into  the  water.  A  wooden  deflecting 
structure  was  chosen  because  of  the  unknown  effect  the  logs  might  have  at  certain 
seasons  of  the  year. 

At  the  entrance  of  the  canal  are  two  sluice  gates,  separated  by  a  pier.  Each 
sluice  gate  is  divided  into  five  sections  to  facilitate  the  regulation  of  the  water.  They 
may  be  operated  by  hand  individually  or  by  electric  motors  collectively,  for  which 
two  18-HP.  motors  are  installed.  When  the  gates  are  wide  open,  the  opening  has 
an  area  of  1500  square  feet,  giving  the  water  a  velocity  of  4.1  feet  per  second.  If 
necessary,  this  opening  can  be  increased  by  removing  some  stop  logs. 

As  stated,  the  forebay  is  located  in  the  rear  of  the  power  house  and  is  420  feet 
long.  It  is  provided  at  the  end  with  three  sluice  gates  to  let  out  sand,  gravel,  and 
anchor  ice.     One  of  the  gates  is  used  to  let  out  floating  material.     The  spillway  is 

*  Die  Ausnutzung  der  Wasserkriifte  des  Glommens  bei  Kykkelsrud  (Norwegen),  by  I.  H.  Kinbach, 
MUnchen.     Zeitschrift  des  Vereines  deutscher  Ingenieure. 
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330  feet  wide.  The  penstocks  leave  the  forebay  at  right  angles,  and  are  provided 
with  fine  screens  and  sluice  gates.  The  gates  are  operated  from  the  top  of  the  forebay 
wall,  where  also  the  cleaning  of  the  racks  is  accomplished.  As  the  forebay  wall  is 
only  45  feet  away  from  the  rear  wall  of  the  power  house,  the  penstocks  have  a  short  ^ 
ruDj  being  only  100  feet  long- 
Power  House.  The  power  house  was  originally  designed  to  accommodate  four  main 
turbine  units  and  two  exciter  units.  The  general  arrangement  consists  of  a  generating 
room  150  feet  long  and  50  feet  wide,  set  directly  over  the  turbine  pits^  which  are  25  feet 
wide  and  15  feet  deep.  Behind  the  generating  room  is  the  transformer  and  switching 
room;  the  transformer  room  tloor  is  about  5  feet  below  the  main  generating  room 
floon     The  switchboard  gallery  is  16,5  feet  above  the  main  generating  room  floor. 


Fig.  4. — Power  Plant,  Kykkelsrud,  N. 


In  the  middle  of  the  rear,  adjoining  the  transformer  room  and  beneath  the  street 
level,  is  the  pump  room. 

The  arrangement  of  the  windows,  pilasters  and  location  of  generating  units  is 
symmetricaL  There  are  five  bays,  the  middle  one  containing  two  280-HP*  exciter 
units  and  the  controlling  switchboards.  On  each  side  of  the  middle  section  are  two 
generators.  The  entire  inttfrior  is  finished  oflF  in  light  color^  the  floor  finished  with 
diamond-shaped  tile*  The  generating  room  is  provided  with  abundant  light  and 
ventilation. 

Turbines.    Owing  to  the  great  fluctuation  in  the  water  level  (llic  head  varies  from 
40  to  64  feet),  it  was  decided  to  use  inclo^d  Franci=i  turbines.     Of  the  first  ins!aUa*j 
tionj  one  main  and  two  exciter  tiu-bines  were  furnished  by  Voith,  Heidemheim»  while  1 
the  other  main  unit  was  furnished  by  Esc  her  Wyss^  Zurich.    The  Voith  300P-HP. 
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arbine  was  designed  for  a  head  varying  from  52  to  62  feet  and  consuming  from 
570  10  530  cubic  feet  per  second,  and  running  with  a  speed  of  150  R*P*\L 

The  water  is  fed  lo  the  turbine  with  a  velocity  of  9  feet  per  second  through  a 
9.8-foot  penstock  embedded  in  concrete.  Where  the  penstock  joins  the  turbine  casing, 
there  is  an  8.5-foot  hand-operated  geared  butterfly  valve.  The  turbine  casing  is  rec- 
ingylar  and  built  of  structural  steel  The  inlet  of  the  spiral  casing  is  6.5  by  34  feet, 
lus  giving  a  velocity  to  the  water  of  9  feet  per  second.  The  velocity  of  the  water  at 
discharge  is  3.9  feet  per  second. 


Fig.  5. — Headrace,  Kykkelsrud  Plants  Norway, 


The  vertical  shaft  of  the  turbine  is  12  inches  in  diameter  and  about  25  feet  long; 
top  of  this  is  coupled  the  shaft  of  the  generator.     The  weight  of  the  revolving  part 
32  tons  and  is  laken  up  in   a  step-bearing  running   under  an  oil   pressure  of 
3  20  pounds  per  square  inch.     The  regulation  of  the  turbines  is  accomplished  by  an 
jrdraulically  operated  governor  and  w*orks  in  conjunction  with  the  oil  pressure  in 
r  step  bearing. 

The  principal  difference  between  the  Escher  Wyss  and  the  Voith  turbine  is  that 
*  former  has  a  cylindrical  casing  and  vertical  moving  ring-gates,  while  the  latter 
a  spiral  turbine  casing  with  a  so-called  clam-shell  gate.  The  penstock  con  nee- 
and  butter tly  valves  are  the  same-  The  cylindrical  gate  is  operated  by  a  three- 
iston  arrangement^  worked  by  oil  pressure  controlled  by  the  hydraulic  governor. 
this  governor  is  similar  to  that  of  the  Voith  turbine  and  is  operated  by  gearing  from 
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the  main  shaft.  The  giiaranlce  uf  the  main  turbines,  from  their  manufacturers,  under 
a  head  of  52.5  feet,  is  75  per  c.ml  at  normal  speed,  150  R.P.M.  Keeping  the  speed 
constantj  and  a  head  variation  of  6.5  feet  up  or  down,  the  guarantee  efficiency  is 
72  per  cenL 

The  oil  pressure  for  the  turbines  is  supplied  by  two  motor-driven    pumps  pro- 
vided with  air  chambers  to  maintain  uniform  pressure.    Each  pump  has  a  capacity 
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Fig.  6.— Interior  of  Kykkelsnid  Plant,  Nonvay, 

of  90  gallons  per  minute;  under  ordinary  conditions,  only  one  pump  is  in  opcratinn. 
If  one  pump  is  out  of  commission,  the  other  starts  up  automatically. 

The  two  recently  installed  turbines  are  of  the  same  type  as  the  above  described* 
but  have  a  capacity  of  3750  HP.  each. 

Exciter  Units-  The  two  exciter  turbines  are  located  in  one  w^hecl  pit  ant]  art 
supplied  by  one  6,5-foot  penstock.  The  branches  to  the  turbines  are  4*1  feet  in 
diameter  and  are  Otted  with  butterfly  valves.  The  guarantee  of  these  turbines 
under  a  head  of  52.5  fcet^  is  76  per  cent  running  at  a  speed  of  325  KJ\M.,  th*!  wafer 
consumption  being  60.8  cubic  feet  per  minute.  These  turbines  are  not  supplied  with 
oil  pressure  step  bearings^  because  the  oil  pressure  pumps  are  driven  by  currcnl  from 


Generators.  The  main  generators  of  the  first  c<|uipment  are  5000- volt,  5-phase, 
jD-cycle,  40-polc  revolving  tield  lype  aod  have  a  2000-K.W.  capacity,  A  full  load 
lest  was  run  continuously  for  48  hours,  and  no  pan  showed  a  temperature  greater 
than  26° C.  With  unity  power  factor,  the  efficiency  was  96  per  cent*  and  with  power 
factor  0.80  the  efficiency  was  94*8.  The  copper  loss  was  ji  K.W.;  the  iron  loss  with 
unity  power  factor  was  16  K*W*;  with  power  factor  0*80,  was  21  K.W.  The  friction 
and  windage  loss  was  50  K.W.;  this  included  all  friction  losses  in  turbine  and  shaft. 
The  excitation  at  full  load  is  290  amperes. 

The  two  recently  installed  generators  are  of  the  same  type  and  make  (Siemens 
Schuckert  Wcrke)  as  the  abovci  and  have  a  capacity  of  2500  K-W, 
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Switchboard  Room,    The  switchboard  is  provided  for  four  generator  panels, 
two  panels  for  oulgaing  feeders  located  on  a  gallery  16,5  feel  above  the  main  floor; 
the  exciter  switchboard  is  located  on  the  main  floor  directly  below  this  gallery. 

Each  generator  panel  has  a  voltmeter,  ammeter,  synchroscope  and  phase  lamps. 
The  lower  front  part  of  the  switchboard  has  hand  wheels  for  controlling  the  exciter 
current  The  panel  for  the  20,000- volt  outgoing  feeders  has  instruments  and  levers 
for  oil  switches  controUing  the  current.     As  there  are  two  complete  bus-bar  systems, 
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EiG.  8.— Transformer  Room,  Kykkel^rud  Plant,  Niirway. 


current  may  be  thrown  on  or  drawn  from  either.    These  bus  bars  as  well  as  all  5c 
volt  apparatus  are  mounted  upon  a  structural  steel  frame,  located  five  feet  in  t 
rear  of  the  switchboard,  thus  giving  a  passage  for  inspection  and  repairs.     The 
switches  are  mounted  upon  the  top  of  this  framework  and  arc  operated  by  kv^ 
(see  Fig.  7), 

The  current  from  the  generators  passes  through  fuses  placed  in  marble  compi 
ments.     There  are  three  transformers  for  each  generator  of  the  first  equipment 
they  are  located  in  the  basement  of  the  switchroom.     They  arc  arranged  in  two  ba 
on  eitlier  side  of  a  iracl;  used  for  the  removal  of  ihc  Iransformers,  which  arc  of  Uie 


TYPTCAL    HYDROELECTRIC    PLANTS, 


39t 


cooled  oil  type,  950  K.  W.  each,  and  step  up  the  voltage  from  5000  to  20,000,  The 
transformer  tanks  are  surrounded  by  a  corrugated  iron  casing*  The  air  for  cooling 
comes  up  from  the  basement  beneath,  under  a  pressure  of  three*fourths  of  an 
inch- 

The  transformer  losses  for  full  load  at  unity  power  factor  are  19.75  ^-W.  com- 
posed of  8.25  K.W-  iron  and  11.5  K>W-  copper  loss.  With  power  factor  unlly  from 
half  to  full  load,  the  efficiency  is  constant^  98  per  cent.  For  continuous  full  load,  the 
temperature  of  the  transformer  oil  never  exceeds  40^  C. 


/  ^  ■ ../ 


Fig.  gp^Interior  of  Substatign  at  Hafslund,  Norway, 


Leads  from  the  transformer  go  to  the  high-tension  busses  located  in  a 
structural  steel  frame  on  the  same  floor  as  the  50G»o-volt  busses.  With  the 
extension  of  the  plant,  four  3-phase  transformers  of  2250-K.V,A,  capacity 
each,  have  been  installed.  They  are  of  the  water-cooled  oil  type  and  wiDund 
for  5000 /sojooo- volt  transformation,  and  serve  exclusively  the  transmission  line  to 
Hafslund* 

Transmission  Line.  From  the  Kykkclsrud  power  house,  lead  20,000- volt, 
3-phase  transmission  lines  toward  Christiana,  then  around  Christiana  Fjord  to 
Slemmestad,  where  the  last  substation  is  located.      Each  cable  has  a  cross  section 
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of  50  square  mm.  for  a  distance  of  38  miles,  then  it  is  reduced  to  35  square  mm-  which 
runs  for  15  miles;  the  total  length  of  the  line  is  53  miles.  There  are  seven  substations 
along  the  line,  stepping  down  the  line  voltage  to  5cx>o  for  local  distribution. 

The  lines  are  carried  on  wooden  jx>les  except  at  railroad  crossings  and  turns, 
where  structural  steel  poles  are  used.  This  line  was  put  into  operation  in  1903-  In 
1907  with  additional  plant  equipment j  a  50jCXX>-voit  line  was  run  25  miles  southward 
to  assist  the  plant  at  Hafslund* 

This  line  is  also  run  on  wooden  poles  except  at  railroad  crossings  and  turns  where 
structural  steel  towers  are  used-  As  seen  in  Fig.  10,  the  steel  towers  have  a  dose 
spacing,  and  in  addition,  the  lops  of  same  are  provided  with  triangular  steel  frames, 
which  ground  the  line  in  case  of  a  break.  These  precautions  were  required  by  the 
Public  Service  Commission,    The  wooden  poles  are  about  40  feet  long  and  stick 


Fig,  to* — ^5o,ooo*%*olt  Transmission  Line,  Kykkekrud  to  Hafslund,  Norway. 


about  6  feet  in  the  ground*  They  are  spaced  about  100  feet  apart.  The  cables  have 
a  cross  section  of  64  square  mm.  and  are  carried  on  porcelain  insulators  arrangi^ 
in  triangular  form,  5.5  feet  on  a  leg;  the  cross  arm  is  of  steel.  The  insulators  are 
fastened  to  the  pin  by  hemp  and  sheUac,  At  present  there  is  only  one  50,000- volt 
line;  a  duplicate  one  is  projected  to  run  parallel  about  35  feet  from  it* 

Substatioii.  The  substation  at  Hafslund  is  equipped  with  four  2ooo-K.V,A. 
transformers  of  the  water-cooled  oil  type,  and  arc  designed  for  45,000/5000*^111] 
step-down  transformation.  This  station  is  used  for  a  distributing  center  for  th< 
power  from  Kykkelsrud  as  well  as  the  power  from  the  Hafslund  power  bouse.  The 
50^000- volt  line  is  protected  in  this  station  by  water  flow  grounders*  choke  coi! 
placed  in  layers,  and  a  scries  of  horn  lightning  arresters;  there  are  also  used  in  con*" 
nection  with  these  several  oil  resistances.  In  adrliiion  to  lhis»  the  line  on  both  sides 
is  protected  by  horn  lightning  arresters  with  exceptionally  large  gaps. 
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From  the  power  plani  at  Hafslund,  lead  four  circuits  of  5000  volts  into  the  sub- 
staibn.     From  here,  the  power  from  Kykkelsrud  and  Hafslund  may  be  distributed 

separately^  or,  as  in  common  practice,  in  parallel  The  early  equipment  of  the  plants 
ami  transmission  system  was  furnished  by  the  Schucbert  Company^  Nuremburg^ 
and  the  later  equipment,  by  the  Siemens- Schuckert  Werke,  Berlin. 

HVDROELECTRrC   PLANT,    URFTTALSPERRE,   GERMANY.' 

Forced  Lo  husband  natural  resources,  particularly  coal,  advantage  has  been 
taken  of  all  kinds  of  water  resources.  The  continent  of  Europe,  for  a  number  of 
years,  has  harnessed  the  yearly  supply  of  the  drainage  area  of  low  mountainous  or 
hillv  countries. 


Fig.  I* — Urfttalspcrre  Dam,  showing  Valve  Chamber  Shafts  and  Spillway* 


In  order  to  provirle  for  a  steady  water  supply  for  the  whole  year,  more  particularly 
for  the  dry  season,  large  dams  have  been  built  across  valleys.  Having  once  stored 
such  large  bodies  of  water^  the  generation  of  electricity  and  the  transmission  by  high- 
tension  lines  is  the  next  step.  Such  water  resources  are  usually  located  away  from 
centers  of  industry,  and  it  is  but  natural  that  advantage  will  be  taken  of  modern 

*  RepriTit  of  «m Hot's  article,  **The  Urltlal  Hydro-clecinc  Devctopnieni  m  Gerftiiin>%*'  Tkf  Engtnetttng 
Reeard,  Sept.  19,  1908.     Ba6^d  on  Data  ^ubmitled  by  the  Dcsigni  ng  a  nd  Const ruiling  Eng^fternt 
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high-tension  distribution.    The  following  is  a  brief  description  of  the  most  prominent 
one  of  this  kind  in  Europe. 

It  has  a  storage  capacity  of  sixteen  hundred  million  cubic  feet  and  a  transmission 
system  of  35,000  volts.  This  plant  is  known  as  the  "Urfttalsperre,"  *  and  is  situated 
on  the  river  Urft  in  the  Eifel  Mountains,  Germany.  The  capital  of  $2,000,000  was 
subscribed  by  seven  cities  and  districts,  four  of  which  supplied  one-fifth  each;  the 
remaining  fifth  was  supplied  by  the  other  towns.  The  former  are  entitled  to  draw 
power,  and  the  other  three  are  not. 

The  plant  is  capable  of  developing  twenty-two  million  K.W.  hours  per  year,  of 

which  sixteen  million  has  already  been  contracted,  giving  a  yearly  income  of  $165,000. 

Dam.   About  2.5  miles  above  the  junction  of  the  Urft  and  Rur,  is  located  a  dam, 

establishing  a  drainage  area  of  145  square  miles.     This  dam  is  190  feet  high,  having 

a  width  at  the  bottom  of  165  feet,  and 
at  the  top,  17  feet.  The  dam  was  built 
in  arch  form,  with  a  radiils  of  650 
feet,  giving  the  crown  a  total  length 
of  about  1000  feet,  about  300  feet  of 
which  is  used  for  spillway,  the  water 
flowing  over  in  cascade. 

The  dam  itself  is  made  up  of  Cyclo- 
pean masonry,  the  largest  of  the  stones 
being  of  a  size  which  required  to  be 
handled  by  two  men.  Both  sides  of  the 
dam  are  faced  with  rough-faced  cut 
stone.  The  dam  was  built  in  one  con- 
tinuous mass,  for  which  purpose,  three 
timber  towers  were  erected  for  elevating 
the  material.  From  these  towers,  tracks 
ran  across  the  dam,  and  by  means  of 
turntables  the  cars  were  placed  on  longitudinal  tracks.  The  mortar  is  composed  of 
lime,  sand  and  trass.  Cement  was  not  used,  because  it  was  feared  the  cement 
would  harden  too  quickly  and  unequally  throughout  the  mass,  thus  producing 
unequal  stresses.  Trass  has  of  late  years  been  much  used  in  German  dam  con- 
struction, as  it  forms,  when  mixed  with  lime  and  sand,  a  hard  and  impervious 
substance  which  dries  slowly  and  equally. 

The  cross  section  of  the  dam  will  be  seen  in  Fig.  2.  For  the  purpose  of  draining 
the  storage  basin,  two  discharge  pipes  arc  led  through  tunnels,  through  the  bottom 
of  the  dam.  The  gates  are  located  on  the  upstream  side  in  valve  chambers 
at  the  bottom  of  a  shaft  extending  above  the  high-water  level.  The  tops  of  the 
shafts  and  crown  of  dam  are  connected  by  bridges  to  facilitate  the  operation  of  the 
gates. 

The  upstream  side  of  the  dam  is  plastered  with  "  Siderosthen,"  a  waterproof 
material,  then  faced  with  tile.  To  drain  oflf  the  seepage,  the  dam  is  provided  with 
vertical  seepage  drains. 


Fig.  2. — Section  through  Dam  and  Valve 
Chamber,  Urfttalsperre  Plant,  Germany. 
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Headrace.  The  power 
plant  itself  is  located  at 
Heimbach  on  the  Rur,  1.7 
miles  away  from  the  dam, 
so  that  at  low  water  it  has  a 
head  of  230  feet,  and  at  high 
water,  360  feet.  A  tunnel 
8850  feet  long,  having  an 
area  of  60  square  feet,  is  cut 
through  the  mountains,  thus 
connecting  the  collecting 
basin  with  the  penstocks. 

On  the  basin  side  of  the 
tunnel  is  located  a  sluice 
gate  operated  through  a 
vertical  shaft  about  150  feet 
high.  On  the  other  side  of 
the  mountain,  at  the  junc- 
tion of  penstock  and  tunnel, 
is  located  an  equalizing 
shaft  which  has  on  the  top 
a  reservoir  that  absorbs  all 
fluctuations  in  the  water 
flow.  This  chamber  per- 
forms the  same  duty  as  a 
standpipe  on  a  penstock, 
but  in  this  case  no  water  is 
wasted.  From  this  shaft 
are  also  operated' the  sluice 
gates  controlling  the  water 
supply  in  each  of  two  pen- 
stocks. The  velocity  of  the 
water  in  the  tunnel  is  six 
and  a  half  feet  per  second. 

From  the  bottom  of  the 
equalizer  shaft,  run  horizon- 
tally two  penstocks  parallel 
to  the  slope  of  the  mountain, 
from  whence  they  run  to  the 
power  house.  The  upper 
portions  of  the  penstocks 
run  through  tunnels  and 
are  partly  embedded  in  con- 
crete,  and  covered  with  filling 
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to  protect  the  penstock  from  loose  boulders. 
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Power  House.  The  power  house  consists  of  the  generating  room,  switching  and 
transformer  room;  on  each  side  of  the  switching  room  are  two  wing  towers  for  offices, 
repair  shops,  etc.    As  will  be  seen  from  the  accompanying  illustrations,  the  interior 
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Fig.  4.— Cross  Section  and  End  View  of  the  Urfttalsperre  Plant  at  Heimbach,  Germany. 

and  exterior  are  of  the  most  artistic  and  modern  design.  The  generating  room  is 
95  feet  long  by  75  feet  wide;  the  switching  room  is  75  feet  long  and  30  feet  wide. 
The  substructure  up  to  the  floor  h'ne  of  the  generating  room  is  of  concrete,  while  the 
walls  are  of  brick  covered  with  stucco.  The  roof  trusses  are  of  structural  steel  and 
placed  in  pairs;  the  top  and  bottom  chords  are  curved. 
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The  roof  itself  is  of  Schwemmstein  (special  brick  of  volcanic  origin)  covered  wilh 
wpod  cement  (cement  mixed  with  rough  sawdust) » 

The  turbines  are  arranged  in  two  parallel  rows^  the  generators  facing  each  other. 
The  uhimate  equipment  will  consist  of  eight  units,  but  at  present  there  arc  only  six 
installed  and  two  exciters.  The  penstocks  before  enlering  the  power  house  are 
provided  with  hydraulically  operated  butterfly  valves,  and  the  branches  to  the  tur- 
bines with  hydraulically  operated  gate  valves.  At  the  end  of  the  penstocks  are 
manholes,  and  provision  is  made  for  drainage. 

Turbines  and  Generators.  The  turbines  are  of  the  double-flow  horizontal  Francis 
type,  as  manufactured  by  Escher  Wyss  &  Co.,  Zurich,  They  are  designed  to 
develop  for  minimum  head  of  230  feet,  1550  HP.,  and  for  a  maximum  head  of  360 
feet,  2000  HP.  at  500  R.RM,  The  casing  is  of  cast  iron;  the  water  is  fed  in  from 
the  circumference  and  discharges  through  two  draft  tubes  which  eventually  unite* 
Since  there  are  t\^^o  draft  tubes,  the  runner  is  provided  with  a  right  and  left  hand  set 
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Fig.  5. — ^Main  and  Excittr  Lnib,  L  r!tUili]M.TrL  Fkint,  UL-rmany. 


of  buckets.  The  single  gate-ring  is  connected  to  two  hydraulic  governors,  auto- 
matically operated.  In  case  of  a  sudden  rise  of  pressure,  a  portion  of  the  water  is 
by-pajised  by  the  governor  into  the  tailrace  until  normal  pressure  is  established. 

The  bearings  are  oil  and  water  cooled,  the  w^ater  being  taken  from  the  penstock. 
One  of  the  bearings  is  a  thrust  bearing.  Each  turbine  is  provided  with  a  tachometer, 
manometer  and  two  vacuum  meters,  also  two  cocks,  one  for  releasing  air,  the  other 
(or  drainage* 

There  are  two  exciter  turbines  of  200  HP,  each,  running  900  R.P.M,  They  are 
of  the  same  type  and  manufacture  as  the  above  described,  and  are  automatically  and 
band  controlled,  similarly  to  the  main  turbines*  The  turbines  are  connected  to  the 
generators  by  Zodel  insulated  flexible  couplings. 

The  main  generators,  of  Siemens- Schuckert  Werke,  Berlin,  are  designed  for 
IJ70  K.W.,  3'phasc,  50  cycles,  5000  vohs^  and  power  factor  of  0.S5,  The  exciters 
arc  135-K.W-,  225-volt  capacity.  In  testing  the  units  for  maximum  capacity  by 
suddenly  throwing  on  or  off  200  K,W.,  the  speed  variation  was  observed  to  be 
a.5  per  cent* 
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SwitehtDg  Room,  The  generator  voltage  is  stepped  up  to  34,000  volts  through 
Its  uwn  transformer  J  there  being  no  5000- volt  bus-bar  system.  The  secondary  leads 
of  the  transformers  are  connected  in  ring  system  (practically  not  used  in  the  United 
Slates).  Between  all  junctions  of  the  transformers  and  outgoing  feeders  are  located 
sectionaJi^ing  switches.  Transformer  and  outgoing  feeders  are  provided  with  auto- 
matic oil  switches.  Upon  first  glance  at  the  illustration,*  it  is  seen  that  the  ring 
system  atTords  a  complete  protection  against  line  surges;  this  is  obtained  at  the 
sacrifice  of  flexibOity  of  operation;  thus  when  one  transformer  is  dead,  the  generator 


Fig,  g.— Transformers  and  Water  Flow  Grounder  (at  the  Left),  UrfttalspLTie  Plant,  Germany, 

is  idle.  This  system  is  used  principally  as  a  protection  for  the  transformer.  Between 
generators  and  transformers  are  fuses,  while  between  transformers  and  the  ring 
sy&tem  are  remote  control  automatic  oil  switches. 

The  outgoing  feeders,  of  which  there  are  five,  are  protected  by  the  same  type  of 
oil  switches  and  lhrec*pole  sectionalizing  switches.  Between  the  sectionalizing  and 
oil  switches  are  choke  coils  and  connections  to  lightning  arresters  which  are  of  the 
Siemens- Schuckert  horn  type. 

For  further  protection,  there  are  water  rheostats  and  continuous  flow  grounders 
connected  to  the  ring  system,  thus  providing  a  good  ground  connection.     About 

*  {Set  Chapter  on  Bus  Bars.) 
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one-tenth  of  an  ampere  escapes  continuously  through  this  grounded  connection. 
Small  and  gradually  rising  overloads  are  readily  grounded  by  this  device.  The  water 
stream  is  20  inches  long  and  has  a  cross  section  of  two  square  centimeters* 

At  one  end,  about  j  i  feet  above  the  floor  of  the  generating  room,  the  switchboard 
Is  mounted  on  a  mezzanine  floor,  from  which  the  whole  plant  is  controlled.  The 
switchboard  is  of  artistic  design,  consisting  of  three  centred  panels  and  four  wing 


Fic.  9.^ — 55,000-volt  Bus  Bar  and  Uii  Switch  Room.     Urfttalsperre  Plants  Germany. 

panels  on  either  side.  The  framework  is  of  structural  steel,  and  the  panels  of  wliile 
marble.  Each  of  the  wing  panels  contains  the  necessary  instruments  for  controlling 
one  generator*  The  three  central  panels  contain  the  totalizing  meters  and  master 
control  switches. 

The  transformers,  of  which  there  are  at  present  six,  are  located  in  the  switching 
room  on  the  same  tloor  level  as  the  generators;  the  ultimate  capacity  is  ct{^L  The 
transformers  arc  of  tlie  three-phase  type,  and  are  arranged  in  a  single  row  in  Cront  of 
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which  is  a  track  pit,  so  that  they  can  be  readily  removed  when  necessary.  Above 
the  transformer  room  is  tht:  35, 000- volt  oil  switching  room.  The  switches  are 
arranged  in  two  rows;  ihey  are  of  the  remote  motor  control  type.  On  the  top  floor 
are  located  the  lightning  arresters  and  outgoing  feeders, 

TrEQsmJsataa  Liae.  The  plant  is  provided  for  live  outgoing  feeders;  at  present 
only  tour  are  installed.  The  longest  line  is  38.5  miles;  the  others  are  24,  16  and  21 
miles.  The  three  former  have  a  cross  section  of  50  square  mm.;  the  latter,  20  square 
mnu  At  present,  ten  miles  of  the  latter  are  operated  at  only  5000  volts,  although 
designed  for  35,000  volts. 

The  poles  for  the  transmission  line  are  built  up  of  structural  steel,  either  of  two 
channels  and  lattice  work  construction^  or  angle  iron  and  lattice  work^  and  are  set 
ID  concrete  blocks. 
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Fig,  10. — Pmtccting  Devices  fur  Outgoing  Feeders,  UrfUabiM^rrv  Plaiil^  Germany. 

They  are  designed  to  carry  high  tensinn  f^^^ooo)  or  low  tension  (5000)  alone 
or  both  together*  The  high-tt-nsion  line^  arc  31*5  inches  apart  on  a  leg  and  16  inches 
away  from  the  iron  pole.  The  lines  are  carried  on  triple  f>etticoat  insulators  mounted 
on  steel  pins  fastened  to  wooden  vertical  or  horizontal  cross*arms. 

In  mo!^t  ca<>e5,  the  lines  skirt  the  towns  and  cities,  and  run  along  the  main  high- 
ways where%^er  possible.  Inasmuch  as  these  lines  have  to  cross  many  streets,  railways, 
telephone  and  telegraph  lines,  great  precaution  had  to  be  exercised- 

In  many  cases,  ihe  public  service  commission  demanded  that  the  guard  wires  be 
carried  on  separate  structures  or  poles. 

Substations.  There  are  two  kinds  of  substations  known  as  "A"  and  "B." 
Substations  **  A*'  step  down  the  line  voltage  (35,000)  to  5000,  the  other,  -'B,'*  from 
5000  to  225. 

Substations  **  A/*  of  which  there  are  sixteen,  are  of  two-story  masonry  construction. 
The  feeders  go  in  and  out  the  top  story,  where  all  the  high-tension  switching  and 
testing  apparatus  are  located. 
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lines  overhead  to  the  stations,  they  are  run  underground.  Where  the  lines  go  under- 
ground, they  go  down  a  lattice-girder  steel  pole  provided  with  lightning  arresters 
and  choke  coils. 

The  "B"  or  low-tension  substations  are  for  the  most  part  built  on  a  standard 
system,  except  in  some  cases,  where  the  consumer  builds  his  own  substation. 

It  might  be  of  interest  to  state  that  the  German  government  investigated  the 
effect  the  3S,ooo-volt  alternating  current  transmission  line  has  on  its  long-distance 
telephone  system. 

There  was  a  certain  telephone  trunk  line,  much  influenced  by  the  high-tension 
alternating  current.  The  investigation  *  proved  that  the  transmission  line,  2600  feet 
away  from  the  telephone  line,  still  affected  that  particular  trunk  line,  while  other 
lines  closer  to  same  were  unaffected. 

Financial  Aspects.  The  complete  hydroelectric  transmission  system,  including 
high  and  low  tension  lines,  cost  approximately  $2,500,000,  of  which,  the  dam  cost 
Si, 000,000.  The  latter  item  is  small  in  comparison  with  similar  plants.  Dams  of 
this  character,  although  primarily  built  for  water  power  developments,  serve  also  to 
prevent  floods  in  certain  seasons.  Comparing  the  cost  of  same  per  cubic  foot  of 
water  imponded,  with  dams  of  similar  plants,  the  following  figures  are  submitted. 

Urfttal,  0.06  cent;  Remscheid,  0.38  cent;  Barmen,  0.57  cent;  Nonsdorf,  1.21  cents, 
which  gives  an  average  cost  of  0.55  cent  per  cubic  foot  of  water  imponded. 

When  a  consumer  is  supplied  with  current  for  power  from  the  5000- volt  line  directly 
0.9  to  i.o  cent  is  charged  per  K.W.  hour,  provided  he  furnishes  his  own  transformer 
equipment,  otherwise  the  charge  is  1.5  to  6  cents  per  K.W.  hour,  depending  on  the 
amount  of  power  consumed.  If  current  is  supplied  from  the  225-volt  distribution 
system,  the  price  varies,  with  a  maximum  of  8.5  cents.  When  the  consumer  guarantees 
a  certain  amount  of  yearly  power,  there  is  a  rebate  of  30  per  cent. 

All  current  for  light,  irrespective  of  the  amount,  drawn  from  225-volt  circuit,  is 
supplied  at  10  cents  per  K.W.  hour  for.  the  first  5000  K.W.  hours;  above  this  8  cents  is 
charged;  and  when  drawn  from  the  5000- volt  circuit,  there  is  a  rebate  of  20  per  cent. 

Although  the  plant  has  not  yet  reached  its  full  capacity,  the  returns  on  the  money 
invested  already  amount  to  4  per  cent. 

UPPENBORN  PLANT  AND  ITS  50,000-VOLT  TRANSMISSION  SYSTEM,  MUNICH, 

GERMANY.' 

To  supply  the  city  of  Munich  with  additional  electrical  energy,  and  to  run  in 
parallel  with  the  several  existing  municipal  steam  and  hydraulic  plants,  a  new 
municipal  hydroelectric  plant  has  recently  been  completed. 

It  utilizes  the  water  of  the  river  Isar  in  Moosburg,  where  three  1887-H.P.,  double 
twin  turbines  are  installed.     Energy  is  generated  at  5000  volts,  but  the  E.M.F.   is 

*  Die  Hochspannungs-Kraftubertragung  an  der  Urfttalsperre,  by  O.  Brauns.  Elektrotechnische  Zeil- 
schrijtf  April  9,  1908. 

*  "  Das  Uppenbornkraftwe  k/'  by  S.  Meyer,  H.  Nicsz  and  K.  Dants  her.  "  Electrise  he  Kraftbetriche 
und  Bahnen,"  Noe.  16,  17,  18,  19  and  20,  1908.  See  also  '* Electrical  World  "  Nov.  28,  1908.  "  German 
50,000  Volt  Transmission  System." 
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increased  to  50,000  volts  for  transmission  over  two  parallel  circuits  to  the 
substation  near  the  city  of  Munich,  where  the  E.M.F,  is  decreased  to  5000  volts 
for  distribution. 

This  plant,  known  as  the  Uppenborn  station,  being  the  latest  of  German  hydro- 
electric undertakings,  possesses  many  novel  features,  particularly  on  the  electrical  end. 

Thirty-three  miles  below  the  city  of  Munich  the  river  Isar  makes  a  bend,  which 
is  cut  off  by  a  head  and  tail  race  canal  about  2.5  miles  in  length,  having  a  net  fall  of 
28.1  feet  at  low  water  and  24*8  feet  at  high  waten  Permission  was  given  to  draw 
2500  cubic  feet  of  water  per  second  during  207  days,  while  during  the  remainder, 
including  the  dry  season,  only  1070  cubic  feet  is  available, 

Haadrace.  Just  below  the  junction  of  the  headrace  and  the  river,  a  dam  was 
thrown  across  the  river  at  about  right  angles.  For  this  purpose  the  width  of  the  Isar 
was  increased  from  225  feet  to  619  feet.     On  the  opposite  end  from  the  intake  is  a 


Fig.  i.^Power  House,  LjjfXinborn,  Germany. 

spillway  328  feet  long*  Adjoining  the  spillway  is  a  fish  passage  6.5  feet  wide,  buih 
up  in  steps*  Next  to  this  are  the  sluice  gates  for  regulating  the  head.  They  are 
divided  into  four  sections,  each  55.7  feet  wide,  ihree  of  which  are  separated  by  con* 
Crete  pilasters,  while  the  fourth  is  separated  by  a  lock  26.23  ^^^^  wide  for  passing 
boats,  etc.  This  lock,  having  two  mechanically  operating  swinging  gates  on  the 
upstream  end,  is  about  150  feet  long.  The  bottom  has  a  slope  of  about  2  per  cenL 
It  is  made  of  concrete  faced  with  planking. 

The  sluice  gate  passages  adjoining  the  lock  are  subdivided  into  two  sections  by  » 
removable  guide,  for  the  purpose  of  giving  free  passage  for  Boating  debris,  etc.  The 
two  passages  near  the  intake  arc  divided  into  three  sections,  and  the  guides  here,  for 
the  sluice  gates,  are  stationary* 

Each  sluice  gate  is  divided  into  two  sections,  one  upper  and  one  lower.  They 
are,  however,  not  of  the  same  size,  the  lower  being  the  smaller,  ihus  enabling  ibc 
sections^  due  lo  the  hydrostatic  head,  to  be  operated  by  the  same  amount  of  power. 
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Two  such  sections,  or  one  gate,  can  be  lifted  by  a  3-phase,  lo-HP.  motor  in  ten 
minutes.  When  operated  by  a  hand  windlass  with  a  ratio  of  i :  2800,  50  minutes  are 
required  to  lift  one  section.  On  the 
down-stream  side  of  the  gates  resting 
on  the  concrete  piers,  is  an  operating 
gallery  of  structural  steel. 

The  bottom  of  the  intake  to  the 
headrace  is  about  7  feet  above  the  bed 
of  the  river,  thus  preventing  foreign 
material,  such  as  gravel  and  sand, 
from  entering  the  headrace.  As  the 
provision  cuts  down  the  depth  of  the 
water  to  4.9  feet,  the  width  of  the 
intake  was  made  125  feet,  thus  giving 

a  velocity  of  3.9  feet  with  a  friction  or 

head  of  loss  of  4  inches. 

This  intake  passage  is  divided  by 

a  massive  concrete  pier,  and  in  order 

to  further  reduce  the  size  of  the  sluice 

gates  they   are  subdivided  into  four 

sections    by    structural    steel    sluice 

guides.     Each  gate  is  divided  in  two 

parts    and    operated    in    the    same 

manner  as  those  described  above. 
At  the  side  of  the  dam  and  intake 

is  an  attendant's  house,  which  con- 
tains   a    transformer    for    supplying 

energy  to  gate  motors.     On  the  other 

side  of  the  intake  is  a  lock,  similar  to 

the  one  mentioned,  for  passing  boats 

into  the  headrace. 

The  headrace  canal  is  1.3  miles 

long,  and  is  built  with  a  slope  of  i  in 

3000  for  a  calculated  velocity  of  4  feet 

per  second.     It    is    54.5    feet   wide 

on  the  bottom,  with  sideslopes  of  i 

to  1.5.      Under  ordinary  conditions 

the  depth  of  the  water  is  9.2   feet. 

Throughout  the  greater  part,  the  sides 

of  the  canal  are  finished  off  in  embank- 
ments, which,  at  the  highest  point, 

are  16.5  feet  above  the  natural  ground. 

At  a  low  point  the  headrace  crosses  a  creek  which  is  passed  underneath  through 

two  culverts. 
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Geaerating  Plant.  The  power  house  lies  across  and  at  right  angles  to  the  head- 
race,  which  is  here  175  feet  wide-  At  one  end  of  the  power  house  is  a  lock  for  passing 
boats  and  a  fish  way,  similar  to  those  at  the  dam*  At  the  other  end  is  a  sluice  gate 
and  passage  for  letting  off  the  headrace  water  into  the  tailrace;  the  latter  is  1,1  miles  I 
long.  Some  difficulty  was  encountered  during  the  excavatingj  because  part  of  the 
work  runs  through  marshy  land* 

The  generating  and  switching  rooms  are  housed  under  a  common  rooL     The! 
former  is  103.3  ^^^^  ^"^^S  ^^^  ^^  ^^^^  wide*     In  order  to  give  the  generating  room  a 
pleasing  appearance,  a  ferro-arched  ceiling  is  built  up  under  the  roof  truss,  ^S  feet 
above  the  floor  level     The  whole  room  is  kept  in  light  color,  and  well  illuminated. 
The  floor  and  wainscoting  are  tiled. 


Fig.  3, — Interior  of  Generator  Room,  Uppenbom  Plant,  Germany. 


At  an  angle  of  72  degrees  to  the  flow  of  the  water  to  the  turbine  chamber,  and  IB 
from  of  the  sluice  gates,  are  racks  built  up  of  2.25  by  0.25 -inch  bars,  spaced  with  a  J 
clearance  of  one  inch.    The  sluice  gate  for  each  tttrbine  is  11.5  feet  high  and  24  feel  I 
wide,  and  is  divided  vertically  into  three  sections,  which  can  be  interconxiectcd  for 
motor  operation. 

The  sluice  gate  seen  foremost  in  Fig.  i  is  14.8  feet  high  and  13.1  fe^l  wide,  and 
its  purpose  is  for  emptying  the  headrace  as  above  indicated.  On  the  other  end  of 
the  sluice  gates  is  the  gate  for  the  lock;  it  is  26.25  ^^^^  ^*'^^^  and  16  feet  high,  and  is 
lowered  when  the  water  is  let  off.  AH  sluice  gates,  with  the  exception  of  the  latler, 
can  be  motor  operated.  On  the  dow^nstream  side  of  the  gates  is  a  gallery  from 
which  they  are  operated  by  hand. 

Turbines  and  Generators.   The  turbine  chambers  arc  located  between  ihe  gates 
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and  the  generating  room,  the  roof  being  flush  with  the  street  and  made  of  reinforced 
concrete.  There  are  installed  three  twin  inward-flow  Voith  turbines,  mounted  on  a 
horizontal  shaft,  each  having  an  output,  with  a  water  consumption  of  785  cubic  feet 
and  a  head  of  26  feet,  1887  HP.  at  150  R.P.M.  Each  twin  turbine  has  its  own  draft 
tube;  the  two  of  a  complete  unit  join  into  a  single  draft  tube,  which  is  part  of  the 
foundation,  and  discharge  into  the  tailrace. 

During  the  greater  part  of  the  year  there  is  surplus  water,  to  utilize  which,a  224-HP. 
twin  turbine,  consuming  100  cubic  feet  of  water  per  second,  making  300  R.P.M.,  has 
been  installed.  The  generator  of  this  turbine  is  a  three-phase,  5000-volt,  so-cycle 
machine,  designed  for  an  output  of  210  K.W.  at  a  p)ower  factor  of  0.9.  To  the  unit 
there  is  coupled  a  no- volt  exciter.  The  operation  of  this  set  is  kept  independent 
from  the  remainder  of  the  plant,  as  it  supplies  energy  for  the  city  of  Moosburg. 
However,  provision  is  made  so  that  in  case  of  emergency  it  can  be  joined  in  parallel 
with  the  rest  of  the  plant,  as  will  be  seen  below. 

The  control  of  each  of  the  main  turbine  sets  is  accomplished  by  an  oil-actuated, 
hydraulic  governor,  located  in  the  generating  room.  The  oil  is  supplied  at  295- 
pound  pressure  by  pumps  operated  from  the  turbine  shafts.  The  oil  piping  of  the 
different  pumps  is  interconnected  so  that  one  may  assist  another.  For  synchronizing 
the  generators,  the  governors  are  equipped  with  small  motors,  controlled  from  the 
main  switchboard. 

The  turbine  shafts  are  rigidly  coupled  to  those  of  the  three-phase  alternators, 
which  are  of  the  revolving-field,  5000-volt,  50-cycle  type.  With  unity  power  factor 
the  output  of  each  generator  is  1400  K.W.  Overhanging  on  each  shaft  is  mounted 
a  17.5-K.W.,  1 10- volt  exciter. 

To  accommodate  the  type  of  turbine  generator  installed,  the  floor  had  to  be 
placed  about  21  feet  below  the  ground  level,  which  is  about  3.5  feet  above  the  high- 
water  level  in  the  tailrace,  thus  placing  the  bottom  of  the  generator  pit  some  6  feet 
beneath  the  high-water  level.  To  prevent  seepage  from  entering  the  generator  pits, 
and  also  the  trenches  for  the  generator  leads  to  the  switchboard,  they  are  lined  with 
steel  plates.  For  the  same  reason,  the  generator  leads  are  taken  off  from  the  upper 
part  of  the  armature  and  passed  through  a  column  to  the  trenches  leading  to  the 
switchboard. 

Switch  Gear.  The  three  main  generators  feed  energy  into  one  bus-bar  system, 
connected  at  each  end  to  transformers.  Between  the  junctions  are  sectionalizing 
switches,  thus  keeping  the  two  outgoing  lines  to  Munich  entirely  separate.  All 
switching  is  done  on  the  5000-volt  side,  there  being  no  high-tension  bus-bars. 

For  each  outgoing  line  there  is  one  three-phase  transformer  of  2000-K.V.A. 
rating  for  increasing  the  E.M.F.  from  5000  to  50,000  volts.  They  are  of  the  Siemens- 
Schuckert,  oil-insulated,  water-circulated  type.  By  using  60  cubic  feet  of  cooling 
water  per  hour,  with  the  transformers  under  full  load,  the  temperature  of  the  oil 
surface  is  95®  F.  above  that  of  the  incoming  water.  The  efficiency  at  full  load  is 
98  per  cent.  The  ohmic  resistance  drop  is  0.95  per  cent,  while  the  impedance  drop 
at  full  load  current  is  3.5  per  cent. 

The  secondary  windings  of  the  transformers  are  split  up  into  sections  with  the 
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leads  brought  outside,  so  that  they  can  be  readily  changed  from  star  to  delta  con- 
nection for  giving  a  2 5, coo- volt  transformation  if  desired. 

The  transformer  casings  are  made  of  steel  plates,  and  rest  on  rollers  and  tracks, 
whereby  they  can  be  shifted  to  the  generating  room  and  there  handled  by  a  16-ton 
overhead  crane  for  repairs.     Each  transformer,  when  filled  with  oil,  weighs  1 1  tons. 

A  novel  feature  connected  with  the  transformer,  and  of  especial  value  to  hydraulic 
plants,  is  the  utilization  of  the  circulating  water  of  the  transformers  for  heating  the 
various  rooms  of  the  plant. 


Fig.  4. — Wall  Outlet,  50,000-volt  Transmission  System,  Uppenbom,  Germany. 

The  water  for  cooling  the  transformers,  as  well  as  that  for  the  water  flow  grounders 
and  for  drinking  purposes,  is  supplied  by  a  5-HP.  centrifugal  pump,  which  delivers 
to  an  elevated  tank.  The  pump  works  automatically  between  the  limits  of  45  pounds 
and  75  pounds.  Use  is  made  of  a  3-HP.  auxiliary  pump  when  the  cooling  water  of 
the  transformers  is  utilized  for  heating  purposes.  Another  pump  removes  possible 
seepage.  ^ 

In  front  of  the  switchboard  is  a  controlling  bench  from  where  the  generator 
room  is  readily  overlooked.  It  contains  all  levers  and  wheels  on  the  flat  surface,  while 
the  instruments  are  mounted  on  the  incline.  From  this  desk,  the  attendant  starts 
the  turbines  by  means  of  the  motors  on  the  sluice  gates.  Moreover  the  field  and 
speed  control,  synchronizing  as  well  as  loading  the  generators,  is  done  from  this 
point  without  the  attendant  losing  sight  of  the  generating  room. 

The  switchboard  is  made  up  of  several  panels,  four  for  generators  and  three  for 
the  outgoing  lines.  All  are  of  the  wagon  panel  type  of  the  Allgemeine  Elektricit^ts 
Gesellschaft,  consisting  of  a  small  carriage  resting  on  wheels  upon  the  steel  framework 
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of  the  switchboard.  The  advantage  of  the  wagon  panel  system  is  that  the  panel 
with  equipment  can  be  readily  withdrawn  for  inspection  and  repair.  The  electrical 
connections  are  made  by  copper  clips  on  the  back  of  the  carriage,  which  is  done  by 
sliding  in  the  wagon  panel.  Each  generator  panel  contains  an  oil  switch  provided 
with  an  overload  and  reverse  current  time-limit  relay,  which  can  be  operated  by 
hand  wheel  on  the  panel  or  by  a  pilot  switch  on  the  controlling  bench.  The  two 
series  transformers  for  the  relays  and  one  for  the  ammeter  are  also  placed  in  the 
carriage,  while  the  switch  indicators  are  located  on  the  controlling  bench.  There 
is  also  a  small  three-phase  transformer  for  the  synchronism  indicator  and  one 
for  the  wattmeter;  the  instruments  themselves  are  placed  on  the  controlling 
bench. 

The  individual  equipment  of  the  carriages  are  disconnected  by  small  switches 
placed  in  a  row  on  the  switchboard  front.  Each  of  the  transformer  panels  contains 
an  oil-switch  with  an  excess-current  cut-out  and  a  wire  break  relay;  three  series 
transformers;  one  ammeter  and  its  transformer;  one  potential  transformer,  and  two 
dry  elements  for  the  wire  break  relay. 

Lightning  Protection.  In  the  power  house,  as  well  as  the  substations,  there  are 
very  extensive  systems  for  protecting  against  lightning.  The  equipment  in  the 
power  house  is  as  follows:  For  direct  lightning  strokes  there  is  placed  at  each  phase- 
lead  a  horn-gap  of  nine-sixteenths  inch,  connected  to  large  water  rheostats,  located 
in  an  annex  of  the  power  house.  In  the  upper  floor  of  the  switching  rooms  are  four 
choke  coils  connected  in  series,  each  preceded  by  a  horn  gap.  Between  these  and 
the  transformer  is  a  coil  known  as  the  generator  choke  coil,  which  is  also  provided 
with  a  horn  gap.  All  the  gaps  for  each  phase  lead  (2.25-inch  setting)  have  a  common 
ground.  To  the  grounding  device  is  connected  an  oil  rheostat  to  prevent  the  genera- 
tor current  from  following  the  lightning  stroke.  To  take  care  of  light  surges,  water- 
flow  grounders  are  installed. 

To  equalize  the  pressure  between  the  phases,  there  are  three  horn  spark-gaps 
connected  in  "star"  to  the  middle  point  of  the  transformers. 

It  might  be  of  interest  to  state  that  the  waterflow  grounders  are  designed  to  carry 
ofiF  from  o.i  ampere  to  0.15  ampere,  according  to  the  chemical  composition  of  the 
water.  This  means  that  a  three-phase  grounder  leads  off  9  K.W.  and  the  power 
for  four  grounders  amounts  to  36  K.W.,  which  is  less  than  i  per  cent  of  the  power  to 
be  transmitted.     The  water  is  supplied  by  two  centrifugal  pumps. 

The  horn-gaps, of  which  there  are  five  per  phase,  are  spaced  8  inches  apart, between 
which  are  double  asbestos  partitions  7.8  feet  high.  As  they  are  located  on  the  upper 
floor  of  the  switching  rooms,  the  roof  and  roof-truss  over  the  horn-gap  room  is  lined 
with  cork  plates  covered  with  incombustible  material. 

As  stated,  the  210-K.V.A.  generator,  supplying  5000  volts  for  the  city  of  Moosburg, 
is,  under  ordinary  conditions,  operated  independently  of  the  rest  of  the  plant  by 
means  of  sectionalizing  switches  in  the  bus-bars.  The  energy  is  conveyed  by  means 
of  a  cable  running  along  the  headrace.  At  the  attendant's  house,  near  the  dam,  a 
tap  is  made  to  feed  a  30-K.W.,  5000- volt  to  no- volt  transformer  for  operating  the 
sluice  gates. 
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Instilators.  All  station  insulators  for  50,000  volts  are  made  up  of  three  corrugated 
cylindrical  porcelain  sections,  held  together  by  a  mechanical  screw  coupling.  The 
height  over  all  is  11.5  inches;  the  diameter  of  the  lower  section  is  5.5  inches,  and  that 
of  the  remainder,  3.75  inches.  The  design  is  such  that  the  total  porcelain  thickness 
between  the  metal  couplings  is  2.25  inches,  while  the  surface  leakage  path  is  23  inchest 
The  corrugations  have  the  effect  of  making  the  high  pressure  noticeable  by  loud, 
hissing,  dark  discharges,  without  measurable  loss.  These  insulators  are  placed  at 
least  20  inches  apart,  while  those  carrying  ground  connections  are  spaced  not  less 
than  12  inches  apart. 

The  high-tension  wall  outlets  on  the  main  as  well  as  on  the  substations  are  of  the 
design  seen  in  Fig.  4.     An  outlet  consists  of  two  concentric  corrugated  porcelain 
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Fig.  5. — ^Type  of  Insulators.     Uppenbom  Transmission  System,  Germany. 


bushings  cemented  together,  which  in  turn  are  cemented  in  the  bell-shaped  end  of 
a  tile  cylinder  16  inches  in  diameter.  As  the  radius  of  the  line  conductor  is  only 
3.5  mm.,  it  was  thought  advisable  to  increase  its  diameter  artificially  by  placing  a 
brass  tube  85  mm.  (3^  inches),  around  the  conductor,  thus  cutting  down  any  arcing 
effects  due  to  brush  discharges.  Although  the  distance  between  line  and  ground 
is  reduced,  the  arcing  effects  arc  no  more  noticeable. 

Transmission  System.  The  transmission  system  is  32  miles  long,  and  calculated 
to  transmit  4000  K.W.  at  50,000  volts,  for  which  purpose  two  separate  transmission 
lines  were  installed.  The  conductors  consist  of  a  seven-strand  cable,  16  square  mm. 
in  cross  section,  and  spaced  4.6  feet  on  a  leg.  Under  normal  operation  both  circuits 
are  alive,  and  under  this  condition  the  total  resistance  drop  is  about  1 100  volts,  and 
the  reactance  drop  430  volts.  The  power  factor  at  the  power  house  is  0.95,  while  at 
the  substation  it  is  unity.     This  difference  is  due  to  the  charging  current. 
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As  will  be  seen  in  Fig.  5,  there  are  two  different  kinds  and  manufacture  of  line 
insulators;  both  are  of  the  three- petticoat,  two-piece  type,  glazed  together  in  the 
manufacture.  The  insulator  shown  at  the  right  hand  is  9  inches  high,  the  head 
being  8.75  inches  in  diameter.  The  other  is  10.25  inches  high,  the  head  being 
9.5  inches  in  diameter. 

Before  the  contracts  for  the  transmission  structures  were  let,  tests  were  con- 
ducted on  (i)  wooden  A-frame  structure;  (2)  steel  tube  poles;  (3)  Mannesmann 
tiibe  poles;  (4)  latticed  tower  of  angle  iron;  (5)  I-beam  A-frame. 

The  following  table  gives  a  comparison  of  the  tests  on  the  above  structures, 
together  with  the  price  in  marks.  The  structures  are  tabulated  successively,  as 
above  numbered;  the  data  are  expressed  in  the  metric  system  and  serve  for  ready 
comparison. 


Safe  load  in  kilograms 

Cost,  including  two  arms,  in  marks. 


100 
35- 20 


1800 
40.35 


2200 
45.20 


870 
80.70 


1800 
40.00 


It  will  be  noticed  that  the  wooden  structure  was  not  favorable,  especially  as  the 
line  passes  through  marshes,  and  the  life  of  a  wooden  structure  is  short.  The 
I-beam  structure  outstripped  the  others  regarding  safe  load  and  price,  which  is  the 
reason  why  these  poles  were  adopted. 

The  standard  poles  are  23  feet  high  to  the  lower  insulators.  The  standard  spac- 
ing is  about  165  feet.  The  two  parallel  poles  are  spaced  about  13  feet  apart;  they 
are  embedded  in  concrete  blocks  about  5  feet  deep.  Each  pole  is  made  up  of 
two  5.s-inch  I-beams;  for  present  conductors,  3.5-inch  I-beams  would  have  suf- 
ficed, but  as  in  the  future  new  plants  will  be  added  heavier  line  conductors  were 
employed. 

There  is  a  total  of  2260  towers,  which  were  erected  by  two  gangs,  each  consisting 
of  40  men  capable  of  erecting,  on  the  average,  20  towers  per  day.  As  nearly  the  whole 
course  follows  the  river  Isar,  all  of  the  material  was  convenientl  transported  on 
boats. 

There  are  only  a  few  special  structures  throughout  the  whole  line.  Wherever 
the  transmission  line  crosses  a  telephone  line  higher  poles  are  chosen.  No  guard  or 
net  wiring  is  employed.  In  one  instance  a  special  lattice  girder  construction  was 
erected  for  crossing  the  State  telephone  system.  The  line  crosses  the  Isar  three  times, 
and  at  these  points  special  angle-iron  lattice-constructed  towers  are  made  use  of  to 
carry  spans  of  365  feet.  For  these  spans,  instead  of  copper,  bronze  conductors  of 
29  sq.  mm.  were  used.  The  poles  are  grounded  by  a  12-inch  by  12-inch  plate;  ail 
poles  are  interconnected  electrically  by  an  iron  wire. 

The  whole  line  is  transposed  three  times,  thus  dividing  the  line  into  four  sections, 
to  nullify  the  electrostatic  and  inductive  effect  on  the  telephone  line.  The  last 
transposition  brings  the  phase  leads  into  their  original  position. 
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Section  House.  Midway  between  the  power  house  and  Munich,  at  Achering,  there 
is  a  lightning-arrester  station,  through  which  the  circuits  pass.  This  station  is 
divided  up  into  two  separate  rooms,  one  for  each  circuit.  Here  are  located  three 
horn-gaps  with  2-inch  setting;  they  are  6  feet  apart,  separated  by  double  asbestos 
partitions.  Each  phase  lead  is  connected  to  a  5000-ohm  rheostat  submerged  in  oil 
and  then  grounded  by  plates  connected  to  the  ground  wires  of  the  towers.  Section 
switches  are  placed  between  the  lines  and  horn-gaps,  so  that  the  latter  can  readily 


Fig.   10. — Siemens-Schuckcrt  Wagon  Panel. 


be  cut  out.  Line  section-switches  are  placed  at  intervals  of  0.6  mile  in  order  to 
facilitate  the  localization  of  faults. 

The  four  sections  are  watched  by  four  patrolmen,  each  covering  twice  daily  eight 
miles.  After  a  quarter  year  of  operation  it  was  found  more  economical  to  replace 
the  four  patrolmen  by  two  men  mounted  on  motor-cycles. 

The  lightning-arrester  station  has  two  telephones,  one  for  each  transmission  Hne. 
They  are  carried  on  the  towers  of  the  transmission  line  about  3.5  feet  below  the 
lowest  conductor.  The  telephone  lines  are  transposed  every  650  feet  to  counter- 
balance any  inductive  effects. 
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Substation.  Energy  is  received  at  the  end  of  the  line  at  the  Hirschau  transformer 
station  at  about  48,000  volts,  the  E.M.F-  being  then  transformed  to  5000.  The 
lines  enter  ihe  substation  with  protection  devices  similar  to  those  at  the  power  house, 
and  feed  into  the  two  three-phase  transformers.  On  the  secondary  side  is  a  5000- 
volt  biis*bar  system,  divided  into  two  sections  by  sectionalizing  switches*  From 
here  three  connections  arc  made  to  the  already  existing  distributing  system  in  the 
city  of  Munich. 

The  transformer  station  is  seen  in  Fig,  6,  The  adjacent  small  building  contains 
protecting  apparatus  for  direct  lightning  strokes.     The  architecture  of  the  buildings, 
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FiO-  II. — Horn  Gaps  and  Water  Rheostats  in  Lightning  Arrester  House  at  Substation,  Hir- 
schau, Germany. 


particularly  that  of  the  larger  one,  is  that  of  a  south  Bavarian  farmhouse.  It  is  built 
op  of  bricks  to  which  stucco  is  applied.  On  the  ground  floor  it  contains  the  trans- 
formers^ 5000- volt  switching  aj^paratus  and  water  flow  grounders.  On  the  second 
floor  are  the  generator  choke  coib,  placed  in  oil;  choke  coils  and  oil  rheostats.  On 
ihc  upper  floor^  directly  above  the  choke  colls,  ^xe  the  horn-gap  arresters. 

The  iransformcrs  are  of  the  Siomens-Schuckert  type,  similar  to  those  installed 
in  the  power  house.  Each  is  located  in  a  room  separated  by  an  inspection  or  repair 
rcKJm,    They  rest  on  rollers  and  tracks  and  can  readily  be  moved. 

The  switchboard  In  the  substation  is  also  of  the  wagon  panel  type  of  Siemens- 
Schuckerl  cnake,  and  differs  from  the  previously  described  one  in  that  the  wagon  ts  a 
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whole  panel  running  on  tracks  in  the  floor  of  the  switching  room.  Each  wagon 
contains  an  oil  switch  operated  by  hand,  provided  with  an  overload  relay  and  one 
ammeter  with  its  transformer. 

There  is  a  7-K.W.,  5000/ no- volt,  three-phase  transformer  to  supply  energy  for 
the  operation  of  two  centrifugal  pumps,  for  circulating  the  cooling  water  of  the 
transformers,  and  for  water-flow  grounders,  rheostats,  etc.  This  transformer  also 
supplies  energy  to  a  i-K.W.  motor  generator  set,  assisted  by  a  30- volt  battery  of 
81  ampere-hour  rating,  to  light  the  station. 

Telephones.  The  transformer  station  is  connected  to  all  stations  and  substations 
with  which  it  runs  in  parallel  by  private  and  local  telephones  and  with  the  main 
generating  station  in  three  different  ways.  Two  are  the  high-tension  lines  running 
beneath  the  50,000-volt  circuits,  and  the  other  runs  along  the  poles  of  the  long-distance 
state  telephone,  which  is  not  influenced  by  high-tension  lines. 

Special  precaution  is  taken  with  the  high-tension  telephones  to  guard  against  all 
possible  danger.  As  stated,  the  50,000-volt  transmission  lines  are  transposed  twice, 
and  the  telephone  line  every  650  feet.  This  arrangement,  however,  was  not  con- 
sidered perfect.  The  telephone  line  is  carried  on  two-piece,  three-petticoat  insulators 
tested  at  70,000  volts.  The  telephone  is  protected  first  by  small  horn-gap  arresters, 
then  high-pressure  fuses  grounded  with  small  spark  gaps;  next  by  fine  fuses  known 
as  "Bosepatronen,"  grounded  by  two  carbon  telephone  lightning  arresters.  A 
variable  water  rheostat  is  shunted  in  ahead  of  the  Bosepatronen,  and  by  adjusting 
the  electrodes  the  buzzing  effect  of  electrostatic  induction  is  eliminated,  thus  giving 
good  articulation. 

It  was  thought  unsafe  to  connect  the  line  directly  to  the  transmitter,  therefore 
between  the  latter  and  the  line  is  cut  in  a  microphone-telephone,  which  is  connected 
to  the  transmitter  by  pressed  paper  tubes.  The  receivers  are  connected  to  the 
telephone  by  flexible  tubes. 

Cost.  The  table  below  expressed  in  marks  gives  comparative  figures  of  the 
entire  system,  which  totalizes  approximately  $800,000. 


Items 

Marks. 

1.  Main  dam 

2.  Regulating  gates 

3.  Headrace  and  turbine  substructure       .    ...    

855.523  06 

138,124.64 

1,065,129.04 

86,522.42 

142,393.95 
272,046.57 
464,552.02 

i34»590.38 
42,216.59 
62,939.65 
26,320.23 

4.  Station  sujxjrstructure 

5.  Turbines  and  gates 

6.  Electrical  ecjuipmcnt 

7.  Transmission  system 

8     Transformer  stations 

Q.    Accessories 

10.    Retention  dams,  fish  rights,  etc 

II.    Supervising  charge 

Total 

3»29o,358-55 
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THE   BRUSIO   HYDROELECTRIC  PLANT  AND    ITS  50,00(>-VOLT  SWISS-ITALIAN 

TRANSMISSION   SYSTEM.* 

The  largest  and  most  recent  hydroelectric  installation  in  continental  Europe  is 
that  at  Brusio  in  Campocologna  (Granbiinden),  the  southeastern  corner  of  Switzer- 
land. Some  315s  feet  above  sea  level,  bordered  by  the  slopes  of  the  Bernian  Moun- 
tains, lies  the  lake  of  Poschiavo.  This  lake  receives,  among  others,  the  waters  of 
the  River  Poschiavino  and  its  tributaries  as  well  as  those  of  the  River  Cavagliasco, 
which  in  turn  collects  the  waters  of  the  glaciers  Cambrena  and  Palii.  The  total 
drainage  area  which  feeds  this  lake  is  75  square  miles.  The  area  of  the  lake  is 
0.77  square  mile,  and  the  greatest  depth  is  260  feet. 

Owing  to  the  high  altitude  of  the  lake,  the  water  supply  in  the  winter  time  is 
considerably  less  than  during  other  seasons,  consequently  the  equipment  of  the 
plant  with  proper  regulating  devices  became  very  essential.  Therefore  one  of  the 
foremost  requirements  consisted  in  damming  the  lake  at  its  outlet,  where  the  River 
Poschiavino  continues,  so  that  the  water  level  of  the  lake  may  be  raised  3.3  feet  above 
the  normal,  and  lowered  by  siphoning,  as  much  as  24.3  feet  below  the  normal  leyel, 
thus  providing  a  natural  reservoir,  giving  a  reserve  water  supply  of  520,000,000  cubic 
feet. 

The  headrace  leading  from  the  lake  is  carried  to  Monte  Scala,  a  distance  of  3.25 
miles,  where  a  collecting  basin  is  provided  by  a  tunnel  through  the  mountain  at  a 
considerable  depth. 

The  power  plant  is  located  at  Campocologna,  receiving  the  water  through  pen- 
stocks from  the  collecting  basin  under  a  head  of  1300  feet.  Current  is  generated  at 
7000  volts  and  transmitted  through  a  tunnel  across  the  boundary  into  Italy,  where, 
at  a  substation  in  Pittamala,  the  voltage  is  stepped  up  to  50,000  for  use  by  the 
Societa  Lombarda,  an  Italian  distributing  company,  to  work  in  parallel  with  their 
well-known  stations  in  Vizzola  and  Castellanza.  This  company  guarantees  the 
use  of  16,000  K.W.  From  the  power  plant  itself  several  aerial  lilies  transmit  current 
to  various  other  consumers  in  Switzerland,  and  among  them  it  will  assist  a  small 
power  plant,  still  under  construction  at  Saiento. 

The  50,000-volt  transmission  line,  from  Pittamala  to  the  substation  at  Lomazzo, 
is  88.5  miles  in  length  and  consists  of  two  independent  lines.  A  20,000- volt  trans- 
mission line  branches  oflF  northward  to  Como  from  the  station  at  Lomazzo,  running 
a  distance  of  30  miles.  An  ii,ooo-volt  line  runs  southward  8.5  miles  to  the  steam- 
power  plant  at  Castellanza  for  assisting  or  drawing  current  from  same.  The  bulk 
of  the  current  is  used  in  spinning  and  weaving  mills,  which  begin  operations  at 
7  A.M.;  reaching  the  maximum  in  a  half  hour,  the  load  remains  steady  up  to 
12  o'clock  noon,  dropping  in  thirty  minutes  to  a  few  hundred  kilowatts  and  again 
reaching  the  maximum  at  i  p.m.,  where  it  remains  up  to  7  p.m.  During  the  night 
only  2000  K.W.  are  necessary. 

The  entire  hydroelectric  development  and  transmission  system  is  considered  the 

^  Author's  article,  Electrical  Review,  Aug.  8  and  15,  1908.  Based  on  data  submitted  by  the  Design- 
ing and  Constructing  Engineers. 
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most  up-to-date  in  Europe,  embodying  many  excellent  examples  of  modern  European 
practice. 

Siphon  System.  As  the  level  of  the  water  in  the  lake  will  vary  in  the  neigh- 
borhood of  30  feet,  the  headrace  tunnel  is  located  32.8  feet  below  the  normal  water 
level.  It  was  not  advisable  to  connect  the  tunnel  directly  with  the  bed  of  the  lake, 
therefore  a  siphon  was  installed.  For  this  purpose  a  shaft  was  sunk  about  75  feet 
from  the  water's  edge  and  carried  7.4  feet  below  the  low-water  level.  The  shaft  is 
12  feet  in  diameter,  and  the  portion  below  water  level  was  built  under  air  pressure. 
From  this  shaft,  the  headrace  or  supply  tunnel,  having  a  diameter  of  8.9  feet  at 
this  point,  leads  to  the  collecting  basin. 

The  lake  is  connected  to  this  shaft  by  means  of  a  siphon  tube  6.5  feet  in  diameter 
and  270  feet  horizontal  length  or  body.  The  suction  leg  is  26  feet  long,  provided  with 
a  screen  and  butterfly  valve,  while  the  discharge  leg  is  27.7  feet  long.  The  latter  is 
provided  at  its  bottom  end  with  a  disk  valve  for  regulating  the  flow  of  water.  The 
tube  has  a  pitch  of  5  feet  in  1000,  and  is  provided  at  its  highest  point  with  nozzles;  one 
being  35  inches  in  diameter,  connected  to  a  double-stage  air-pump  for  starting  the 
siphon,  and  the  other,  an  8-inch  connection  for  a  centrifugal  pump,  which  is  used  for 
cleaning  the  siphon  tube,  and  particularly  the  screen.  Instead  of  using  the  air- 
pump  for  starting,  the  centrifugal  pump  may  be  called  upon,  in  which  case  both 
butterfly  and  disk  valve  are  first  closed.  Since  about  180  feet  of  the  horizontal  length 
of  the  siphon  is  located  in  the  lake  under  the  normal  level,  this  portion  of  the  tube, 
made  in  sections  of  36  feet,  was  fitted  at  its  ends  with  blank  flanges,  and  then  floated 
to  its  position  between  piles  and  anchored  to  the  framework  of  the  piling.  The  final 
flange  connections  were  made  by  divers. 

Secondary  Water  Supply.  For  the  purpose  of  damming  the  water  in  the  lake,  six 
sluice  gates  were  built  at  the  outlet,  five  of  these  being  13.12  feet  wide,  and  one  being 
6.56  feet  wide.  The  smaller  one,  which  is  located  lower  than  the  others,  is  used  for 
passing  sand  and  gravel.  Located  at  right  angles  to  the  dam  or  sluice  gates,  is  a  small 
basin  provided  with  a  screen.  A  33-inch  pipe,  provided  with  a  gate,  leads  from  this 
basin  to  the  headrace  tunnel,  800  feet  below,  where  a  shaft  was  sunk  to  receive  the 
pipe;  this  arrangement,  constituting  a  second  water  supply,  was  utilized  in  order  to 
start  the  plant  at  an  early  date.  The  size  of  this  pipe  was  so  chosen,  that  it  might 
later  be  used  as  one  of  the  penstocks  leading  from  the  collecting  basin  to  the  power 
house.  This  pipe  by-passed  the  upper  section  of  the  headrace  tunnel  and  the  siphon 
system,  and  furnished  the  water  supply  during  construction  pending  the  securing  of 
necessary  concessions. 

Headrace.  The  headrace  is  17,056  feet  long,  4920  feet  running  through  moraine 
(a  formation  similar  to  landslides),  and  the  remainder  through  gneiss.  A  portion  of 
tLe  tunnel,  near  the  collecting  basin,  lies  about  100  feet  deep,  while  the  greatest  por- 
tion of  its  length  lies  some  425  feet  beneath  the  surface.  With  that  portion  of  thj 
tunnel  lying  at  the  greatest  depth,  and  running  through  the  gneiss  formation,  no 
difficulty  was  experienced  from  seepage  or  air  leakage,  while  in  the  portion  nearest 
the  surface,  and  where  the  tunnel  runs  through  moraine,  such  difiiculty  was  experi- 
enced.    For  the  purpose  of  draining  the  seepage  water  and  discharging  the  air, 
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II  lateral  tunnels  were  cut,  having  their  outlet  at  the  nearest  point  on  the  mountain 
slope. 

The  tunnel,  where  cut  through  the  rock,  was  lined  with  concrete  to  a  point  above 
the  water-line,  while  a  portion  of  the  tunnel  above  the  water  was  left  unlined.  Where 
the  tunnel  runs  through  the  loose  earth  (moraine),  it  is  constructed  partly  of  con- 
crete and  partly  of  reinforced  concrete;  and  where  it  was  cut  through  the  rock,  pneu- 
matic drills  running  on  tracks  were  employed.  For  this  purpose,  and  for  lighting,  a 
temporary  power  plant  was  installed,  utilizing  the  fall  of  the  Sajento  River.  The 
headrace  was  constructed  of  a  wooden  flume  910  feet  long  and  a  12-inch  steel  penstock. 
A  50-H.P.  turbo-generator,  giving  4000  volts,  was  installed;  the  turbine  also  operated 
a  two-step  compressor  supplying  air  at  90  pounds  pressure  through  two  main  pipe 
lines. 

At  three  of  the  seepage-discharge  tunnels,  ventilators  were  installed  during  con- 
struction, while  at  the  remainder,  ventilation  was  produced  by  means  of  branches 
from  the  compressed-air  lines.  Leading  to  the  mouths  of  the  seepage-discharge 
tunnels,  Nos.  6  and  9, 1000  to  1500  feet  above  the  valley,  were  electrical  cable  trans- 
portation lines. 

At  seepage-discharge  tunnel  No.  2,  near  the  lake,  an  overflow  system  is  provided 
with  a  sand  and  gravel  trap. 

The  entire  tunnel,  which  is  egg-shaped  with  a  flat  bottom,  has  a  slope  of  2  feet 
in  1000,  and  has  a  sectional  area  of  53.5  square  feet.  The  average  velocity  of  the 
water  in  the  tunnel,  when  partly  filled,  is  6.5  feet  per  second.  Should  the  possibility 
arise  that  in  the  future  the  tunnel  should  be  used  as  a  pressure  tunnel,  for  which  pro- 
vision has  been  made,  the  velocity  of  the  water  will  be  5  feet  per  second. 

As  will  be  noticed  from  the  dimensions  of  the  tunnel  given  above,  the  volume  of 
water  contained  in  same  furnishes  auxiliary  storage  capacity  to  the  collecting  basin. 
Furthermore,  for  a  length  of  one  mile,  the  sectional  area  of  the  tunnel  was  increased, 
and  in  order  to  properly  regulate  the  water  supply  to  the  collecting  basin,  an  additional 
overflow  was  provided  at  seepage-discharge  tunnel  No.  9,  discharging  into  the  above- 
mentioned  Sajento  River.  The  collecting  basin  is  so  dimensioned,  that  with  average 
loads,  the  level  of  the  water  will  be  constant;  while  with  light  loads,  the  level  of  the 
water  will  be  higher;  and  during  the  hours  of  maximum  load,  the  water  level  will  be 
correspondingly  lower. 

Collecting  Basin  and  Penstocks.  The  collecting  basin  is  located  1300  feet  above 
the  valley,  and  is  provided  with  six  penstock  connections  arranged  in  pairs  in  separate 
chambers  provided  with  screens. 

The  usual  practice  of  providing  the  penstocks  with  cut-off"  gates  has  not  been 
followed,  owing  to  the  sudden  rise  and  fall  of  the  water.  An  automatic  float  arrange- 
ment for  signaling  the  attendant  was  installed,  operating  by  releasing  a  pawl  and  a 
magnet  clutch,  and  allowing  a  flap  gate  to  close. 

About  100  feet  from  the  collecting  basin  is  a  gate  through  which  pass  the  six  pen- 
stocks. At  the  headgates,  they  have  a  diameter  of  33.5  inches,  and  owing  to  the 
high  head  (1380  feet),  considerable  material  was  saved  by  reducing  the  diameter  at  the 
power  house  to  29.5  inches,  by  telescoping  certain  sections  of  the  penstocks,  thus 
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giving  at  its  lower  end,  a  water  velocity  of  11.5  feet  per  second*  The  penstocks  are 
made  up  of  rolled  steel,  in  sections  39.36  feet  in  length.  The  heaviest  material 
employed  is  seven-eighths  inch.  The  sections  are  bolted  together  by  the  use  of 
movable  flanges.  As  will  be  seen  in  Fig.  i,  the  penstocks  run  down  the  mountain 
slojie  at  various  angles,  and  are  anchored  in  solid  concrete  blocks,  there  being  ten 
anchorages.  Betw^een  these  anchorages  the  penstocks  rest  on  concrete  piers^  the 
expansion  being  provided  for  by  the  use  of  slip  expansion  joints.  At  the  beadgates 
(Fig*  3),  each  penstock  is  provided  with  a  vent  pipe  about  45  feet  high. 


Fig.  2.— Oate  House  for  Penstocks ^  Brusb  Plant,  Swiixerland. 


SlP^nage  gates  are  provided  at  the  lower  ends  of  the  penstocks,  for  draining  into 
Sr  tailrace.  Here  the  six  penstocks  are  interconnected  by  a  cross  pipe  having  two 
outlets,  one  leading  to  the  exciters,  and  the  other  being  provided  with  a  safety  device 
so  that  in  case  of  excess  pressure,  the  "  bursting  plate  "  gives  way  and  relieves  the 
^nstocks.  This  cross-pipe  connection  also  serves  the  purpose  of  maintaining  a 
ruitiform  circulation.  There  are  at  present  installed,  corresponding  to  the  main  turbo- 
units^  6%'^  penstocks.  For  hoisting  the  penstocks  and  other  materials  during  con- 
$tniction,  an  dectrically  operated  cable  road  was  installed.  The  drum  and  motor  are 
■  located  in  an  annex  to  the  gate- house  near  the  collecting  basin. 
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Power  House.  The  power  house  is  located  at  Campocologna  alongside  the  river 
Poschiavino.  The  main  generator  room  is  342  feet  long  by  56.4  feet  wide.  At  the 
side,  there  is  a  single  story  switch  annex  31 1.5  feet  long  by  10.75  ^^^^  wide,  with  a 
three-story  central  section  for  offices. 

Owing  to  the  typography,  heavy  retaining  walls  were  required,  with  deep  and 
expensive  building  foundations.  Up  to  the  main  generating  room  floor,  the  building 
is  of  concrete,  while  the  superstructure  is  of  quarried  stone  and  tile.  The  roof  con- 
struction is  expensive  and  is  as  follows:  Between  I-beam  purlins,  are  large  tile  blocks 
the  undersides  of  which  are  glazed,  to  form  a  finished  ceiling.  These  are  covered  with 
a  one-eighth-inch  layer  of  cement  over  which  are  spread  three  layers  of  so-called  wood- 
cement  (sawdust  and  cement),  between  each  of  which  is  laid  a  layer  of  paper.  Above 
the  layers  of  wood  cement  are  reinforced  concrete  slabs,  an  air  space  of  two  and 
three-eighths  inches  being  left  between  these  slabs  and  the  wood  cement.  These 
precautions  have  been  taken  on  account  of  the  extreme  heat  in  the  summer  time. 

The  building  accommodates  12  main  units,  each  of  3000  to  3500  K.W.  capacity, 
and  4  exciter  units  of  250  HP.  each.  Ten  of  the  main  units  arc  at  present  installed. 
A  25-ton  electrically  operated  crane  serves  the  entire  generating  room. 

Turbo-Generator  Units.  There  are  two  difl"erent  types  of  turbines  installed  —  the 
impulse  wheel  of  Escher  Wyss  &  Co.,  of  which  there  arc  at  present  ten  installed, 
eight  main  and  two  exciter  turbines;  and  the  Girard  turbine  with  partial  admission, 
of  Picard,  Pictet  &  Co.,  of  which  there  are  at  present  installed  two  main  and  two 
exciter  turbines.  The  main  turbines  (3000  K.W.)  run  at  a  speed  of  375  R.P.M.  and 
the  exciters  (150  K.W.)  at  430  R.P.M.,  and  operate  under  a  head  of  1300  feet.  The 
turbines  are  direct-connected  to  the  water  wheels  by  flexible  insulated  couplings  of 
the  Zodel-Voith  type. 

The  generators  are  3000-K.W.,  three-phase,  50-cycle,  7000- volt  machines,  and  are 
designed  for  an  overload  capacity  of  25  per  cent.  They  are  of  the  i6-pole,  revolving 
field  type.  The  poles  are  cast  directly  to  the  field  ring.  The  stator  is  made  in  halves, 
and  has  a  bore  of  10  feet  2  inches,  the  width  being  3  feet  7  inches.  The  bed  plate  is 
inade  in  two  sections,  with  the  bearings  cast  on. 

The  Elektrizitats  Gesellschaft  Alioth,  Miinchenstein-Basel,  Switzerland,  manu- 
facturers of  the  generators,  who  installed  also  the  entire  electrical  equipment,  guaran- 
tee the  efl&ciencies  as  follows: 


Load. 

Power  factor, 
Cos  <^  =    I.  . 

Cos  4>  =  0.7. 

Per  cent. 

0.25 

0.75 
1. 00 

1.25 

Per  cent. 

93.5 
95-0 
96.0 

96.5 

Per  cent. 

92.0 
93-5 
94.5 
95- 0 

The  four  exciters  are  of  the  6-pole,  115-volt,  shunt- wound  type.  They  develop 
^50  K.W.  at  450  R.P.M.  Each  exciter  serves  four  generators,  with  twenty-five  per 
c^ut  overload. 
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Switchgear*  Contrary  lo  the  usual  practice  of  centralizing  the  switchgear,  because 
it  was  thought  best  for  ihc  convenience  of  operation  and  a  material  decrease  in  first 
cost  and  simplirication  of  the  wiring  syj^tem,  each  generator  has  its  own  switchboard. 
As  will  be  seen  in  Fig.  4,  these  switchboards  are  located  against  the  wall  next  to  the 
swilchroom,  and  directly  opposite  each  gcneraion 

Thus  the  station  is  divided  intu  complete  unit  sys^tems.  However,  to  control  all 
^switchboards  from  one  central  point  an  instrument  column  has  been  installed. 


Fig.  4,^ — Interior  of  Bmsio  Power  Plant. 


The  switchboards  are  of  ornamental  design  and  faced  with  while  marble  slab?* 
All  high  tension  parts  of  the  switchgear  are  located  on  the  opposite  side  of  the  wall 
in  masonry  compartments  fitted  with  corrugated  iron  rolling  shutters.  Each  generator 
switchboard  is  equipped  with  the  following  instruments:  two  vollmeters;  one  syn- 
chroscope; with  phase  lamps;  three  ammeters,  one  for  each  phase;  one  three-pok- 
oil-switch,  W'hich  may  be  operated  by  hand  or  automatically.  There  are,  furttur, 
an  ammeter  on  the  central  column,  a  main  current  rheostat  for  excitation,  and  a 
field  discharge  resistance* 

Owing  to  the  non-centralization  of  the  switchgear  system,  it  was  not  considered 
necessary  to  install  a  double  bus- bar  or  ring  system,  so  common  in  Swiss  practice. 
There  is  one  main  and  one  exciter  bus;  both  systems  are  divided  in  the  middle  by 
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anchored  in  the  middle  and  at  the  ends,  so  that  in  case  of  a  severe  short  circuit  the 
different  phases  will  not  be  thrown  together. 

The  exciter  switchboard  (Fig.  8)  is  located  upon  a  platform  in  the  middle  of 
the  generating  room,  opposite  the  exciters.  It  is  provided  with  four  white  marble 
panels,  one  for  each  exciter,  and  upon  each  are  mounted  a  voltmeter,  ammeter, 
knife-switch,  shunt  rheostat,  and  a  reverse  current  circuit-breaker. 

In  front  of  the  exciter  switchboard  is  the  above  mentioned  central  instrument 
column,  upon  which  are  mounted  the  following  instruments:  an  ammeter,  with 
multiple  throw  switch,  to  read  the  current  of  each  generator;  one  voltmeter,  with 
plugs,  for  each  phase;  two  ammeters,  one  for  each  of  the  outgoing  feeder  systems  of 
the  Socicta  Lombarda,  and  one  hand  wheel,  operating  a  shaft  to  which  are  connected 
the  shunt  rheostats  of  the  four  exciters.  From  this  column  one  attendant  may 
control  the  operation  of  the  entire  plant. 

Current  Supply.  As  previously  stated,  much  of  the  current  generated  is  trans- 
mitted across  the  boundary  line  into  Italy,  and  it  was  deemed  advisable  to  run  duplicate 
circuits  to  the  substation  at  Piattamala.  Since,  however,  the  valley  is  quite  narrow 
and  atmospheric  discharges  arc  of  great  frequency,  a  tunnel  was  built  for  the  purpose 
of  carrying  these  wires  to  the  station. 

The  conductors  leave  the  basement  of  the  switchroom  and  cross  the  River 
Poschiavino  through  a  covered  bridge  (Fig.  i),  where  they  then  enter  the  tunnel 
mentioned.  This  tunnel,  which  runs  to  a  substation,  is  1650  feet  long.  It  is  8.2 
feet  wide  and  9.8  feet  high,  the  top  being  arched. 

Owing  to  the  customs  regulations  between  the  two  countries,  the  tunnel  cannot 
be  entered  from  the  power  house  end.  Entrance  is  obtained,  however,  through  a 
door  visible  from  the  street;  at  the  boundary  line,  the  tunnel  is  closed  off  by  an  iron 
door  separating  the  Italian  and  Swiss  sections. 

The  accompanying  cross  section,  Fig.  9,  illustrates  the  scheme  of  arranging 
the  conductors  in  the  tunnel.  They  consist  of  copper  bars  0.25  square  inch  in 
section,  which  are  carried  on  petticoat  insulators  supported  on  channel  irons  pro- 
jecting from  the  side  walls  of  the  tunnel.  These  channels  are  spaced  longitudinally 
for  4.9  feet,  with  reinforced  concrete  slabs  spanning  them,  forming  partitions  between 
the  conductors.  The  outgoing  7000-volt  feeders  tap  the  middle  of  the  bus-bar 
system,  then  are  carried  on  cither  side  of  the  tunnel  to  the  substation.  For  the 
protection  of  the  customs  officials,  the  circuits  are  fenced  off  by  removable  wire 
netting. 

Step-up  Station,  Piattamala.  This  station  is  built  in  the  shape  of  a  T,  180.5  ^^^ 
long,  68.8  feet  wide,  and  28.2  feet  high,  the  cross  wing  being  92  feet  long  and  42.6  feet 
high.  It  is  designed  to  accommodate  24  single  phase  transformers  having  a  capacity 
of  1250  K.W.  each.  At  present  there  are  thirteen  installed,  with  a  total  normal 
capacity  of  16,250  K.W. 

At  one  end  of  the  transformer  room  is  the  meter  room,  where  the  current  is 
checked  by  the  two  companies.  The  transformers  are  arranged  in  two  rows,  between 
which  are  two  tracks  leading  into  the  inspection  and  repair  room.  This  is  in  the 
middle  of  the  cross  arm  of  the  T,  in  which  there  is  a  lo-ton  traveling  crane.     The 
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transformer  switchboard  rooms  are  directly  behind  each  row  of  transformers.  The 
substation  is  divided  into  two  distinct  sections.  The  outgoing  feeders  leave  the 
building  from  the  third  story  of  the  cross  wing. 


Fig.  io. — Step-up  Transformer  Station,  Piattamala,  Italy. 


The  feeder  h'nes  from  the  power  station  enter  the  substation  from  the  tunnel  on 
the  ground  floor,  as  the  station  is  built  into  the  hillside.  As  two  companies  are 
concerned  in  the  amount  of  current  used,  the  Brusio  C'ompany  supplying  and  the 
Societa  Lombarda  receiving  the  current  for  distribution,  this  room,  on  the  ground 
floor,  is  thoroughly  equi|)ped  with  measuring  instruments,  some  of  which  are  kilowatt 
meters  of  different  makes,  and  are  switched  in  series  in  order  to  check  each  other. 
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The  switches  arc  so  arranged  that  the  current  may  be  thrown  onto  either  row  of 

fcansformers,  from  either  of  the  two  feeder  lines,  or  the  current  from  both  feeders 

ay  be  thrown  on  one  row  of  transformers  only<     The  oil  switches,  in  ihe  meter 

K>m,  are  of  the  remote-control^  hand-operated  type.     It  was  not  deemed  addsable 

inslaU  automatic  switches,  because  a  sudden  cutting  out  ihc  whole  loatl,  which 
light  amount  to  20,000  K,W.,  might  seriously  interfere  with  the  operation  of  the 
^ant,  particularly  the  hydraulic  end. 

Above  the  ai^le,  between  the  two  rows  of  transformers,  and  exiending  the  full 

th  of  the  room,  is  a  mezzanine  floor  carrying  the  feeders  in  two  vertical  rows, 


Fic.  n* — Switch  Room  and  Step-up  Transfarmer  Station,  Piattamala,  Italy, 


^on  either  side  of  the  transformers.     The  phases  of  the  bus-bar  system  are  sepa- 
rated by  concrete  shelves,  the  front  remaining  open.     The  high-tension^  or  50,000- 
Ivoli  bus-bars  run  on  the  mezzanine  floor  above  the  transformer  switchboard  of 
iopcraiing  rooms.     These  bus-bars  arc  arranged  in  horizontal  rows  separated  by 
fconcnie  partitions,  but  not  covered. 

The  transformers  are  of  the  Alioth  water-cooled  oil  type,  a  system  of  water  circu- 
lUtion  from  a  spring,  under  a  head  of  26  feet,  being  provided.  The  efficiency  of  the 
I  transformers  under  actual  test  at  full  load  was  07,5  per  cent^  at  half  load,  96.5  |>er 
[  Ct^nL    The  drop  in  voltage  between  no  load  and  full  load,  with  a  power  factor 
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COS0  =  I,  is  one  per  cent.  With  cos^  =  0.8,  is  2.2  per  cent.  The  greatest  drop  is 
2.8  per  cent. 

Each  transformer  is  contained  in  a  well  ventilated  concrete  compartment,  the 
front  being  provided  with  a  corrugated  iron  rolling  shutter.  The  transformers  are 
provided  with  pinion  wheels,  resting  on  pairs  of  racks,  secured  to  the  floor,  the  transfer 
table  also  being  provided  with  such  racks.  This  device  greatly  facilitates  the  handling 
of  the  transformers,  a  ratchet  being  used  for  moving  them  onto  the  transfer  table,  by 
which  they  are  transported  on  the  track  to  the  inspection  and  repair  room,  where 
the  cores  are  easily  taken  out  by  the  overhead  crane. 

Each  transformer  is  provided  on  the  low-tension  (7000  volts)  side,  with  a  three- 
pole  oil  switch,  while  on  the  high-tension  side  (50,000  volts),  three  oil  switches,  one 
for  each  phase,  are  provided.  These  switches,  interconnected,  are  remote  controlled, 
and  may  be  operated  either  by  hand  or  automatically.  Access  to  the  7000-volt 
switches,  which  are  protected  by  doors,  can  only  be  had  when  the  current  is  oflF. 
The  50,000- volt  switches  are  similarly  protected.  All  these  switches  are  accessible 
from  the  aisles  of  the  operating  rooms.  Between  each  group  of  transformers,  sec- 
tionalizing  switches  and  choke  coils  are  provided  for  protection  against  variations 
in  load  caused  by  throwing  the  switches. 

Protecting  Devices.  On  account  of  the  high  tension  and  long  transmission  line, 
the  great  variation  in  altitude  and  consequent  difference  in  temperatures,  and  par- 
ticularly on  account  of  the  frequent  storms  and  atmospheric  discharges,  various 
devices  were  installed  for  protection  against  surges.  For  this  purpose,  the  choke 
coils  above  mentioned  arc  placed  on  each  side  of  the  transformers,  and  horn  lightning 
arresters  are  placed  on  the  outgoing  feeders.  The  latter  have  a  gap  of  two  and 
three-eighths  inches  and  are  connected  in  series  with  waterflow  resistances.  The 
choke  coils  consist  of  two  spools,  having  a  brass  core,  upon  which  is  tightly  wound 
a  copper  band  of  sixty  turns,  separated  by  insulating  material,  forming  a  solid,  tightly 
wound  spool,  which  sudden  surges  will  not  distort. 

For  taking  up  lighter  static  and  atmospheric  discharges,  the  more  sensitive  role 
lightning  arresters  were  installed  and  connected  in  series  with  waterflow  resistances. 
Finally,  as  all  surges  will  create  more  or  less  variation  in  pressure,  waterflow  grounders 
are  installed  for  each  phase,  to  maintain  a  uniform  pressure.  This  apparatus  consists 
of  a  nozzle  for  forcing  a  jet  of  water,  under  a  head  of  26  feet  (supplied  from  above- 
mentioned  spring),  against  a  baffle  plate  connected  to  the  line.  The  stream  of 
water  is  three-eighths  inch  diameter  and  28  inches  high,  and  allows  a  leakage  of 
one-tenth  ampere.  Ammeters  are  inserted  in  the  wire  connection  to  this  apparatus, 
in  order  to  detect  failures  in  the  grounding. 

All  lightning  arresters,  as  well  as  the  outgoing  lines,  are  provided  with  disconnect- 
ing switches.  All  metallic  features  of  the  installation  are  interconnected  and  well 
grounded. 

Transmission  Lines.  The  transmission  line  (50,000  volts)  may  be  considered 
the  most  important  in  Europe.  It  consists  of  two  independent  lines,  each  88.5  miles 
long.  As  the  line  runs  over  mountains  and  valleys,  peaks  were  avoided  as  much  as 
possible,  to  escape  the  unavoidable  diflSculties  due  to  atmospheric  discharges.     These 
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lines  cross  three  provinces  and  94  townships,  and  required  the  right  of  way  through 
6cxx>  properties,  the  cost  of  which  averaged  about  SSoo  per  mile.  The  lines  cross 
ten  raihvays,  one  tramway,  ten  state  roads  and  120  county  roads* 

From  the  main  substation  at  Piattamala,  the  line  runs  westward  through  the  Adda 
Valley  to  Colico,  ihencc  along  the  shore  of  Lake  Como  to  Bellano,  from  which  point 
it  runs  in  a  southeasterly  direction  over  the  Valsasina  Plateau.  Palasco,  the  highest 
(ioint  of  the  line,  is  2130  feet  above  sea  levul.  From  V'alsasina  the  line  runs  in  the 
mountains  of  Lecco  in  a  southwesterly  direction,  and  cross  the  Adda  \^ alley  with  a 
span  of  720  feel,  this  being  the  lowest  point  of  the  line  (640  feet  above  sea  level). 
From  here,  until  the  ilrst  step-down  station,  at  Lomazzo,  is  reached,  88,5  miles  distant 
from  the  step-up  station  at  Piattamala,  the  run  is  practically  straight.  Eight  and 
one-half  miles  beyond  Loma^^o,  at  Castellanza,  is  another  step-down  station. 


Fto,  12.— Brusio  50,000-volt  Line,  Crossing  Railway. 

The  average  span  is  393  feet.  In  87  cases,  however,  the  spsm  exceeded  the 
average,  the  longest  span  being  late  feet,  across  the  G  ravin  a  Valley  at  Colico,  The 
transmission  line  consists  of  two  parallel  rows  of  towers,  from  13  to  16.5  feet  apart, 
of  latticed-girder  construction  embedded  in  concrete.  Each  tower  is  provided  %vilh 
six  brackets,  three  for  present  use  and  three  for  future  extension,  so  that  there  will 
be  eventually  four  separate  three-phase  circuits.  The  porcelain  insulators  are 
supported  on  pins,  fastened  to  oak  and  chestnut  blocks  secured  to  steel  brackets. 
Each  cable  consists  of  nineteen  wires,  2.6  mm.  in  diameter,  the  total  diameter  of  the 
cable  being  14  mm,  (105  square  mm,  area). 
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The  towers  are  calculated  for  a  wind  pressure  of  70  miles  per  hour,  allowing  a 
stress  in  the  copper  of  8500  pounds  per  square  inch,  and  on  the  tower  of  17,000 
pounds  per  square  inch. 

Allowance  is  made  for  a  temperature  difference  of  120°  F.  On  account  of  the 
difference  in  the  spans  and  frequent  changes  in  direction  of  the  lines,  four  different 
types  of  towers  are  employed,  weighing  from  1250  to  2500  pounds  each.  There  is 
a  total  of  3100  towers,  averaging  in  price  $80  each,  including  foundation  and  erection. 
The  two  existing  lines  represent  900  gross  tons  of  copper  and  10,000  insulators  at 
$2.60  each,  including  mounting  and  wooden  blocks.  The  laying  of  the  cables  cost 
$128  per  mile  of  transmission. 

The  transmission  system  is  divided  into  six  sections,  varying  from  8.5  to  25.5 
miles,  and  is  provided  with  section  switches  so  arranged  that  in  case  of  a  break  in  a 
section  of  one  line  the  current  may  be  by-passed  over  the  other.  There  is  a  small 
station  at  each  section,  for  housing  the  scctionalizing  switches,  measuring  apparatus, 
lightning  arresters,  some  of  which  arc  of  the  horn  type,  some  of  the  coil  type,  and 
some  are  also  provided  with  water- flow  grounders  as  described  previously. 

At  a  distance  of  65  feet,  and  parallel  with  the  high  tension  lines,  a  telephone 
and  telegraph  line  is  carried  the  entire  length  of  the  transmission  system,  for  the 
exclusive  use  of  the  plant.  There  are  two  wires  carried  on  wooden  poles;  and 
30  stations  costing  $30  each,  while  the  line  costs  about  S380  per  mile. 

Transformer  Station,  Lomazzo.  This  substation  is  located  centrally  in  the  low 
tension  distributing  district.  It  is  built  in  the  form  of  an  I.  The  wing  at  one  end, 
containing  the  apparatus  for  the  incoming  feeders,  is  85  by  30  feet,  and  48  feet  high. 
The  wing  at  the  opposite  end  is  of  the  same  dimensions,  and  contains  the  apparatus 
for  the  outgoing  feeders.  The  middle  member  of  the  building,  containing  the  trans- 
formers, is  55  feet  wide,  60  feet  long,  and  ;^^  feet  high.  The  over-all  dimensions  are 
85  by  120  feet. 

The  two  50,000-volt  circuits  enter  the  second  floor  of  one  of  the  wings  in  a  way 
similar  to  the  outgoing  feeders  leaving  the  step-up  station  at  Piattamala.  They  are 
similarly  protected  against  electrical  discharges,  except  that  the  water-flow  lightning 
arresters  are  supplied  with  water  by  a  centrifugal  pump  and  tank  under  a  head  of 
40  feet  instead  of  a  natural  head  from  the  mountain  stream.  The  transformers 
(1250  K.W.  50,000-11,000  volts)  are  arranged  in  two  rows,  similar  to  those  at 
Piattamala,  with  tracks  in  front  of  the  compartments,  of  which  there  are  six  on  each 
side.  There  are  also  six  three-phase  transformers  of  5000  K.W.  each  (11,000-20,000 
volts).  There  are  at  present  installed  only  three  single-phase  and  three  three-phase 
transformers.  While  the  transformers  at  Piattamala  are  of  the  oil-cooled,  water- 
circulating  type,  those  at  this  station  (Lomazzo)  are  of  the  forced  air-cooled  type, 
for  which  two  blowers  are  at  present  installed.  The  final  equipment  demands  four 
blowers,  of  which  two  will  be  kept  in  reserve.  The  blowers  are  motor-driven  and 
discharge  through  air  ducts  located  beneath  the  two  rows  of  transformers.  The 
cores  of  the  transformers  are  not  encased. 

The  fronts  of  the  transformer  compartments  are  provided  with  rolling  shutters; 
ventilators  are  placed  in  the  roof.     Good  results  were  obtained  with  these  trans- 
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formers,  an  advantage  beiog  that  the  cares  can  be  easily  inspected.  The  primary 
winding  h  provided  wilh  taps,  so  that  the  voltage  may  be  reduced  to  35^000.  This 
was  done  so  that  easy  regulation  might  be  secured.  The  tests  ^how  I  hat  the  cfiiciency 
at  full  bad  is  97  per  cent,  and  at  half  load  96*5  per  cent.  The  pressure  loss  at  full 
loadl^nth  power  factor  of  cos  <^  -  i  is  one  per  cent,  and  with  a  power  factor  oJ  it 
is  3  per  cent.  The  temperature  rise  is  40°  C,  The  high  and  low  tension  sides^ 
n?s{>ectively^  were  tested  to  65^000  and  17,000  volts,  to  minutes  duration.  The  trans- 
formers  arc  capable  of  standing  an  overload  of  25  per  cent  with  a  total  temperature 
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i'la    Tj. — 5ooo*K.V*A,  Optn  Typ    Air* 
Cooled  Transformer  at  lAimazzo,  Italy, 
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Fig.  14— 50,000 -volt.  Switch  Rmun  at  ^ut> 
station,  Lomazz^j,  Italy, 


rise  of  60^  C*  The  operation  of  the  blowers  Is  included  in  the  aboved-named 
clHcicncies* 

The  1 1 ,ooo-2o»ooo  volt,  500  K.W.*  three-phase  transformers  have  an  efficiency 
of  97  per  cent  at  full  loa*!  with  a  [Kiwer  factor  of  cos  ^A  ^  i,  while  w^ilh  cos  ^#  ^  0.8  it  is 
96  per  cent,  anti  three-<|uarters  luad  96  percent  and  95  per  cent,  while  at  half  load  it 
is 05.5  and  94.5  percent.  The  drop  in  pressure  is  1*5  per  cent  with  a  power  factor 
af  cos^  =  i>  and  3  i>LTCL'nt  with  a  power  factor  of  0,8.  The  temperature  rise  is 
50^  C,  anrj  the  overload  capacity  is  20  per  cent  for  tw*o  hours. 

Distribution.  The  wiring  diagram  is  made  so  that  under  normal  operating 
conditions  the  line  **A**  will  distribute  ii,ooo*volt  current  in  the  district  about 
Loma2:zo,  and  *'B"  and  *'C*'  will  supply  Caslellanza*  The  arrangement  h  such 
that  one  bus-bar  system  may  feed  either  of  the  outgoing  lines,  or  that  the  line  **  A" 
IQ  Lomazzo  may  be  fed  from  the  line  "C/'  Through  the  line  **C'*  11,000  volt 
current  raa^'  be  drawn  from  the  steam-power  plant  at  Castellajiza  of  the  Socicta 


434  HYDROELECTRIC  DEVELOPMENTS  AND  ENGINEERING. 

Lombarda,  which  is  a  reserve  for  the  hydraulic  plants  at  Turbigo  and  Vizzola.  It 
will  be  seen  that  with  this  auxiliary  source  of  supply,  in  case  of  emergency,  current 
may  be  sent  through  this  station  (Lomazzo)  and  through  the  station  at  Piattamala 
to  the  hydraulic  plant  at  Brusio. 

A  fourth  line  of  20,000  volts  leads  northward  to  Como,  for  which  purpost  the 
three-phase,  11, 000-20,000- volt  transformers  were  installed. 

The  feeders  from  the  50,000-1 1,000- volt  transformers  lead  to  the  three-pole 
oil  switches  on  the  mezzanine  floor  above  the  aisle,  between  the  two  rows  of  trans- 
formers. The  feeders  to  and  from  the  transformers  are  provided  with  cutout 
switches. 

The  50,000,  11,000,  and  20,000  volt  bus-bars  are  arranged,  according  to  the  space 
available,  in  horizontal  or  vertical  rows,  and  the  phases  separated  by  concrete 
shelves  or  partitions.  These  bus-bar  compartments  remain  uncovered.  The 
20,000-volt  outgoing  feeders  are  protected  like  those  at  the  step-up  station  at 
Piattamala. 

Transformer  Station,  Castellanza.  As  previously  stated,  the  Societa  Lombarda 
possesses  a  steam-power  plant  at  Castellanza,  having  an  equipment  of  two  2500-HP. 
engines  and  two  5000-HP.  steam  turbines,  which  work  in  parallel  with  the  above 
described  hydroelectric  plants  at  Brusio,  Turbigo,  and  Vizzola.  A  temporary  trans- 
former station  has  been  erected  in  the  engine  room  of  this  power  house,  and  contains 
six  single-phase,  1250-K.W.  transformers  arranged  in  groups  of  three. 

The  whole  apparatus,  owing  to  the  small  space  available,  has  been  located  on 
three  floors.  The  transformers,  which  are  of  the  oil,  water-cooled  type,  are  designed 
similarly  to  those  at  Piattamala,  except  for  a  voltage  of  11,000-40,000.  Taps  are 
provided,  so  that  some  coils  may  be  cut  out,  to  secure  a  voltage  of  35,000.  The 
efficiency  of  the  transformers  at  full  load  is  98  per  cent,  and  at  half  load  97  per  cent. 
The  drop  in  pressure  at  full  load  with  a  power  factor  of  cos  ^  =  i  is  i  per  cent, 
while  with  cos  (j)  =  0.8  it  is  2  per  cent.  The  rise  in  temperature  is  45°  C,  using 
five  gallons  of  water  in  twenty  minutes  at  15°  C.  They  are  capable  of  standing  an 
overload  of  25  per  cent,  maintaining  the  temperature  of  45°  C,  and  using  ten  gallons 
of  water,  or  with  a  rise  of  temperature  of  60  degrees,  using  five  gallons  of  water. 
The  transformers  were  tested  at  65,000  volts  for  a  duration  of  ten  minutes. 

As  the  capacity  of  the  steam-power  plant  is  expected  to  be  increased  in  the  near 
future,  an  isolated  transformer  station  is  now  being  erected  alongside  of  this  ix)wer 
house,  which  will  accommodate  eighteen  transformers. 

The  entire  installation  was  put  in  operation  within  2.5  years  after  the  organization 
of  the  company,  and  is  giving  most  satisfactory  results,  the  expectation  being  that 
the  maximum  output  will  be  reached  during  this  year. 
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THIRTY    THOUSAND    GENERATOR    VOLTAGE    TRANSMISSION    SYSTEM. 
DALMATIA,    AUSTRO-HUNGARY.* 

The  manufacture  of  carbide  has  been  carried  on  extensively,  for  a  number  of 
year's,  in  certain  sections  of  the  Austro-Hungarian  empire,  particularly  in  Dalmatia 
and  Bosnia.  In  order  to  produce  carbide  on  an  economical  scale,  the  question  of 
obtaining  low-rate  electric  current  was  an  essential  one.  This  resulted,  for  a  section 
of  Dalmatia,  in  utilizing  the  Kerka  river  to  such  an  extent  that  this  undertaking  is 
one  of  the  foremost  hydroelectric  developments  of  Austro-Hungary. 

Of  the  many  novel  and  unique  features  embodied  in  the  hydraulic  and  electrical 
end,  the  adoption  of  high-voltage  generators,  feeding  directly  a  twenty-one  mile 
aerial  transmission  system,  at  a  potential  of  30,000,  and  its  simple,  yet  highly  efficient 
protecting  devices  against  atmospheric  discharges,  stand  out  most  prominently. 
This  is  another  Continental  step  in  the  practicability  and  simplicity  of  generating 
current  at  high  voltage,  for  long  transmission  systems,  without  the  aid  of  step-up 
transformers. 

The  river  Kcrka  rises  at  the  foot  of  Dinaria  Mountains,  forming  the  boundary 
between  Bosnia  and  Dalmatia,  and  flows  southwesterly,  emptying  into  the  Adriatic 
Sea,  in  the  bay  of  Sebenico,  below  the  town  Scardona.  The  Kerka,  although  com- 
paratively short,  has,  throughout  its  length,  many  scenic  falls,  varying  in  height  from 
25  to  147  feet;  the  latter,  named  after  the  river  Kerka  and  owing  to  their  grandeur, 
are  well  known  to  Dalmatian  travelers. 

The  first  hydroelectric  plant  on  this  river,  and  to-day  still  in  operation,  was  installed 
at  the  Kerka  Falls  in  1894;  a  300-HP.  Girad  turbine,  operating  under  a  head  of 
33  feet,  is  bevel-geared  to  a  220-volt,  42-cycle,  single-phase  generator.  The  voltage 
is  stepped-up  to  3000  volts  and  transmitted  a  distance  of  six  miles,  to  Sebenico,  for 
light  and  power.  With  the  commercial  success  of  carbide  manufacture  by  electric 
current  in  1898  a  second  500-HP.  unit  was  added  for  experimental  purposes  in 
connection  with  two  carbide  furnaces. 

The  present  owners  of  the  water  rights,  Societa  per  la  utilizzazione  della  forze 
idrauliche  della  Dalmazia"  of  Trieste,  started  up  a  new  plant  at  Jaruga  in  1903, 
with  two  3500-HP.  double  Francis  turbines,  operating  under  a  head  of  80  feet.  They 
are  directly  connected  to  3000-K.V.A.,  42-cycle,  two-phase  alternators,  making 
315  R.P.M.  The  15,000  generator  voltage  is  directly  transmitted,  over  9  mm. 
conductors,  to  the  carbide  works,  some  6  miles  away,  not  far  from  the  town  Sebenico 
where  the  voltage  is  stepped-down  to  forty-eight  by  oil-cooled,  water-circulated, 
single-phase  transformers.  The  step-down  station  adjoins  the  carbide  furnaces,  so 
that  the  transmission  line  for  15,000  amperes  is  very  short. 

The  current  from  this  plant  is  consumed  in  eight  carbide  furnaces,  requiring,  on 
the  average,  5000  HP  per  hour  throughout  the  year.  With  the  increased  demand  for 
carbide,  the  factory  has  been  recently  extended  to  accommodate  thirty-two  furnaces, 
consuming,  on  the  average,  32,000  HP.  per  hour  throughout  the  year.     For  this 

^  Author's  article.  Electrical  Review ^  Jan.  9,  1909.  Based  on  Data  Submitted  by  the  Designing  and 
Constructing  Engineers. 


Fig.  I. — Manojlovac  Plant,  Dalmatia,  Austro- Hungary. 

purpose,  a  new  hydroelectric  plant,  of  24,ooo-HP,  capacity,  has  bei^n  in^fiUle^l 
Manojlovac  Falk,  near   Kistanjc,  some  21   miles  upstream,   above  the  Scbenic^ 
carbide  works.     This  plant,  together  with  the  above- menlioned  earlier  plants, 
designed  and  installed  by  Ganz  &  Co.,  Budapest,  who  also  supph'ed  all  ihc  hydraul^ 
mechanical  and  electrical  equipments  of  all  these  plants. 

Near  the  Manojlovac  Falls,  the  river  forms  an  S,  and  in  the  course  of  1.2  mili^ 
has  a  drop  of  360  feet.     The  flow  varies  greatly;  in  spring,  due  to  snow  thaii 
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amounting  to  1700  cubic  feet  per  second,  and  in  exceptionally  dry  summer  season, 
to  but  350  cubic  feet  per  second. 

Manojlovac  Plant.  Just  above  the  mentioned  S,  the  river  forms  a  natural  lake, 
with  an  outlet  over  a  natural  dam,  which  is  tapped  6.5  feet  below  the  crest,  where  the 
inlet  to  the  headrace  is  provided  with  three  sluice  gates.  It  will  be  seen  that  it  was 
unnecessary  to  build  a  dam,  yet  sufficient  water  is  imponded  for  dry  season.  The 
headrace  is  5250  feet  long,  and  has  a  slope  of  2  feet  in  1000.  It  has  a  cross-section 
area  of  117  square  feet,  cut  through  the  solid  rock  of  the  mountain.  To  reduce  skin 
friction,  it  is  cement-coated  up  to  the  water  level. 


Fig.  2. — Plan  of  Manojlovac  Plant,  Dalmatia,  Austro-Hungary. 


In  order  to  save  excavation,  two  separate  collecting  basins,  joining  each  other, 
have  been  installed.  As  there  arc  four  penstocks,  and  due  to  the  arrangement  of 
the  turbines  in  the  generating  room  (a  right  and  left  hand  turbine  facing  one  another), 
there  are  two  penstock  beds. 

At  the  junction  of  the  headrace  and  collecting  basin  are  fine  screens;  each  inlet 
to  the  penstocks  is  provided  with  a  vertical  swinging  sector-gate,  which  is  hydraulic- 
operated,  the  pressure  being  supplied  by  gravity  from  a  reservoir  situated  on  the 
mountain  slope,  some  165  feet  above  the  collecting  basin.  The  water  for  the 
reservoir  is  supplied  by  a  small  piston  pump  in  the  power  house,  driven  by  a  Pelton 
wheel,  under  a  head  of  328  feet.  By  this  arrangement,  the  piston  pump  has  to  supply 
water  against  a  head  of  about  300  feet.  Should  the  supply  water  fail,  provision  is 
made  to  operate  the  sector  gates  manually  by  worms  and  gears. 

Adjoining  the  collecting  basin  is  a  filtering  system  of  three  gravel  filters,  to  supply 
the  hydraulic  governors  of  the  turbines.  The  water  is  conveyed  to  same  by  means  of 
cast  iron  bell  and  spigot  pipes.  The  water  to  the  filter  system  is  supplied  by  a  small 
channel,  branching  off  from  the  main  headrace.  Thus  the  filtering  is  done  by  gravity, 
instead  of  under  pressure,  as  is  the  case  in  many  European  power  plants,  where  the 
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connections  to  the  filters  are  made  at  the  foot  of  the  main  peastocks.  Of  course, 
with  the  latter  arrangement,  a  ditTcrcnl  kind  of  filtering  system  is  adopted. 

The  penstocks  leave  the  coliccting  basin  bjrbellmQUlhcd  connections;  just  outside 
of  the  wall  are  venls,  so  that,  should  the  sector  gates  close  before  the  turbines  arc 
cut  off,  the  penstocks  will  not  collapse*  Each  penstock  Is  558  feet  long,  63  inches 
in  diameter,  having  a  shell  thickness  at  the  top  of  one-fourth  inch  and  at  the  lower 
end,  of  nine-sixteenths  inch.  They  were  shipped  in  sections  n).j  feet  long,  and 
contrary  to  the  usual  practice  of  bolting  same  by  means  of  flanges,  the  sections  arc 
riveted  together.  The  penstocks  rest  on  concrt-ie  piers;  the  lower  ends  are  well 
anchored,  while  the  upper  ends  are  provided  with  expansion  joints. 

Generator  Room.  The  turbines  are  of  the  Francis  spiral  type,  provided  with  two 
draft  tubes,  and  operate  under  a  head  of  328  feet,  and,  vvith  a  water  consumption  of 
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Fig.  3. — Interior  of  Manojlovac  Plant,  Dalmatian  showing  Four  30,000-volt  Ge 
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212  cubic  feet  per  second,  develop,  at  420  R.P,M.,  66,000  HP,  each.  Owing  lo  the 
large  units,  the  double  flow  was  adopted  to  obviate  the  side  thrust,  which  in  the  sin^e 
flow  type  is  usually  overcome  by  special  thrust  bearing.  The  counterbalancing  effect 
is  ad  justed  by  regulating  the  guide  vanes. 

The  regulation  of  each  turbine  is  accomplished  by  an  hydraulic-actuated  governor, 
which,  when  the  revolutions  exceed  10  per  cent  above  the  normal^  operates  a  trip 
lever,  which  cuts  off  the  supply*  As  the  load  is  entirely  for  the  manufacture  ofcarbJcJcg 
a  very  regular  one,  the  governors  come  into  play  practically  only  when  the  turbines 
run  away.    It  requires  three  seconds  to  cut  oS  the  supply  from  full  to  no  gar 

The  generators  of  the  Ganz  &  Co,  type  are  rigidly  coupled  to  the  ^haiii^  01  lat 
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imuss;  they  are  of  a  very  unique  design.  In  order  lo  eliminate  step-up  transfor- 
mers, the  generators,  which  are  the  three-phase,  42-cycle  type,  are  designed  far 
30,cx>D  volls,  and  at  420  R.P.M,,  with  a  power  factor  0,8,  deliver  5200  K.V.A.  each^ 
The  efficiencies  at  full  and  half  load,  with  power  factor  0.8,  are  94  and  91  per  cent, 
respectively.  When  running  with  full  load  and  a  power  factor  o.S,  at  constant  speed 
and  excitation,  a  sudden  dropping  of  the  load  will  cause  the  voltage  to  rise  18  per 
cent.  With  maximMm  excitation,  the  windings  will  stand  a  short  circuit  for  two 
minutes. 

The  revolving  field  consists  of  a  cast -steel  ring  shrunk  upon  a  spider  wheel  j  twelve 
cast-steel  pole  cores  are  fitted  into  dove-tailed  slots  and  secured  by  conical  bolts. 


Fig.  4,-6000  HP.  Unit,  Manojlovac  Plant,  Dalmatia,  Austro- Hungary. 


The  field  windings  consist  of  flat  copjKT  strips,  wound  on  edge,  and  held  in  place  by 
the  pole  shoe,  which  is  part  of  the  pole  itself.  The  insulation  of  the  coils  consists 
of  paper  sheets,  and  the  whole  is  incased  in  paper  casing,  formed  to  suit  the  coiL  The 
whole  revolving  field,  with  shaft,  weighs  26  long  tons* 

The  armature  frame  consists  of  halves,  which  again  are  split  perpendicular  lo 
ibe  axi5,  and  when  bolted  together  form  a  perfect  circular  ring.  It  will  be  observed  in 
the  ilttistration  that  the  feet  for  the  frame  are  removable;  this  was  provided  for  the 
following  purpose:  the  liability  of  a  breakdown  In  a  high-tension  generator  feeding 
dircxily  into  an  overhead  transmission  line,  is  greater,  owing  to  atmospheric  dls- 
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charges,  than  one  feeding  an  underground  cable  system,  or  that  of  a  lower-tension 
generator,  feeding  transmission  lines  through  step-up  transformers. 

In  the  pit,  the  generator  frame  rests  on  two  pairs  of  rollers,  by  means  of  which, 
after  the  feet  have  been  removed,  the  whole  frame  can  be  revolved,  and  the  lower 
section  be  brought  on  top  and  removed  by  the  overhead  crane,  should  it  be  necessary 
to  inspect  the  coils  in  the  lower  half  of  the  armature.  By  this  arrangement  it  is  not 
necessary  to  remove  the  revolving  element  of  the  generator. 

The  coils  are  machine  form-wound  in  five  different  shapes.  Each  is  composed 
of  a  rectangular  copper  conductor,  wound  for  twenty-six  per  slot  per  phase.  The 
convolutions  are  insulated  by  several  layers  of  Micanite,  over  which  are  wound 
several  layers  of  insulating  tape.  Connections  to  the  coils  are  made  through  brass 
terminals,  soldered  to  the  ends  of  the  winding. 

Each  generator  has  its  own  exciter  mounted  on  the  overhang  of  the  shaft.  The 
most  striking  feature  of  this  arrangement  is  the  method  by  which  the  exciting  current 
is  led  to  the  revolving  field.  On  the  extensions  of  the  carbon  brush  holders  arc 
the  copper  brushes  bearing  on  the  collector  rings  (one  of  which  is  insulated), 
mounted  on  the  shaft,  adjoining  the  commutator.  The  generator  shaft  is  bored 
up  to  the  field;  through  this  hole  the  exciter  current  is  supplied  by  an  insulated 
cable.    The  return  is  through  the  shaft  itself. 

The  generator  bearings  are  37^  inches  long  and  lof  inches  in  diameter,  lined 
with  white  metal,  and  arc  water-cooled. 

Switch  Room.  Parallel  to  the  generating  room  in  the  middle  and  sunk  in  the 
opposite  wall,  is  the  switchboard. 

There  are  four  generator  panels,  one  collector  or  totalizing  and  three  outgoing 
panels.  Upon  each  generator  panel  are  mounted,  a  rheostat  for  the  exciter  field; 
lever  for  the  generator  switch;  a  volt  and  ammeter,  also  voltmeter  for  excitation; 
phase  lamps,  synchronism  indicator  and  double  throw  switch  for  parallel  operation. 

The  totalizing  panel  contains  three  ammeters  and  a  totalizing  recording  wattmeter. 
Further,  there  are  three  automatic  switch  devices,  which  open  the  field  circuits. of 
all  exciters,  in  case  of  an  excess  of  generator  voltage  or  current  overload,  or  a  diminu- 
tion of  the  generator  pressure,  and  by  means  of  the  automatic  turbine  regulator,  the 
water  supply  to  the  turbines  is  cut  off. 

Each  feeder  panel  has  an  ammeter  and  a  pilot  switch  for  the  overload  oil  circuit 
breaker. 

Behind  the  switchboard  is  the  switchroom,  the  low  building  above  the  tailrace; 
the  tower  at  the  end  is  for  the  outgoing  lines.  All  the  switches  and  measuring  trans- 
formers for  each  machine  are  placed  in  concrete  cells;  wherever  possible,  the  apparatus 
for  each  phase  is  in  a  separate  cell. 

The  generator  switches  are  of  the  single-pole,  oil  type,  actuated  from  the  switch- 
board by  means  of  cable  and  sheaves.  The  moving  element  of  each  phase  of  a  switch 
is  connected  to  a  common  operating  shaft.  Adjacent  to  the  oil  switch  cells  are 
those  for  the  series  and  jx)tential  transformers,  and  so  continue  for  the  four  generator 
units.  On  the  roof  of  the  cells  are  hook  switches,  also  placed  in  cells.  On  top  of 
these,  is  a  single  set  of  bus-bars;  the  different  phases  are  separated  by  low  partitions. 
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At  one  end  of  the  bus-bars,  after  the  fourth  unit  connections,  are  three  double 
cells  containing  the  general  station-protecting  devices,  consisting,  for  each  phase  of 
the  busses,  of  a  condenser  submerged  in  oil;  a  horn-gap  provided  with  auxiliary 
gap  and  a  multigap  arrester  shunted  by  a  resistance  placed  in  oil.  From  here  the 
busses  branch  out  into  two  feeders  per  phase  for  the  two  aerial  circuits. 

The  phases  of  each  circuit  are  provided  with  overload  circuit  breakers,  potential 
and  series  transformers  for  the  ammeters  and  relays,  and  hook  switches. 

From  here  the  lines  pass  to  the  upper  floor  of  the  tower,  and  just  before  leaving 
the  building,  each  is  provided  with  the  following  combination  of  lightning  protecting 
devices;  a  choke  coil  with  capacity  cylinder;  a  horn-gap 
with  auxiliary  gap,  by  means  of  w^hich  the  main  gap  can  be 
adjusted  to  a  lower  breakdown  setting  than  the  usual. 
The  horns  are  shunted  by  graphite  resistance-rods;  further, 
a  multigap  arrester  with  shunted  resistance;  finally,  the 
ground  connection  is  made  through  continuous  water- 
flow  grounders,  which  lead  off  light  static  discharges. 
The  conductors  leave  the  building  through  porcelain 
bushings. 

It  will  be  noticed  that  the  protecting  equipment  is 
simple,  yet  very  complete;  this  precaution  had  to  be  taken 
because  the  generators  feed  directly  an  aerial  transmission 
line,  which  leads  through  a  section  of  country  passing  over 
plateaus,  canyons  and  valleys,  very  frequently  visited  by 

violent   thunder  storms  and  other  atmospheric   electrical  fjq   ^^ Insulator  used  on 

discharges.  3o,ooo-voltTransmi>si()n 

Transmission  System.  Both  circuits  led  to  the  carbide  System,  Manojlovac, 
factory  near  Sebenico,  some  21  miles  distant,  and  carried 
practically  the  entire  length  on  wooden  poles  spaced  nor- 
mally 108  feet  apart;  the  lowest  conductor  is  some  19  or  23  feet  above  the  ground. 
The  conductors  are  9  mm.  copper  wire,  carried  on  three-piece,  two-petticoat  porce- 
lain insulators,  the  head  diameter  being  7  inches,  the  total  height  being  8.5  inches. 
The  pin  and  first  petticoat  are  held  together  by  a  glaze  of  lead  and  glycerine.  The 
head  or  second  petticoat  rests  on  the  first,  with  an  air  space  between,  formed  by  the 
ribs  on  the  inside  of  the  head.  The  insulators  were  tested  at  80,000  volts,  and  during 
operation  none  have  broken  down. 

Where  the  transmission  line  crosses  small  country  roads,  the  poles  are  placed  on 
either  side  of  the  road,  where  they  are  also  provided  with  grounded  guard  arms, 
so  that  in  case  of  breakage,  the  line  is  grounded;  as  the  spacing  is  so  close,  a 
broken  conductor  cannot  touch  the  ground.  To  take  up  side  stresses  on  turns, 
the  circuits  are  carried  on  A-frames.  To  protect  the  wooden  poles  against  light- 
ning, each  has  a  pointed  castiron  cap  with  a  ground  wire. 

Fig.  6  shows  a  latticed  construction  used  in  crossing  the  highway  and  telegraph 
lines.  The  bottom  and  sides  of  this  steel  construction  are  provided  with  a  wire 
netting. 
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The  transmission  lines  enter  the  carbide  plant  with  a  similar  lightning  protection 
equipment  as  in  leaving  the  power-house  tower,  with  the  exception  of  the  water*flow 
grounders,  owing  to  the  lack  of  fresh  water. 

After  passing  the  lightning  arresters,  connections  of  ihc  two  circuits  arc  made 
to  a  common  bus-bar  system  by  automatic  oil  circuit  breakers,  and  series  transformers 
with  their  recording  instruments. 

There  arc  installed  12  single-phase  oil-cooIed  water-circulated  transformers  of 
1500  K,V.A.  each,  stepping-down  the  line  voltage,  which  is  here  26,000,  to  48  volts, 
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Fia  6, — ^Transmission   Line  crossing   Highway  and  Telegraph.     In    Rear   Cari'ifK    nant 
Manojlovac  System,  tJalmatia,  Austro-Hungary* 

used  in  the  carbide  furnaces.     The  wiring  system  is  so  arranged  thai  from  ihe  cot 
trol  panel  at  each  furnace,  the  transformer  feeding  same  can  be  thrown  on  to 
phase  in  order  to  balance  the  load  of  the  circuit.     Again,  the  division  of  load  betwe^ 
the  two  furnaces  of  one  transformer  is  indicated  on  a  differential  meter  exprc*ssi 
the  division  of  lead  in  per  cent. 

There  are  further  two  i50'K,V,A.  26,000/ 330- volt  three  phase  transformer^ 
operate  auxiliary  apparatus,  such  as  pum]>s  supplying  salt  water  for  cooh'ng 
transformers;  crushers  and  conveyors  for  limestone,  coal  and  carbide:  rrf^iir  •^It 
and  driving  the  ventilators  of  the  furnaces,  etc. 

The  Manojlovac  plant  has  been  continuously  in  oi)cration  since  the  eariicr   f^^ 
of  1907,  and  has  given  entire  satisfaction;  no  trouble  has  been  experienced  wilh     ^ 
transmission  line,  or  the  high  tension  generators,  although  the  country  was  frequc/J ' 
by  heavy  storms  and  electrical  discharges. 
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Action  of  horn  gap  lightning  arrester,  310 

Adaptability  of  wooden  penstocks,  78 

Air  compressors,  281. 

Aluminum  lightning  arrester,  318. 

American  and  European  hydroelectric  dcvcloi)- 

ments,  325. 
American  Fork  plant,  penstocks,  85. 

turbine,  130. 
Ammeter,  191. 
Anchors,  71. 
Anchor  bolts,  106. 

insulator,  271. 
Appendix,  325. 

Application  of  lightning  arresters,  312. 
Architectural  features,  107. 
Area  of  circles,  60. 
Arrangement  of  substations,  280. 

B. 

Bar  Harbor,  Ellsworth,  power  plant,  27. 
Basin,  collecting,  56. 
Bear  traps,  35. 
Bearing  power  of  soil,  103. 
Beznau  roller  sluice  gale,  ;i^,  34. 
Bibliography  on  mechanical  equipment  of  [x)wcr 
plants,  165. 

on  dams,  38. 

on  electrical  equipment  of  power  plants,  211. 

on  headraces,  58. 

on  high  tension  transmission,  278. 

on  hydraulic  developments,  18. 

on  line  protection,  324. 

on  substations,  307. 

on  penstocks,  87. 
Bishop  Creek  plant,  penstock,  84. 
Bolts,  anchor,  106. 
Buildings,  loi. 

bearing  power  of  soil,  103. 

character  of  soil,  103. 

concrete  mat  construction,  106. 

excavation,  loi. 

foundations,  loi,  106. 

pMling,  194. 

site  for  building,  loi. 


Buildings  —  Continued 

test  holes,  lor. 

test  of  piles,  105. 

weight  of  masonry,  104. 
Bus  bars,  201. 

compartments,  202 

room,  Lbntsch  plant,  203 

room.  Lucerne  plant,  203. 

Ontario,  340. 

outdoor,  346 
Butterfly  dam,  34. 
Brusio  plant,  Swiss-Ilalian,  417. 

collecting  basin,  420. 

current  supply,  426 

distribution,  433. 

gate  house,  421. 

generators,  423. 

headrace,  419. 

headrace  tunnel,  46. 

insulators,  267. 

open  air  cooled  transformer,  433. 

penstocks,  420. 

penstock  flange,  68. 

penstock  flap,  75. 

power  house,  423. 

protecting  device,  430. 

railway  crossing,  431. 

secondary  water  supply,  419. 

siphon  system,  419. 

step-up  station,  Piattamala,  426. 

substation,  Castellanza,  434. 

substation,  Lomazzo,  432. 

switch  gear,  424. 

tower,  247. 

transmission  lines,  430. 

transmission  tunnel,  427. 

turbines,  423. 

C. 

Canals,  40. 

Cantilever,  Niagara  Crossing,  Ontario,  343. 

tower,  Obermatt,  246. 
Capacity  and  discharge  of  penstock,  63. 
Castellanza  substation,  oil  switches,  209. 
Castelnuovo-Valdamo,  svvitch  house,  178. 
Channels,  water  velocity,  41-42. 
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Chanoine  dam,  36. 

Chdvres  plant,  France,  54. 

Chicago  drainage  canal,  34. 

Choke  coils,  315. 

Circles,  area,  60. 

Circuit  breakers,  209. 

Clamps  and  ties  for  insulators,  265,  273. 

Concrete,  dams,  23. 

mat  construction,  106 
penstocks,  86. 
piling,  105. 
Concreted  wooden  poles,  232 
Conductors,  method  of  lying,  274. 

wind  pressure,  236 
Conduits,  40. 

Converter,  field  connections,  298. 
frequencies,  296. 
phase,  298. 
starting,  299. 
Converters,  296. 

compounding,  301. 
hunting,  299. 
reactances,  301. 
Cost  of  current,  3. 

of  developments,  3. 
of  wooden  penstocks,  81,  S^. 
Costs,  Uppenborn,  416. 
Couplings,  153. 
Coffer  dam,  26,  29. 
Cooling  of  circulating   water  for   transformers, 

293 
Collecting  basin,  56. 

basin,  Brusio,  74,  420. 
Colliersville  plant,  90-91. 
Columns,  123. 

Compounding,  rotary  converters,  301. 
Comjx)und  Francis  turbine,  135 
Conductors,  215. 

alternating  current  conductor,  219. 

alternating  current,  problem,  219. 

cables,  copper,  224. 

cables  as,  216. 

characteristics,  217. 

direct  current,  218. 

elasticity  of,  216. 

size,  217. 

spacing,  217. 

strength  of,  215. 

corona  effect,  226. 

direct  current  problem,  218. 

reactance  volts,  table,  223. 

transposition  of  conductors,  226. 

wire  gauges,  comparison,  220. 

wire,  solid  copper,  221,  225. 
stranded  copper,  222. 
weight  and  strength  of,  223. 
Crane,  117. 


Crib  dam,  26. 
Cross  arms,  231. 

Curtain  method,  testing  turbines,  159. 
Cylindrical  dams,  36. 
gate,  56. 

D 
Dams,  19. 

behavior  of  resultants,  24. 
bibliography,  38. 
butterfly,  34 
Chanoine,  36. 
Charlotte,  352. 
coffer,  26,  29. 
concrete,  23. 
crib,  26 
cylindrical,  36. 
earth  construction,  32. 
earth,  Necaxa,  31. 
Ellsworth,  28 
gravity,  19 
Heimbach,  394. 
masonry,  22. 
Necaxa,  372. 
needle,  36. 
Patapco,  25. 

reinforced  concrete  core,  32. 
steel  frame,  30. 
submerged  power  plant,  25. 
limber,  29. 
Dixville,  32. 
Deflector  in  headrace,  49. 
Designing  staff,  16. 
Detail  of  drum  gate,  55. 
Development,  economy,  15. 

first  costs,  15. 
Developments,  investigation,  3. 
Direct  current  switchboards,  187. 
Doors,  116. 
Draft  tubes,  141. 

Drawings,  charge  of  extra  work,  16. 
checking,  16. 
and  specifications,  16. 
Drum  gate,  54. 
detail,  55. 
Duluth  substation,  no. 


Earth  dam,  Necaxa,  31. 
Economy  in  development,  15. 
Economical  spans,  250. 
Electrolysis  prevention,  127. 
Electrolytic  arrester,  320. 
Electrical  equipment  of  power  plants,  167. 
bibliography,  211. 
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Elevators,  ii6. 

Ellsworth  dam,  28. 

El  Oro,  substation,  381. 

Equalizing  chambers,  76. 

European  methods  of  testing  turbine,  157. 

Exciters,  173. 

wiring  diagram,  198. 
Expansion  slip  joints  for  penstocks,  71-72. 
Expansion  joints  of  structural  steel,  124. 


Field  office,  17. 

Financial  aspect,  362,  403. 

Fish  ways,  37. 

Flanges,  66-75. 

Flashboards,  36, 

Floors,  III,  124. 

Floating    foundation    for    transmission    tower, 

344. 
Flow  of  river,  10. 
Fluid  arresters,  318. 
Flumes,  masonry,  42. 

timber,  42,  44. 
Fl>'wheels,  153. 
Flj'wheel  alternator,  169. 

with  internal  stationary  armature,  169. 
Foundations,  106. 

for  steel  towers,  236,  263. 
Four-legged  towers,  240,  344. 

twin  tower,  239. 
Forest  preservation,  4. 
Forebays,  88,  329. 
Francis  turbines,  131. 
Frequencies,  173,  364. 
Frequency  changers,  303. 

meter,  193. 
Friction  in  steel  penstocks,  61. 

in  tunnels,  45. 

in  wooden  penstocks,  80. 


Gate  house,  74*  33^y  420. 

valves,  57. 
Gates  and  racks,  47. 
Generators,  167. 

auxiliaiies,  332. 

30,000  volt,  175. 

leads,  174,332. 

umbrella  type,  168. 

Brusio,  423. 

Charlotte,  355. 

Heimbach,  397. 

Rykkelsrud,  389. 

Manojlovac,  438. 

Necaxa,  376. 


Generators  —  Continued 

Ontario,  332. 

Uppenbom,  407. 
Geneva  plant,  114. 
Georgia  plant,  89. 
Gola  lightning  protection,  314. 
Governors,  143. 

Bell,  145. 

Escher  Wyss,  144. 

Lombard,  146. 

Glocker-White,  147,  149- 

Replogle,  148,  150. 
Governmental  reports,  13. 
Gross  horsepower  of  falling  water,  7. 
Gradient,  hydraulic,  7. 
Gravity  dams,  19. 

Great  Falls  plant,  Southern  Power  Company, 
Charlotte,  N.  C,  348. 

auxiliary  power,  367. 

dam,  352. 

financial  aspect,  362. 

frequency,  364. 

generators,  355. 

high  tension  room,  359. 

insulator,  364. 

lightning  protection,  360. 

oil  switches,  360. 

penstocks,  80. 

power  development,  map,  350. 

power  house,  355. 

secondary  power,  367. 

spillway,  348. 

towers,  362. 

transformers,  358. 

transmission  feeder  circuit,  361. 
lines,  360,  366. 

system,  map,  349- 

turbines,  352. 

voltage,  365. 

wiring  diagram,  356. 
Guard  wire,  231. 
Guys,  232. 

H. 

Hafslund,  deflector  and  rack,  49. 

Hamilton  cataract  turbine,  140. 

Hauser  Lake,  dam,  30. 

Heimbach  plant.    See  also  Urfttalsperre,  113. 

Heimbach  plant,  wiring  diagram,  199. 

tower,  246. 
Head,  loss,  6. 
Headrace,  arrangement,  39-40- 

bibliography,  58. 

Brusio,  419. 

Heimbach,  395. 

Kykkelsrud,  382. 

scheme,  39. 
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Headrace  —  Continued 
Sillwerke,  120. 

tunnel,  Bnisio,  46. 

Uppenborn,  405. 
Heating,  117. 

factors  of  radiating  surface,  117. 
High  head  plant,  98. 
Holyoke,  plant,  89. 

tests,  160. 

test  flume,  161. 
Horn  gaps,  311. 
Horn-gap  construction,  313. 

setting,  313. 
Horsepower,  gross,  of  falling  water,  7. 
Hunting  of  converters,  299. 
Hydraulics,  s 

fundamental  formulae,  6. 

principal  formula?,  6. 
Hydraulic  gradient,  7. 

pipes,  riveted,  65. 

relief  valve,  148. 


Induction  generator,  167. 

regulator,  301. 
Innsbruck  plant,  174. 
Installation  of  multigap  arresters,  317. 
Instrument  pedestal,  185. 
Insulators,  265. 

anchor,  271. 

Charlotte,  364. 

Manojlovac,  441. 

Necaxa,  380. 

Paderno  and  Brusio,  267. 

strain,  271. 

suspended,  268. 

Swiss  and  Italian,  266. 

Uppenborn,  410. 
Insulator  pins,  272-274. 
Insulator  tie  and  clamp,  265,  273. 
Insulating  and  rolling  support,  271. 
Investigation  of  developments,  3. 
Iron  sluice  gates,  54. 
Italian  insulators,  266. 

steel  tower,  247. 

J 

Jajce  plant,  penstock  anchor,  70. 

wedge  shaped  expansion  joint,  72. 


K. 

Kaiscrwerkc,  penstock  supfxjrt,  71. 
Kern  River  plant,  97-99. 
insulators,  265. 
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Kern  River  Plant  —  Continued 

penstock,  66. 
Kykkelsrud  plant,  Norway,  102,  382. 

exciter  units,  ^SS. 

generators,  389. 

headrace,  382. 

power  house,  386. 

substation,  Hafslund,  392. 

switchboard  room,  390. 

transformer  room,  390. 

transmission  line,  391. 

turbines,  386. 


Lavatories,  119. 

Laws  of  hydraulics,  5. 

Leaders,  roof,  116. 

Length  of  economical  spans,  261. 

Lighting,  119. 

Lightning  arresters,  309. 

fluid,  318. 

horn  type,  311. 

location,  323. 

muhigap,  315. 

principle,  309. 
Lightning  discharges,  309. 
Line  protection,  309-360. 

bibliography,  324. 

disconnecting  switches,  275. 

stresses,  251. 
Location  of  arresters,  323. 

of  substations,  280. 
Loch  Levcn  plant,  penstock,  run,  73. 
Lockport  substation,  Ontario,  345. 
Lontsch  plant,  bus  bar  room,  203. 
Loss  of  head  in  penstock,  6,  61,  62. 
Low  head  plants,  90. 
Lucerne,  cantilever  tower,  246-248. 

plant,  112. 

bus  bar  room,  203.  • 

turbine,  144. 

wiring  diagram,  200. 
Lyon  plant,  France,  56. 


M. 


Manojlovac  plant,  Dalmatia,  435. 
building,  437- 
drainage  area,  436. 
exciters,  440. 

generators,  30,000- volt,  175,  438. 
highway  crossing,  442. 
insulators,  441. 
lightning  arresters,  442. 
line  protection,  441. 


INDEX. 


449 


Manojlovac  plant  —  Continued 

switch  room,  440. 

transformers,  442. 

transmission  poles,  441. 

transmission  system,  441. 

turbines,  438. 
Masonry,  dams,  22. 

flumes,  42. 

weight,  104. 
Material,  building,  11 1. 
McCail  Ferry  i)lant,  92-94. 
Mechanical  equipment  of  power  plants,  129. 

bibliography,  165. 
Medium  head  plant,  91,  131. 
Meter,  Venturi,  11. 

water  current,  11. 
Method  of  plotting  discharge  of  rivers,  12. 

of  plotting  river  bed,  13. 
Medium  head  plants,  91. 
Miner's  inch,  8. 

Molinar  plant,  Spain,  method  of  cooling  circu- 
lating water,  293. 
Montreal  substation  frequency  changers,  304. 
Morgan  Fall,  Georgia,  dam,  22. 
Mountain  lakes,  siphoning,  47. 
Motor  generators,  302. 
Motor  generating  station,  Vienna,  302. 
Multigap  arresters,  315. 
Muskegon  110,000-volt  insulator,  270. 

tower,  110,000-volt,  249. 


N. 


Necaxa  plant,    Mexico,  369. 

building,  374. 

conductors,  381. 

dams,  31,  372. 

development,  map,  370. 

drainage  area,  272. 

generators,  376. 

insulators,  380. 

oil  switches,  380. 

penstocks,  372. 

penstock  flange,  69. 

transmission  system,  380. 

substation.  El  Oro,  381. 

switching  room,  377. 

switchboard,  181,  380. 

towers,  380. 

transformers,  377. 

turbines,  376. 

wiring  diagram,  197. 

wiring  system,  377. 
Needle  dam,  36 

New  York  Central  Towers,  245. 
Niagara  crossing,  342. 


Niagara  crossing  tower,  240. 

Niagara,   Lockport  and  Ontario  development, 

327- 
Niagara  Falls,  327.  ' 
Niagara  Falls  Power  Company  plant,  48,  93,  95, 

97,  107,  109. 


O. 


Obermatt,  cantilever  tower,  246. 

plant,  112. 

wiring  diagram,  200. 

switch  room,  176-177. 
Oil  filtering  tanks,  154. 

piping,  156. 

pumps,  156. 

required,  154. 

rheostat,  312. 

switches,  204. 
Oiling  system,  154. 
Ontario  plant, 

bus  bars,  340. 

bus  bars,  outdoor,  346. 

cantilever,  Niagara,  crossing,  343. 

circuit  breaker,  6o,ooo-v()lt,  347. 

control  room,  340. 

distributing  station,  ^^S. 

exciters,  332. 

floating  foundation  for  transmission  tower, 

344. 
forebay,  329. 
four-legged  tower,  344. 
gate  house,  331. 
generator  auxiliaries,  332. 
generators,  332. 
generators,  leads,  332. 
high  tension  room,  339. 
insulator  and  pin,  273. 
low  tension  room,  339. 
Niagara  crossing,  342. 
oil  switch  compartment,  207. 
Oneida  tower,  243. 
open  air  fuses,  343. 
outdoor  bus  bars,  346. 
penstocks,  330. 
power  house,  332. 
screen  house,  330. 
substation,  Lockport,  345. 
transformer  room,  339. 
transmission  line,  341. 
three-legged  towers,  341. 
turbines,  332. 
wiring  diagram,  196. 
wiring  system,  339. 
Outdoor  bus  bars,  Ontario,  346. 
disconnecting  switch,  276. 
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Open  air  fuses,  Ontario,  343. 
Overload  relays,  209. 
voltage  relay,  211. 

P. 

Pademo  insulator,  268. 
Painting  of  structural  steel,  127. 
Part  I,  I. 
Part  II,  215. 
Part  III,  323. 
Patapco  dam,  25. 

plant,  174. 
Penstocks,  59. 

anchor,  70-71. 

air  cushion,  76. 

American  Fork  plant,  85. 

bibliography,  87. 

Brusio,  74,  420. 

flanges,  66,  67,  68,  69,  71,  75. 

flap,  75. 

head  loss,  61,62. 

Kern  River  plant,  66. 

Loch  Leven,  73. 

Necaxa,  372. 

Ontario,  330. 

protection,  76. 

run,  59. 

reinforced  concrete,  86. 

shell,  strength,  64. 

size,  59. 

slip  joints,  71,  72. 

steel  construction,  64. 

suppxift,  hinged,  71. 

vents,  50. 

wooden.  Bishop  Creek,  84. 
Piles,  tests,  105. 
Piling,  104. 
Pin  insulators,  265. 
Piping,  oil,  156. 
Poles  and  towers,  tests,  238. 
Poles,  —  see  wooden  poles. 
Pole  and  tower  construction,  228. 
Porcelain  base  insulator  pin,  272. 
Portability  of  steel  towers,  237. 
Poschiavo  siphon  system,  47. 
Power  factor  meter,  192. 
Power  plants,  88. 

Bar  Harlxjr  plant,  Ellsworth,  27. 

Brusio,  Swiss-Italian  plant,  417. 

Colliersville  plant,  90,91. 

Georgia  plant,  89. 

Great  Falls  plant,  348. 

Holyoke  plant,  89. 

Kern  River  plant,  97,99. 

Kykkelsrud-Hafslund  plant,  Norway,  382. 

Lyon  plant,  France. 


Power  plants  —  Continued 

Manojlovac  plant,  Dalmatia,  435. 

McCall  Ferry  plant,  92, 94. 

Necaxa  plant,  Mexico,  369. 

Niagara  Falls  Power  Company's  plant,  93, 

95, 97- 
Ontario  plant,  309. 
Puget  Sound  plant,  180. 
SchaflTiausen  Low  Head  plant,  132. 
Shawinigan  plant,  92. 
Sill  plant,  Tirol,  120. 
Snoqualmic  plant,  100. 
Stuttgart  plant,  no. 
Toronto  plant,  96. 

Uppenbom  plant,  Munich,  Germany,  403. 
Urfttalsperre   plant,   Heimbach,   Germany, 

393- 
Winnipeg  plant,  89. 
Preservation  of  wooden  poles,  231. 
Preservation  of  forest,  4. 
Pressure  tunnels,  45. 
Principle  of  arresters,  309. 
Profile  of  rivers,  13. 
Properties  of  timber,  53. 
Protection  of  penstocks,  76. 
Pumps,  oil,  156. 


Racks  and  gates,  47. 
Railway  crossing,  Brusio,  431. 
Reactance,  converters,  301. 
Regulating  devices,  143. 
Regulation  of  generators,  1 70. 
Reinforced  concrete,  dams,  23. 

penstocks,  86. 

poles,  232. 

tower,  234. 
Relief  valve,  153. 

Remote  control  switchboards,  185. 
Reports,  governmental,  13. 
Reservoirs,  56. 
Reverse  current  relay,  211. 
Revolving  armature  generator,  169. 

field  alternator,  170. 
Rheostats,  193. 

River  bed,  method  of  plotting,  13. 
River,  flow,  10. 
Rivers,  method  of  plotting  discharge,  12. 

profile,  13. 

velocity  of  flow,  7. 
Riveted  hydraulic  pipes,  65. 
Rochester  dead  end  tower,  242. 
Rolling  support  for  long  spans,  271. 
Roof  truss,  122. 
Rotary  converter  connections,  291. 
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S. 


Saddles  for  penstocks,  72. 

Sag  at  different  temperatures,  252. 

Sandtraps,  57. 

Screens,  49. 

Screen,  detail,  51. 

Screen  house,  48,  330. 

Scholes,  D.  R.,  paper  on  transmission  line  towers 

and  economical  spans,  253. 
Secondary  power,  Charlotte,  367. 
Second-feet,  13. 

Section  house,  Uppenborn,  414. 
Section  switches,  274. 
Seepage  in  tunnels,  45. 
Setting  of  horn  gaps,  313. 
Shawinigan  plant,  92,  176,  179. 
Siegwart  concrete  poles,  233. 
Siphoning  lakes,  47. 
Siphon  system,  46,  419. 
Site  for  buildings,  loi. 
Size  of  bus  bars,  201. 

of  units,  280. 
Slcct  on  conductors,  236. 
Sluice  gate,  Stoncy,  33-34. 
Sluice  gales,  iron,  54. 

wooden,  50-52. 
Snoqualmie  Falls  plant,  100. 
Soil,  bearing  power,  103. 

character  of,  103. 
Spacing  of  bands  on  wooden  penstocks,  78. 
Spans  economical,  250. 

economical  lenglh,  261. 
Spier  Fall,  dam,  22. 
Specifications  and  drawings,  16. 
Specification  of  steel  towers,  243. 
Spillways,  57. 
Spillway,  Charlotte,  348. 
Spoon  wheel  turbine,  144. 
Stairways,  116. 
Stand  pi  pes,  76. 
Stansstad  substation,  115. 
Starting  of  converters,  299. 
Steel,  frame  dam,  30. 

insulator  pin,  272. 

"penstocks,  59. 

penstock,  friction,  61. 

pipe  towers,  233. 
Steel  tower,  cantilever,  246. 

foundations,  236,  263. 

Heimbach,  246. 

New  York  Central,  245. 

Oneida,  243. 

specifications,  243. 

Syracuse,  240,  241. 
Steel  towers  and  poles,  tests,  238. 

for  suspended  insulators,  249,  250. 


Steel  towers  and  poles  —  Continued 

two-legged,  237. 

wind  pressure,  235. 
Steel  transmission  towers,  235. 
Steghof  substation,  general  arrangement,  285. 
Stoney  roller  sluice  gate,  ^^^  34. 
Strain  insulators,  application,  271. 
Strength  of  Douglas  fir,  81. 

of  penstock  shell,  64. 
Structural  steel,  122. 

character  of  steel,  125. 

column  bases,  123. 

crane  column,  124. 

expansion  joints,  124. 

fiber  stresses,  125. 

floors,  124. 

inspection,  127. 

painting,  127. 

prevention  of  electrolysis,  127. 

typical  columns,  123. 

typical  roof  trusses,  122. 

workmanship,  126. 
Substations,  280. 
Substation,  arrangements,  280. 

bibliography,  307. 

Castellanza,  434. 

drainage,  281. 

Duluth,  no. 

Heimbach,  401. 

Hirschau,  411,  415. 

Hafslund,  Kykkelsrud,  390. 

location,  280. 

Lomazzo,  432. 

Piattamala,  426. 

Stansstad,  115. 

Steghof,  285. 

Steghof,  motor  generator,  303. 

switchboard  panel,  305. 

switch  gear,  307. 

typical  arrangement,  283. 

ventilation,  281. 

Walerbury,  281. 
Superstructure,  107. 
Survey,  Geological,  United  States,  13. 
Suspended,  insulator,  268. 

insulator  tower,  249-250.  -• 

Swiss-Italian  steel  tower,  247. 
Swiss  insulators,  266. 

penstock  flanges,  66,  67. 

switching  room  arrangement,  183,  184,  186. 

typical  bus  bar  and  wiring  system,  195. 

wiring  practice,  195. 
Switchboards,  176. 

bus  bars  chambers,  190. 

combined  panel,  187. 

D.  C.  board,  187. 

desk,  type,  185. 
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exciter  or  D.  C.  panel,  i86. 

high  tension  A.  C.  boards,  191. 

instrument  bench,  186. 

low  tension  A.  C.  board,  188. 

oil  switch  arrangement,  190. 

panel  switchboard,  183. 

pedestal,  or  column  type,  185. 

types  of  switchboards,  182. 

wagon  panel,  188, 189,  414. 
Switchboardi  equipment,  191. 

gallery,  116. 
Switch  gear,  Brusio,  424. 

for  substations,  307. 

Necaxa,  380 

Ontario,  356. 

panels  for  substations,  305. 

Uppenbom,  407. 
Switching  room,  176. 

Heimbach,  399. 

Kykkelsrud,  390. 

Manojiovac,  440. 

Necaxa,  377. 

Puget  Sound,  180. 
Synchronizing,  192. 
Syracuse  45-foot  tower,  240-241. 
Systems  of  wiring,  diagram,  194. 


Tailrace  measurement,  159. 

Tanks,  supply,  156. 

Taylor's  Fall,  insulators,  265. 

Telephone,  Uppenbom,  416. 

Telluride  plant,  139. 

Test  of  American  woods,  53. 

Test  holes,  10 1. 

Tests  of  transmission  poles  and  towers,  238. 

of  reinforced  concrete  poles,  233. 
Testing  turbines,  157. 
Three  •lefy'ed  lowers,  240-341 
Thrust  bearing,  137. 
Ties  and  clamps  for  insulators,  265,  273. 
Timber  dam,  29. 

flumes,  42,  44. 

properties,  53. 
Tivoli  plant,  121. 

Tofwehult-Westerwik  rolling  support,  271. 
Torchio  lightning  protection,  314. 
Toronto  plant,  96. 
Tower,  dead  end,  Rochester,  242. 

reinforced  concrete,  234. 
Towers,  Charlotte,  362. 

Necaxa,  380. 

steel  pipe,  2^^. 
Transmission, 

feeder  circuit,  Charlotte,  361. 


Transmission  —  Continued 

high  tension,  bibliography,  279. 
lines,  Bni»o,  430. 

Charbtte,  360-366. 

Heimbadb,  401. 

Kykkelsrud,  391. 

Ontario,  341. 

stresses,  251. 

towers   and    economical  spans,  25 
poles,  Manojiovac,  441. 

—  see  wooden  poles, 
system,  Manojiovac,  441. 

Necaxa,  380. 
Uppenbom,  410. 
towers,  Uppenbom,  412. 

—  see  steel  towers, 
transformers,  Manojiovac,  442. 
tunnel,  Brusio,  427. 

Transformation  of  water  power,  z. 
Transformers,  286. 
air  cooled,  293. 
air  required  for,  294. 
arrangement  of  air  blast,  294. 
Chariotte,  358. 
characteristics  of,  287. 
connections  of,  290. 
core  type,  286. 
delta  vs.  Y  connection,  290. 
efficiency  of,  289. 

forced  oil -cooled  transformers,  293. 
method  of  connecting  transformers  to  it 

converters,  291. 
oil  circulation  for  cooling,  292. 
oil  cooled,  292. 
regulation  of,  288. 
shell  type,  286. 
transformer  connections,  290. 
characteristics,  287. 
efficiency,  289. 
Necaxa,  377. 
oil  circulation,  292. 
open  air  cooled  Brusio,  433. 
regulation,  288. 
room,  Kykkelsrud,  390. 
room,  Ontario,  339. 
types  of,  286. 
Uppenbom,  407. 
Traps,  bear,  35. 
Trenches,  41. 

Trenton  Water  Fall  plant,  79. 
Tretzo  tower,  241. 
Tunnels,  friction,  45. 
pressure,  45. 
seepage,  45. 
Turbines,  i2q. 

accessories,  152. 
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Turbines  —  Continued 

Bnisio,  423. 

Charlotte,  352. 

curtain  carriage  testing,  159. 

European  methods  of  testing,  157. 

graphical  registrator,  158. 

high  head  turbines,  138 

Holyoke  testing  flume,  160. 

Heimbach,  397. 

Kykkelsrud,  386. 

low  head,  130. 

medium  head,  131. 

Manojlovac,  438. 

Necaxa,  376. 

Ontario,  332. 

testing,  157. 

Uppenborn,  406. 
Two-legged  tower,  Gaucin-Seville,  Spain,  237. 

tower,  Moosburg,  237 

towers,  type  used  in  Switzerland  and  Italy, 

237- 
Typical  arrangement  of  headrace,  39,  40. 

of  substations,  283. 
Types  of  oil  switches,  204. 
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dam,  394. 
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construction,  84. 
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poles,  228. 

"A"  frame  tower,  230. 
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